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PREFACE 

The  object  of  this  book  is  to  supply  in  one  volume  the  material  most 
essential  to  the  well-equipped,  independent  designer  of  heat  engines,  and 
to  give  this  material  in  the  form  most  convenient  for  use  in  class  room  and 
practical  work,  by  a  separate  treatment  of  the  different  phases  of  the 
subject. 

Contributory  to  the  contents  are  the  author's  note  books  on  engine 
design  covering  his  practice  and  observation  for  over  twenty  years; 
revisions  and  additions  necessary  to  adapt  the  notes  to  his  teaching  work 
for  the  past  ten  years;  material  from  the  best  technical  books  and  peri- 
odicals necessary  to  fill  the  gaps  in  first-hand  information,  and  to  add 
breadth  and  character  to  the  work;  and  data  and  drawings  from  some 
of  the  best  designers  and  builders  of  heat  engines  in  the  United  States — 
giving  a  practical,  commercial  touch. 

In  the  derivation  of  working  formulas,  elaborate  and  abstruse  methods 
have  been  avoided  as  much  as  possible,  but  no  important  element  which 
permits  of  practical  treatment  has  been  omitted;  also,  while  reverting 
to  fundamental  principles  and  making  the  formulas  as  rational  as  possible, 
their  Umitations  are  pointed  out,  and  they  are  usually  brought  to  a  form 
suitable  for  direct  application. 

lUustrations  of  none  but  the  most  excellent  designs  are  provided. 
These  are  necessarily  limited  on  account  of  space,  but  qualitative  design, 
and  certain  details  and  auxiliaries  may  be  studied  in  books  of  a  more 
descriptive  character,  and  in  builders'  catalogs  which  are  always 
obtainable. 

The  numbering  of  formulas  begins  with  each  chapter,  and  manu- 
facturers' material  is  usually  placed  in  the  latter  part  of  the  chapter  to 
facilitate  the  revisions  necessary  to  keep  the  work  up  to  date.  The  nota- 
tion for  a  chapter  is  listed  at  its  beginning  except  for  short,  scattered 
discussions,  when  it  is  given  only  in  the  text. 

Steam  tables  and  other  tables  found  in  all  handbooks  are  omitted; 
they  are  more  convenient  to  use  with  the  formulas  of  this  book  if  in  a 
separate  cover. 

A  few  references  are  given  at  the  ends  of  chapters  to  extend  th^  scope 
of  the  work. 
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PART  I-THE  HEAT  ENGINE 


CHAPTER  I 
STATUS  OF  THE  HEAT  ENGINE 

It  is  roughly  estimated  that  85  per  cent,  of  the  power  utilized  in  the 
United  States  for  manufacturing  plants,  central  power  plants  and  elec- 
tric-railway power  stations  is  furnished  by  heat  engines,  the  remaining 
15  per  cent,  being  water  power.  This  does  not  include  locomotives, 
steamships  or  any  form  of  self-propelled  vehicles,  which  would  increase 
the  hea^ngine  percentage  still  more. 

It  has  also  been' estimated  that  the  total  available  water  power  in  the 
United  States  approximates  the  present  output  of  steam  power.  How- 
ever, by  the  time  this  power  is  developed  it  is  probable  that  the  demand 
will  have  so  increased  that  the  power  developed  by  the  heat  engine  in 
its  varied  forms  will  be  as  greatly  in  excess  as  at  the  present  time.  The 
importance  of  heat  engines  is  then  obvious  and  their  manufacture  will 
continue  to  be  an  important  industry  imtil  our  fuel  supply  is  exhausted 
or  some  radical  discovery  displaces  them. 

Heat  engines  may  be  divided  into  three  important  classes  which  are 
conmierciaUy  successful  today,  viz.:  1.  The  steam  engine;  2,  the  steam 
turbine;  and  3,  the  internal-combustion  engine.  The  last  named  may 
properly  be  divided  into  two  conunercial  forms:  (a)  The  gas  engine  and 
(6)  the  oil  engine,  the  former  using  gaseous,  the  latter  liquid  fuel.  The 
gas  turbine  is  not  yet  recognized  in  the  commercial  field  and  will  not  be 
further  mentioned. 

Heat  engines  may  also  be  classified  as:  1.  Prime  movers;  and  2, 
reversed  heat  engines,  such  as  the  compression  refrigerating  machine  and 
the  air  compressor.     Prime  movers  only  will  be  considered. 

The  relative  importance  of  the  different  classes  is  an  open  question 
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but  it  is  probable  that  each  has  its  particular  field  of  usefulness  which  in 
some  cases  cannot  be  as  well  provided  for  by  the  others. 

Statements  were  current  in  the  technical  press  a  few  years  ago  that 
little  was  to  be  expected  in  the  way  of  improved  economy  for  the  recip- 
rocating steam  engine,  and  its  passing  was  predicted.  That  the  limit 
of  improvement  had  been  nearly  reached  may,  at  that  time  have  been 
true  across  the  sea,  but  since  then  in  this  country,  the  application  of 
superheated  steam,  the  uniflow  principle  and  the  locomobile,  together 
with  improvements  in  materials  and  some  details  of  construction  which 
have  made  possible  higher  piston  and  rotative  speeds  in  the  larger  units, 
have  greatly  improved  the  steam  engine,  so  that  it  is  holding  its  own  in 
all-around  efficiency  and  reliability  with  other  forms.  The  steam  loco- 
motive, that  once  proverbially  wasteful  machine,  now  equals  in  economic 
performance  some  of  the  best  stationary  steam  plants  of  a  few  years  ago. 

But  the  reciprocating  engine  has  Uniits  in  the  size  of  its  unitB,  and 
beyond  this  the  steam  turbine  is  best  adapted.  The  turbine,  with  its 
high  rotative  speed  and  uniform  rotation  is  well  fitted  to  drive  alternating- 
current  generators  of  large  capacity.  The  floor  space  is  also  less  than  for 
a  reciprocating  engine  of  the  same  power. 

The  internal-combustion  engine  has  attained  the  highest  efficiency  of 
all  heat  engines,  and  this  is  probably  responsible  for  the  prediction  that 
the  days  of  the  st^am  engine  were  numbered.  Notwithstanding  all 
this,  the  internal-combustion  engine  furnishes  at  the  present  time  but 
a  small  percentage  of  the  output  of  stationary  power  plants,  but  there 
seems  little  doubt  but  that  this  ratio  will  be  increased.  It  is  a  reciprocat- 
ing engine,  and  in  this  particular  may  be  classed  with  the  steam  engine. 

Power,  in  the  issue  of  Nov.  17,  1914,  contains  the  statement  that  the 
total  power  of  automobile  engines  manufactured  the  previous  year  waa 
equivalent  to  twice  the  potential  power  of  Niagara  Falls,  or  13,500,000 
horsepower.  This,  coupled  with  the  fact  that,  notwithstanding  the 
increasing  demands  for  large  turbine  units,  the  reciprocating  engine  is 
still  largely  in  excess,  makes  it  probable  that  the  passing  of  the  reciprocate 
ing  engine  is  not  immment. 

It  is  not  intended  to  compare  the  merits  of  the  different  types  of 
prime  movers,  or  the  different  designs  of  a  given  type,  as  practically 
all  when  well  designed,  constructed  and  operated  give  good  results  in 
their  respective  fields.  The  determination  of  the  best  machine  for  a  given 
set  of  conditions  is  often  much  involved  and  is  outside  the  scope  of  this 
work.  It  is  imdoubtedly  true  that  the  periodic  popularity  of  the  various 
machines  is  not  always  based  upon  a  profoimd  knowledge  of  their  actual 
merits. 


CHAPTER  II 
THE  POWER  PLANT 

The  Power  Plant  includes  the  prime  mover  and  all  other  appliances 
and  accessories  necessary  for  the  production  of  power,  for  manufacturing 
plants,  central  stations,  ship  propulsion,  locomotives  and  automobiles,  or 
for  any  form  of  activity  requiring  power.  The  development  of  the  power 
plant  has  been  such  that  the  selection  and  arrangement  of  its  various 
apparatus  has  become  a  highly  specialized  profession.  The  work  of  the 
power-plant  designer  and  of  the  designers  of  the  plant  apparatus  is  inter- 
dependent, the  latter  making  possible  great  advancement  in  plant 
efficiency,  while  on  the  other  hand  the  demands  of  the  plant  designer 
have  been  an  incentive  to  the  designer  of  power  apparatus. 

Power-plant  design  is  not  within  the  range  of  this  book,  and  as  the 
development  of  power  apparatus  is  in  a  state  of  continual  progress,  de- 
scriptions of  different  designs  will  not  be  attempted,  the  task  of  keeping 
pace  with  the  substantial  progress  in  heat-engine  design  being  thought 
sufficient;  however,  the  steam  cycle  is  not  completed  in  the  engine  or 
turbine,  and  in  view  of  future  references  to  the  different  phases  of  the 
cycle,  the  path  of  the  steam  through  the  plant  will  be  traced. 

Steam  is  generated  in  the  boiler  by  the  combustion  of  fuel  in  the  boiler 
furnace.  From  thence  it  is  conducted  through  piping  to  the  turbine  or 
engine  where  it  do^  work.  It  is  then  exhausted,  sometimes  into  the 
atmosphere,  which  is  very  wasteful;  sometimes  into  pipes  for  heating 
purposes  or  for  some  industrial  process,  and  it  is  often  exhausted  into  a 
condenser.  There  it  comes  into  contact  directly,  as  in  the  jet  condenser, 
or  indirectly,  as  in  the  surface  condenser,  with  cold  water.  The  heat  is 
withdrawn  from  the  steam  and  it  condenses  back  to  water,  and  due  to  the 
great  difference  between  the  volume  of  a  given  weight  of  water  and  of 
steam,  a  partial  vacuum  is  formed,  often  approaching  within  three-quarters 
of  a  poimd  of  a  perfect  vacuum.  With  either  type  of  condenser  the 
water  is  pumped  out,  together  with  any  air  which  entered  with  the  steam 
or  water. 

Water  must  be  pumped  into  the  boiler,  either  by  the  boiler  feed 
pump  or  the  injector,  to  replace  the  water  used  by  the  engine,  and  this 
completes  the  cycle.  In  most  large  plants  the  water  is  passed  through 
a  feed-water  heater  before  going  to  the  boiler.    This  is  heated  by  the 

3 


4  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

exhaust  from  the  auxiliaries  or  main  engine,  or  sometimes  by  the  hot 
gases  of  the  flue  leading  from  the  furnace  to  the  chinmey;  in  the  latter 
case  it  is  called  an  economizer  by  common  usage. 

If  a  surface  condenser  is  used,  the  condensed  steam  may  be  pumped 
back  into  the  boiler,  and  barring  leakage  losses,  a  nearly  continuous  cycle 
with  the  same  water  may  be  eflFected,  approaching  the  theoretical  cycle. 

With  the  internal-combustion  engine  the  thermal  cycle  is  complete 
in  the  ^igine  cylinder.  There  are,  however,  numerous  accessories.  For 
the  gas  engine  there  must  be  the  gas  producer,  and  the  scrubbers  for 
cleaning  the  gas;  with  the  oil  engine,  apparatus  for  handUng  the  oil  must 
be  provided;  air  compressors  are  also  necessary  for  some  types  and  vap(»^ 
izers  or  carbureters  for  others.  These  may  be  considered  as  part  of  the 
power-plant  equipment,  but  are  not  part  of  the  engine  proper,  although  in 
many  cases  they  are  fiu-nished  by  the  engine  builder. 


CHAPTER  III 
THE  STEAM  ENGINE 

1.  The  Steam  Engine. — The  history  of  the  steam  engine  is  full  of 
interest,  and  should  form  a  part  of  the  reading  of  every  steam  engineer. 
In  the  popular  mind  the  profession  of  mechanical  engineering  is  closely 
associated  with  the  steam  engine,  and  in  fact  owes  much  to  it  as  an  impor- 
tant factor  in  the  separation  of  this  branch  of  science  from  the  general 
field  of  engineering,  or  civil  engineering,  which  formerly  included  the 
several  now  distinct  branches. 

In  order  to  reserve  space  for  present-day  practice,  it  was  thought  best 
to  refer  to  the  works  of  Rankine,  Thurston,  Ewing  and  others,  and  to 
eliminate  from  this  text  practically  all  historical  matter. 

2.  Mechanism. — With  the  exception  of  comparatively  small  pumps, 
all  practical  reciprocating  engines  employ  for  the  conversion  of  heat 
energy  into  useful  work,  the  simple  sUder-crank  mechanism.  This  mech- 
anism also  resolves  reciprocating  into  rotary  motion,  or  vice  versa  in  the 
case  of  reversed  heat  engines  such  as  compressors.  For  engine  pmposes 
the  sUder-crank  mechanism  is  the  simplest  and  most  economical  from  the 
standpoint  of  both  construction  and  operation,  and  although  attempts 
have  been  made  to  improve  upon  it,  they  have  been  fruitless.  Neglecting 
friction,  which  in  some  cases  is  as  low  as  4  per  cent,  of  the  entire  power 
developed  in  the  cylinder,  the  efficiency  is  100  per  cent.,  as  proven  in  Par. 
100,  Chap.  XVI. 

A  diagram  of  the  slider-crank  mechanism  as  applied  to  the  steam 
engine  is  shown  in  Fig.  1.  The  mechanism  proper  consists  of  the  frame 
(/),  the  crank  (e),  the  connecting  rod  (d)  and  the  crosshead  (c), 
sliding  upon  the  guides  which  restrict  its  movement  to  a  straight  line. 
The  piston  (a)  and  piston  rod  (6)  may  be  considered  as  an  extension  to  the 
crosshead  and  serve  to  transmit  the  pressure  of  the  steam  to  it. 

Ports  for  the  admission  and  outlet  of  steam  are  shown  at  1, 2, 3  and  4. 
In  some  engines  the  same  ports  are  used  for  inlet  and  outlet.  The  con- 
trol of  the  steam  passing  into  and  from  the  cyUnder  is  effected  by  valves 
which  are  actuated  by  an  eccentric,  a  form  of  crank,  which  is  located  on 
the  engine  shaft.  In  Fig.  1,  valves  1  and  2  are  inlet  valves,  while  3  and 
4  are  outlet  or  exhaust  valves. 

To  further  illustrate  the  action  of  the  st^am  engine  as  a  whole.  Figs. 
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2  to  9  are  given.  Contrary  to  the  usual  praotice  of  introducing  valve 
action  with  a  single-valve  engine,  it  is  thought  that  leas  confusion  will 
accompany  the  conception  of  a  separate  valve  controlling  each  operation 
concerned  with  the  handling  of  steam  during  the  engine  cycle,  which 


with  the  steam  engine  is  effected  in  one  revolution  of  the  crank;  oonae- 
quently,  a  four-valve  engine  of  the  nonrcleasing  type  is  shown. 

Figure  2  is  the  side  of  the  engine  showing  the  crank  and  connecting 
rod.     figure  3  shows  the  valve-gear  side  with  the  flywheel  removed. 


Figure  4  shows  the  valve^;ear  aide  with  the  cylinder  in  section,  the  rods 
and  levera  operating  the  gear  being  shown  by  dotted  lines,  aa  are  also 
the  crank  and  connecting  rod. 

Figures  5,  and  7  to  9  show  valves,  with  center  lines  only  of  wrist 


plate  arms,  levers,  crank  and  eccentric,  in  order  to  show  the  different 
positions  more  clearly.  This  forms  a  valve  diagram,  treated  more  fully 
in  Chap.  XX. 

In  practice,  with  this  type  of  gear,  the  eccentric  changes  position  in 
relation  to  the  crank,  under  the  control  of  the  governor  located  on  the 
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shaft,  as  the  load  on  the  engine  is  varied,  but  for  simplicity,  this  is 
lected  in  the  present  treatment,  and  the  eccentric  ib  assumed  in  a 
position  on   the  shaft.     All  of  these  details, 
and  the  exact  action  of  the  valves,  are  fully 
treated  in  Chap.  XX. 

In  Pig.  3,  (a)  is  the  eccentric,  which  by 
means  of  the  eccentric  strap  (6)  and  eccentric 
rod  (c)  connects  with  the  rocker  or  carrier 
(rf).  The  reach  rod  (c)  connects  to  the  wrist 
plate  (/).  Links  {g)  connect  the  wrist  plate  to 
the  valve  levers  (A)  and  (ft). 

It  is  plainly  seen  that  as  the  crank  revolves, 
a  rocking  motion  is  given  to  the  wrist  plate, 
which  in  turn  causes  the  valve  levers  to 
oecillate  through  a  given  angle.  The  valve 
levers  being  keyed  to  the  valve  stems,  impart 
motion  to  the  valves,  opening  and  closing  the 
ports,  thus  controlling  the  steam  supply  to  the 
cylinder. 

The  valve  gear  is  shown  in  its  central 
position,  and  the  crank  is  at  the  head-end  dead 
center.  When  the  valves  are  properly  set  this 
would  not  be  the  case;  the  eccentric  would 
be  advanced  for  this  position  of  the  crank 
as  shown  in  Fig.  4. 

Figure  4  is  a  sectional- view  of  the  oamc 
engine.  The  end  of  the  cylinder  toward  the 
crank  is  called  the  crank  end,  and  the  opposite 
end  the  head  end.  This  is  preferable  to  the 
terms  front  and  back,  as  with  stationary 
en^es  opinion  is  not  unanimous  as  to  which 
is  front  and  which  back;  thus  to  avoid  con- 
fusion, head  and  crank  end  will  be  used,  the 
ports  and  everything  dealing  with  the  steam 
enterii^  or  leaving  the  ports  at  either  end  of 
the  cylinder  being  designated  accordingly. 

The  porta  and  valves  controUing  the  in- 
coming steam  are  conmionly  known  as  steam 
ports  and  valves,  while  for  the  outgoing  steam 
they  are  exhaust  porta  and  valves;  steam  and 
exhaust  in  general  refer  to  incoming  and  outgoing  steam  respectively. 
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Then  ports  1  and  2  are  the  steam  ports  for  the  head  and  crank  ends 
respectively,  while  3  and  4  are  the  exhaust  ports. 

The  piston  rod  passes  through  a  stuffing  box  in  the  cylinder  head  at  the 
crank  end,  which  prevents  leakage  of  steam  from  this  end  of  the  cylinder. 
One  or  more  packing  rings,  to  be  described  in  Chap.  XXIII,  keep  the 
steam  from  leaking  past  the  piston.  In  Fig.  4  the  piston  is  at  the  head 
end  of  the  stroke  and  the  crank  is  on  its  head-end  dead  center^  so  called 
because  the  steam  can  have  no  turning  action  on  it  when  in  this  position, 
and  the  engine  would  stop  if  it  were  not  for  the  momentum  of  theflywhed, 
which  carries  the  crank  past  the  dead  center. 

When  the  crank  is  on  dead  center,  a  space  is  left  between  the  piston 
and  the  cylinder  head,  so  that  there  will  be  no  danger  of  striking  in  case 
of  wear  in  the  pin  joints  of  the  connecting  rod  and  the  main  bearing. 
The  distance  between  the  piston  and  cylinder  head  is  caUed  the  clearance 
distance  or  mechanical  clearance.  The  volume  of  this  space,  including 
the  volume  of  the  ports  up  to  the  valve  seats  is  called  the  clearance 
volume;  the  ratio  of  this  volume  at  one  end  of  the  cylinder,  to  the  volume 
swept  through  by  the  piston  during  one  stroke  is  commonly  called  the 
clearance,  and  is  usually  given  in  per  cent.  In  the  ordinary  steam  engine 
this  varies  from  3  to  12  per  cent.,  and  it  is  usually  desirable  to  keep  it  as 
small  as  possible;  however,  in  some  forms  of  steam  engine,  and  in  the  gas 
engine,  it  must  have  a  certain  definite  value,  which  in  some  cases  may  be 
much  greater  than  the  values  given. 

On  the  top  of  the  cylinder  is  the  steam  chest,  forming  a  passage  from 
the  steam-pipe  connection  to  the  steam  valves  at  each  end.  The  throttle 
valve  or  stop  valve  is  connected  to  the  steam-chest  flange.  The  valves 
are  of  the  rotary  type,  having  an  oscillating  motion.  The  exhaust  pas- 
sage at  the  bottom  of  the  cylinder  connects  the  exhaust  valve  at  each  end 
with  the  exhaust  pipe. 

Admission, — Figiu-e  4  shows  the  piston  at  the  head  end  of  the  stroke, 
with  the  crank  on  dead  center.  The  head-end  steam  valve  is  open  by  a 
small  amount,  this  opening  being  called  the  lead.  This  means  that  the 
opening  of  the  valve,  or.  admission  y  occurred  a  little  before  the  crank 
reached  the  dead  center.  The  purpose  of  this  is  to  allow  full  steam  pres- 
sure in  the  clearance  space,  and  to  have  the  valve  partly  open,  before  the 
piston  starts  its  stroke,  in  order  that  there  may  be  no  delay  in  the  steam 
entering  the  cyUnder  and  following  the  piston  without  loss  of  pressure. 
The  higher  the  rotative  speed  of  the  engine,  the  more  is  lead  necessaiy, 
high-speed  engines  having  proportionately  more  lead  than  low-speed 
engines. 

The  head-end  steam  valve  being  open,  steam  will  enter  and  force  the 
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piston  toward  the  crank  end  of  the  cylinder.  It  will  also  be  seen  that  the 
crank-end  exhaust  valve  is  open,  allowing  steam  in  that  end  of  the  cylinder 
to  escape  to  the  exhaust  pipe. 

As  the  crank  rotates  in  a  clockwise  direction,  and  the  eccentric  is 
somewhat  more  than  90  deg.  in  advance  of  the  crank,  it  is  obvious  that  be- 
fore the  crank  reaches  an  upright  position,  the  wrist  plate  will  swing  to 
its  extreme  right  position,  giving  a  maximum  opening  to  the  head-end 
steam  valve  and  the  crank-end  exhaust  valve,  both  of  which  start  to 
close  as  the  crank  continues  to  rotate. 

Cvi-off. — The  closing  of  the  st^am  valve  is  known  as  cut-off,  and  this 
event  for  the  head  end  is  shown  in  Fig.  5.  This  is  the  first  event  since 
the  beginning  of  the  stroke  under  consideration.  The  crank-end  steam 
valve  and  head-end  exhaust  valve  have  remained  closed  so  far,  and  the 
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crank-end  exhaust  valve  is  still  open.  Cut-off  is  usually  designated  in 
the  fraction  of  the  stroke  accomplished  before  cut-off  occurs,  as  one-half 
cut-off,  one-third  cut-off,  etc. 

Early  steam  engines  received  steam  during  the  entire  stroke,  exhaust- 
ing it  to  the  atmosphere  when  at  its  maximum  pressiu'e,  which  was 
wasteful.  The  cutting  off  of  steam  before  the  stroke  is  completed  was 
introduced  by  James  Watt  in  order  to  utilize  the  expansive  energy  of  the 
steam.  After  cut-off  the  steam  expands,  continuing  to  exert  pressure 
against  the  piston  until  the  end  of  the  stroke.  The  pressiu-e,  however, 
decreases  as  expansion  continues,  resulting  in  a  decreased  mean  pressure 
during  the  stroke,  and  to  offset  this  a  larger  cylinder  must  be  used.  But 
the  larger  cylinder  with  cut-off  before  the  completion  of  the  stroke, 
always  uses  less  steam  for  a  given  horsepower  than  the  older  method. 
This  will  be  demonstrated  in  Chap.  XII.  The  earlier  the  cut-off  the 
greater  the  expansion,  and  if  carried  so  far  that  the  pressure  drops  to 
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that  of  the  atmosphere  or  condenser  into  which  the  engine  exhausts,  the 
expansion  is  said  to  be  complete.  Theoretically,  this  would  seeing  the 
maximum  economy,  but  for  practical  reasons  to  be  explained  in  Chap.  IX, 
the  best  economy  demands  a  cut-off  which  does  not  result  in  complete 
expansion. 

The  ratio  of  the  total  volume  of  steam  on  the  working  side  of  the  pis- 
ton at  the  completion  of  the  stroke,  to  the  volume  at  cut-off  when  expan- 
sion begins,  is  called  the  ratio  of  expansion.  For  the  purpose  of  avoid- 
ing a  more  advanced  discussion  of  valves  and  valve  gears  at  this  place,  the 
cut-off  shown  in  Fig.  5  is  late  in  the  stroke,  or  such  as  would  obtain  with  a 
heavy  load  on  the  engine. 

Brief  mention  of  the  indicator  diagram  may  be  of  advantage  at  this 
point.  The  steam-engine  indicator  is  an  instrument  for  determining  the 
steam  pressure  acting  upon  the  piston  during  its  stroke.  This  instru- 
ment trabes  diagrams  similar  to  Fig.  6,  which  shows  conventional  dia- 
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grams  with  which  the  different  events  of  the  stroke  may  more  easily  be 
explained  than  with  actual  diagrams  taken  from  the  engine.  Horizontal 
measurements  represent  points  along  the  piston  travel,  while  vertical 
measurements  represent  pressure.  The  pressiu-e  at  (a)  is  the  initial 
pressure,  at  (c)  the  terminal  pressure^  along  line  d-c  the  back  pressure  and  at 
(/)  the  compression  pressure.  In  common  parlance,  this  means  pressure 
measured  from  atmospheric  pressing  (14.7  lb.  per  sq.  in.),  or  gage  pres- 
sure, but  it  is  more  satisfactory,  and  is  necessary  for  calculation  to  measure 
it  from  perfect  vacuum,  or  in  absolute  pressure. 

Line  o-r  represents  zero  pressure,  and  pressures  measiu^  from  it  are 
absolute  pressures.  Line  o-p  is  the  zero  volume  line,  and  all  volumes 
are  measiured  from  it.  The  distance  p-a  represents  the  clearance  volume 
previously  mentioned.  This  space  is  full  of  steam  when  the  piston  starts 
its  stroke. 

In  practice  the  indicator  is  attached  at  (z),  Fig.  2,  in  the  clearance 
space  for  the  head-end  diagram,  so  that  this  diagram  gives  the  pressure 
acting  on  the  left  side  of  the  piston  during  the  two  strokes  forming  the 
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cycle.  Likewise  the  indicator  is  attached  at  {y)  for  the  crank-end  dia- 
gram and  gives  the  pressure  at  the  right  of  the  piston.  It  will  be  assumed 
that  an  indicator  is  attached  at  each  end,  drawing  both  diagrams  at  the 
same  time,  which  is  practiced  in  high  class  tests. 

Thus  far  the  piston  has  moved  from  (a)  to  (6),  drawing  the  line  a-6, 
or  steam  line  of  the  head-end  diagram,  and  a  portion  of  line  d'-e',  or  hack 
pressure  line  of  the  crank-end  diagram. 

Compression. — Continuing  the  rotation  of  the  crank  a  little  further  to 
the  position  of  Fig.  7,  causes  the  closure  of  the  crank-end  exhaust  valve. 
This  completes  the  back  pressure  line  d*-e'  of  the  crank-end  diagram,  and 
draws  a  portion  of  the  expansion  curve  h-c  of  the  head-end  diagram,  a 
curve  which  Will  be  discussed  in  later  chapters.    The  closing  of  the  exhaust 
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valve  is  commonly  known  as  compression^  and  is  expressed  as  the  fraction 
of  the  stroke  completed  up  to  the  closure  of  the  exhaust  valve,  as  ninc- 
tenths  compression. 

As  with  cxxiroRj  the  early  engine  closed  the  exhaust  valve  at  the  end 
of  the  stroke,  but  with  higher  speeds  it  was  found  that  an  engine  was  apt 
to  run  more  quietly  if  the  exhaust  valves  closed  before  the  stroke  was 
complete,  retaining  a  certain  amount  of  steam  and  compressing  it  in 
the  clearance  space  to  form  a  cushion  which  gradually  takes  up  the  lost 
motion  in  the  pin  joints.  The  necessity  of  compression  has  been  ques- 
tioned, so  any  further  remarks  along  this  line  are  left  until  Chap.  XVI. 
The  eflfect  of  compression  is  discussed  in  Chaps.  IX,  XII  and  XVI. 

Release. — After  compression,  all  valves  are  closed.  A  further  rotation 
of  the  crank  starts  the  head-end  exhaust  valve  open,  which  is  shown 
in  Fig.  8;  this  is  known  as  release.  This  completes  the  expansion  line 
b-c  of  the  head-end  diagram  and  draws  a  portion  of  the  crank-end  com- 
pression curve  e'-f  of  the  crank-end  diagram.     Release  is  usually  earlier 
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ia  the  stroke  than  compression  but  nearly  always  occurs  before  the  stroke 
is  complete  in  order  that  the  steam  may  leave  the  cylinder  sufficiently 
to  have  its  pressure  lowered  to  that  of  the  atmosphere  or  condenser  be- 
fore the  piston  starts  the  next  stroke;  otherwise  the  back  pressure  is 
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high  at  the  beginning  of  the  stroke,  reducing  the  elBfective  work  on  the 
piston.    As  with  lead,  release  must  be  earlier  with  higher  speeds. 

A  little  further  rotation  of  the  crank  opens  the  crank-end  steam 
valve.  This  completes  crank-end  compression  curve  e'-f  and  draws  a 
portion  of  head-end  exhaust  line  c-d.    The  stroke  is  completed  in  Fig.  9, 


Fig.  M. 

in  which  the  crank  is  on  the  crank-end  dead  center.  This  completes  the 
head-end  exhaust  line  c-d  and  draws  the  crank-end  admission  line  f'-a\ 
These  two  lines  are  shown  as  straight  lines  in  Fig.  6,  but  they  vary  in 
form  in  actual  diagrams  and  the  junctions  of  the  different  lines  are  not 
sharply  defined. 
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Completing  the  revolution  to  head-end  dead  center  produces  con- 
secutively, crank-end  cut-off,  head-end  compression,  crank-end  release 
and  head-end  admission,  completing  the  cycle,  and  drawing  the  line 
a'h'dd'  of  the  crank-end  diagram  and  deja  of  the  head-end  diagram. 

The  principle  of  operation  is  practically  the  same  in  all  steam  engines, 
except  that  some  accomplish  all  four  events  in  both  ends  of  the  cylinder 
with  a  single  valve;  exception  may  also  be  made  in  the  case  where  the 
piston  has  the  function  of  a  valve,  as  in  the  uniflow  engine. 

3.  Types  and  Classificatioa. — The  development  of  the  steam  engine, 
extending  as  it  has  over  a  comparatively  long  period,  has  resulted  in  a 
large  variety  of  designs,  and,  eliminating  all  but  those  at  present  being 
placed  upon  the  market  by  recognized  builders  still  leaves  a  goodly 
number.  But  little  attempt  has  been  made  at  general  standardization, 
although  there  is  considerable  similarity  in  a  given  type  as  manufactured 
by  different  builders,  due  no  doubt  to  a  sort  of  mutual  influence,  those 
having  the  most  originality  and  initiative  leading  the  way. 

A  logical  classification  is  difficult,  as  the  engine  may  belong  to  several 
classes.  With  this  in  mind,  terms  in  common  use  which  express  some 
feature  of  design  will  be  arranged  under  different  headings,  and  a  few 
of  the  least  obvious  briefly  described. 

Classification  According  to  General  Form. 
Horizontal  or  vertical. 
Single-acting  or  double-acting. 
Side-crank  or  center-crank. 
Right-hand  or  left-hand. 
Run  over  or  run  under. 
Belt  forward  or  belt  back. 

Single-acting  or  Double-acting, — A  single-acting  engine  uses  but  one 
end  of  the  cylinder,  the  head  end,  while  the  crank  end  is  open.  This  ob- 
viates the  necessity  of  a  crank-end  cyUnder  head  and  a  stuffing  box, 
consequently  the  crosshead  may  be  ehminated  and  its  function  performed 
by  the  piston,  which  is  made  unusually  long  to  provide  ample  wearing 
surface.     Crossheads  are  sometimes  used  on  single-acting  engines. 

Single-acting  steam  engines  usually  have  two  cylinders,  one  of  them 
being  a  low-pressure  cylinder,  forming  a  compound  engine,  in  some  cases. 
The  cranks  are  opposite,  or  180  degrees  apart.  With  steam  engines, 
this  type  is  usually  vertical  and  its  advantage  is  reduced  head  room. 

Side-crank  or  Center-crank. — In  this  country,  most  steam  engines  of 
large  and  medium  size  are  of  the  side-crank  class.  This  is  shown  in 
diagram  in  Fig.  10.  The  shaft  has  but  one  bearing  located  in  the  engine 
frame,  the  other,  called  the  outer  bearing  or  outboard  bearing,  being  a 
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separate  bearing,  usually  having  no  connection  to  the  engine  frame,  but 
bolted  separately  to  the  foundation. 

Some  small  engines  are  also  built  with  the  side  crank,  and  of  course, 
some  large  engines  have  the  center  crank.  Figure  1 1  shows  a  center-crank 
engine  in  diagram.     Sometimes  the  outer  bearing  is  omitted,  a  belt 


^ 


Fio.  10. 


Fio.   11. 


wheel  being  overhung  from  the  main  bearing  on  one  side,  while  the  govei> 

nor  wheel  is  on  the  other. 

The  advantage  claimed  for  the  center-crank  engine  is  that  of  a  beam 

supported  at  the  ends  with  a  load  in  the  middle,  over  a  cantilever  beam 

loaded  at  the  end;  but  where  the  outer  bearing  is  used,  as  it  always  is 

in  large  engines,  the  difficulty  and 
uncertainty  of  keeping  three  bear- 
ings in  perfect  alinement  makes 
the  advantage  dubious,  and  as 
there  is  no  difficulty  in  the  prac- 
tical design  of  the  side-crank  type, 
it  is  used  almost  entirely  in  this 
country,  not  only  for  steam  en- 
gines, but  for  large  gas  engines 

Right-hand  or  Left-hand. — This 
classification  has  not  a  universal 
application  except  in  the  case  of 
horizontal  side-crank  engines. 
With  these,  standing  at  the  cyl- 
inder end  and  looking  toward  the 

crank,  the  engine  is  right-hand  if  the  main  bearing  is  at  the  right  of  the 

center  line  of  engine,  and  left-hand  if  the  bearing  is  at  the  left.    This  is 

illustrated  in  Fig.  12. 

Center-crank  engines  may  be  classified  as  rights  or  left-hand  according 

to  the  valve-gear  or  governor  side,  and  vertical  engines  are  so  classified 


Left  HjuiD  fiiGDiE 
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for  convenience  in  ordering;  in  such  cases  directions  are  usually  given  in 
the  builders'  catalogs. 

Run  Over  or  Under. — ^This  is  a  functional  classification  with  most 
engines,  it  being  possible  to  run  them  either  over  or  under  by  adjusting 
the  valve  gear.    This  classi-  ^^ 

fication  is  a  definite  one  only 
with  horizontal  engines,  in 
which  case,  if  the  top  of  the 
wheel  moves  from  an  observer 
standing  at  the  cylinder,  the 
engine  runs  over;  if  it  comes 
toward  him  it  runs  under. 
This  is  illustrated  by  Fig.  13. 

As   with   the  designation 
right-  and  left-hand,  the  terms 
run  over  and  under  are  sometimes  applied  to  vertical  engines  by  special 
direction  in  the  builders'  catalogs. 

It  is  true  that  some  engines,  as  the  marine  type,  are  built  to  run  in 
one  direction,  the  bearing  surface  of  the  crosshead  shoe  being  much 
greater  on  one  side  than  the  other.     The  smaller  surface  comes  into  play 


Fio.   13. 


Fio.  14. 


only  while  the  engine  is  reversing,  which  is  a  very  small  portion  of  the 
time. 

Belt  Forward  or  Back. — While  this  might  appear  to  be  entirely  func- 
tional, it  often  affects  the  location  of  the  wheel,  and  therefore  the  length 
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of  the  shaft,  which  in  turn  sometimes  affects  the  necessary  diameter. 
In  Fig.  14,  A  shows  the  belt  going  forward,  and  B  going  back.  In  the 
latter,  space  must  be  left  between  the  belt  and  the  engine  cylinder  so 
that  the  operating  engineer  may  get  at  the  valve  gear  and  throttle  valve. 

Classification  According  to  Valve  Gear. 
Single-valve. 
Four-valve. 
€iridiron-valve. 
Poppet-valve. 
Throttling. 
Automatic  cut-off. 
Reversing. 

Throttling  Engine, — All  stationary  engines  are  controlled  by  govern- 
ors, which  limit  the  speed  fluctuation  to  a  small  fraction  under  changing 
loads,  within  the  capacity  of  the  engine.  The  governor  and  valve  gear 
are  treated  in  later  chapters,  but  their  effect  upon  the  steam  supply 
may  be  considered  here.  The  throttling  engine  governs  in  the  simplest 
way  and  requires  the  least  mechanism.  The  governor  is  attached  to  a 
throttle  valve  in  the  steam  pipe.  If  the  load  on  the  engine  decreases, 
the  engine  tends  to  speed  up,  and  in  doing  so  the  governor  weights  By 
out  by  centrifugal  force,  and  being  connected  to  the  controlling  valve  in 
the  steam  pipe,  partly  closes  it,  throttling  the  steam,  which  cannot  get 
through  the  valve  fast  enough  to  keep  up  pressure  as  it  follows  the  piston, 
therefore  less  work  is  done,  the  steam  pressure  being  adapted  to  the  load 
by  the  governor.  If  the  load  is  increased,  the  engine  tends  to  slow 
down,  and  this  opens  the  valve,  increasing  the  steam  pressure. 

The  throttling  engine  is  usually  a 
single-valve  engine  with  either  a  flat 
"D  "-valve  or  a  piston  valve.  The 
eccentric  is  fixed  to  the  shaft  and  the 
valve  always  has  the  same  travel; 
therefore  the  cutoff,  compression,  etc. 
are  always  the  same  and  the  con- 
Pj^  j.  trolling  device  is  really  not  a  part  of 

the  engine  proper. 
The  effect  of  the  governor  upon  the  steam  pressure  within  the  cylinder 
may  be  shown  by  an  indicator  diagram.  Fig.  15,  in  which  the  full  lines 
represent  the  normal  load  on  the  engine,  and  the  dotted  lines  a  greater 
and  a  lesser  load.  During  the  time  the  steam  is  being  driven  from  the 
cyUnder,  it  is  open  to  the  atmosphere,  so  the  back  pressure  line  and  com- 
pression curve  are  the  same  for  all  loads. 
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Throttling  engines  are  usually  small  engines  and  their  economy  is 
comparatively  poor.  This  is  attributable  in  part,  however,  to  lack  of 
refinement  in  other  features  of  design  common  in  a  good  many  small 
engines.  Within  reasonable  limits  of  load  variation  this  method  of  gov- 
erning possesses  some  practical  advantages.  An  economical  cutroff  may 
be  maintained  at  all  loads,  and  for  loads  less  than  the  maximum  the 
throttling  of  the  steam  tends  to  reduce  the  amount  of  moisture  due  to 
partial  condensation,  which  will  be  explained  in  Chap.  IX.  Governing  by 
throttling  is  further  discussed  in  Chap.  XII,  Par.  58. 

Autamatic  Cutroff  Engine. — ^These  engines  are  controlled  by  changing 
the  cut-off,  allowing  smaller  or  greater  quantities  of  steam  of  constant 
pressure  to  enter  the  cylinder  to  meet  the  load  requirements.  The 
CJorliss  engine  was  one  of  the  earliest  forms  of  this  class,  and  one  of  the 
most  important  for  medium  and  large  powers.     The  gear  of  this  engine  is 


Fio.  16. 
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known  as  a  releasing  gear,  and  sometimes  as  a  drop-cutroff  gear.  There 
are  four  valves  as  previously  stated,  two  steam  and  two  exhaust  valves, 
which  receive  their  motion  directly  from  a  wrist  plate  as  explained  in  Par. 
2.  The  eccentric  is  fixed  to  the  engine  shaft,  giving  a  constant  movement 
to  the  wrist-plate  and  valve  levers  connected  thereto  by  the  links.  The 
movement  of  the  exhaust  valves  is  constant,  and  the  exhaust  events, 
compression  and  release,  are  always  the  samQ. 

This  gear  is  described  in  Chap.  XX. 

The  releasing  principle  has  also  been  applied  to  four-valve  engines 
with  gridiron  steam  valves,  and  also  to  poppet-valve  engines. 

The  indicator  diagram  for  the  engine  just  described  is  shown  in  Fig.  16, 
the  full  lines  being  for  rated  load  and  the  dotted  lines  for  a  greater  and 
smaller  load. 

Another  method  of  regulating  the  steam  supply  by  change  of  cut-off  is 
that  of  changing  the  position  of  the  eccentric  upon  the  shaft,  which  is 
effected  by  a  shaft  governor  to  be  described  in  Chap.  XIX.  The  diameter 
of  the  circle  upon  which  the  eccentric  center  travels  is  usually  changed,  but 
not  in  all  engines,  and  the  angular  position  of  the  eccentric  relative  to 
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the  crank  is  always  changed  upon  change  of  load.  This  method  is  applied 
to  engines  fitted  with  all  the  variety  of  valves  previously  mentioned. 
When  the  single  valve  is  used,  or  a  four-valve  engine  with  a  single  eccen- 
tric such  as  was  employed  in  describing  steam-engine  operation  in  Par.  1, 
the  change  in  eccentric  position  necessarily  affects  all  events  of  the  stroke 
as  shown  in  Fig.  17,  the  full  lines  being  for  rated  load  as  before,  and  the 
dotted  lines  for  greater  and  lesser  loads.  Two  styles  of  dotted  lines 
are  used  to  associate  the  expansion  curve  with  its  corresponding  compres- 
sion curve.  It  will  be  noticed  that  shortening  the  cut-off  is  accompanied 
by  an  earlier  compression,  reducing  the  diagram  area  on  two  sides,  while 
for  long  cut-off,  the  area  is  increased  on  two  sides.    This  necessitates  less 

change  of  the  gear  for  a  given  change 
of  load  than  if  the  compression  were 
constant.  For  engines  having  ex- 
haust valves  operated  by  a  sep- 
arate eccentric,  the  compression  and 
release  are  constant,  and  the  diagram 
is  that  of  Fig.  16. 

A  combination  of  throttling  and 

automatic  cut-off    is  employed    in 

-j^io'is/  some  engines  with  good  economy, 

especially  at  light  loads,  when  the 
reduction  of  pressure  due  to  throttling,  with  its  consequent  drying  effect, 
makes  unnecessary  quite  so  short  a  cut-off  as  would  be  required  if  only 
the  cutroff  were  altered.  This  is  shown  by  the  indicator  diagram  of  Rg. 
18,  in  which  full  lines  are  for  normal  or  rated  load  and  dotted  lines 
for  a  lighter  load. 

Classification  According  to  the  Use  of  Steam. 
Simple. 

Compound  and  multiplcM^xpansion. 
Condensing. 
Noncondensing. 

Simple, — A  simple  engine  receives  steam  at  or  near  boiler  pressure, 
which,  after  doing  work  in  the  engine  cylinder,  is  exhausted  to  the  atmos- 
phere, a  condenser,  into  an  exhaust  heating  system  or  utilized  for  some 
industrial  process.  A  simple  engine  may  have  more  than  one  cylinder, 
such  as  a  duplex  or  twin  engine,  but  each  receives  steam  from  the  same 
source  at  the  same  pressure;  at  any  rate,  no  cylinder  receives  steam  from 
the  other.     Most  modern  simple  engines  have  a  single  cylinder. 

Compound  and  Multiple-expansion. — It  has  been  already  stated  in 
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Par.  2  that  the  use  of  the  expansive  energy  of  steam  is  conducive  to 
economy,  but  that  too  great  an  expansion  in  one  cylinder,  or  too  early  a 
cut-off  is  not  economical,  so  that  the  ratio  of  expansion  is  necessarily 
limited  in  a  single  cylinder.  If  a  cut-off  within  practical  economical 
limits  is  effected  in  one  cylinder,  and  the  steam  expanded  to  some  pressure 
between  that  of  the  steam  and  exhaust  mains,  and  if  the  exhaust  from 
this  cylinder  is  piped  to  a  cylinder  of  greater  volume,  having  a  cut-off 
also  within  economical  limits,  and  such  that  the  volume  of  the  cylinder 
up  to  cutroff  is  approximately  equal  to  the  volume  of  the  first  cyUnder, 
the  steam  would  expand  again  from  this  intermediate  pressure,  which  is 
the  initial  pressure  for  the  second  cylinder,  to  some  terminal  pressure  some- 
what higher  than  the  exhaust-main  pressure,  the  latter  being  the  back 
pressure  of  the  second  cylinder.  Then  the  total  ratio  of  expansion,  from 
the  volume  at  cut-off  in  the  first  cyUnder  to  the  final  volume  in  the  second, 
will  be  approximately  the  product  of  the  ratios  of  expansion  in  the  two 
cylinders.  The  exhaust  from  the  second  cylinder  is  usually  piped  to  a 
condenser,  but  sometimes  to  the  atmosphere,  or  the  steam  may  be  used 
for  some  purpose  as  with  the  simple  engine. 

Thus,  by  the  use  of  two  cylinders  of  different  size,  but  so  connected 
as  to  deliver  power  to  the  same  shaft,  economical  cut-off  may  be  com- 
bined with  a  high  expansion  ratio,  greatly  increasing  the  economy. 
The  first  cylinder  is  known  as  the  high-pressure  cylinder  and  the  second 
as  the  low-pressure  cylinder.  As  the  piston  stroke  is  the  same  in  both 
cylinders,  the  volumes  of  the  cylinders  are  proportional  to  the  piston 
areas  acted  upon  by  the  steam.  The  mean  pressures  acting  on  the  two 
pistons  are  about  proportional  to  the  piston  areas  inversely,  therefore  the 
work  done  in  the  two  cylinders  is  nearly  equal.  Such  an  engine  is  called 
a  compound  engine.  Although  in  a  general  sense  this  term  covers  engines 
in  which  expansion  takes  place  in  three  or  four  cylinders,  it  is  usually 
employed  for  a  double-expansion  engine  as  just  described,  and  when  ex- 
pansion occurs  in  three  or  four  stages,  the  engines  are  known  as  triple- 
expansion  engines  or  quadruple-expansion  engines. 

The  exhaust  from  the  high-pressure  cylinder  is  piped  to  a  vessel  called 
a  receiver,  from  which  the  steam  supply  for  the  low-pressure  cylinder  is 
taken.  The  influence  of  the  receiver  is  to  prevent  excessive  fluctua- 
tion of  pressure  during  the  passage  of  st^am  from  the  high-pressure 
to  the  low-pressiu*e  cylinder.  In  triple-expansion  engines  the  first 
cylinder  is  the  high-pressure,  the  second  the  intermediate  and  the  third 
the  low-pressure  cyhnder.  There  is  a  receiver  between  the  high  and 
intermediate,  and  another  between  the  intermediat-e  and  low-pressure 
cylinders.     In  quadruple-expansion  engines,  the  second  cylinder  is  the 
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first  intermediate  and  the  third,  the  second  intermediate.  A  receiver  is 
placed  between  each  cylinder  as  before,  there  being  three  receivers  with  a 
quadruple-expansion  engine. 

In  marine  engines,  in  order  to  secure  better  balancing  and  a  more  uni- 
form turning  effort  on  the  crank  shaft,  the  low-pressure  cylinders  of  com- 
pound and  triple-expansion  engines  are  sometimes  replaced  by  two 
cylinders  with  a  combined  capacity  of  the  single  cylinder.  These  two 
cylinders  take  steam  from  the  same  receiver  and  exhaust  to  a  conmion 
condenser,  and  therefore  belong  to  the  same  stage.  Such  engines  are 
known  respectively  as  three-cylinder  compounds  and  four-cylinder 
triple-expansion  engines. 

Multiple-expansion  engines  other  than  double-expansion  or  com- 
pounds are  used  comparatively  httle  except  in  marine  and  pumping  serv- 
ice. There  is  little  gain  over  a  compound  in  economy  when  the  ratio 
of  cylinder  volumes  is  properly  chosen,  and  the  use  of  superheated  steam 
has  still  further  reduced  such  gain. 

The  most  conmion  types  of  compound  engines  are  the  cross-compound 
and  the  tandemrcompound.  The  cross-compound  consists  of  two  engines, 
one  high-pressure  and  one  low-pressure,  parallel  to  each  other  and  con- 
nected to  the  same  shaft.  To  provide  a  more  uniform  turning  elBfort  on 
the  shaft,  the  cranks  are  placed  90  degrees  apart,  although  this  ib  not 
necessarily  the  best  angle  to  produce  this  result.  This  subject  is  dis- 
cussed in  Chap.  XVIII. 

A  plan  drawing  of  a  cross-compound  engine  with  its  receiver  and 
piping  is  shown  in  Fig.  461,  Chap.  XXXIV. 

A  tandem-compound  engine  has  its  cylinders  in  line,  the  pistons  being 
fastened  to  a  conmion  piston  rod.  .  The  cylinders  are  connected  to  a  single 
engine  frame,  and  all  other  parts  are  as  for  a  single  engine.  There  is  a 
single  crank  and  the  turning  effort  is  not  as  uniform  as  with  a  cross- 
compound  engine.  A  tandem  engine  is  more  compact  and  is  usually 
considered  to  be  better  adapted  to  high  speed. 

Noncondensing  and  Condensing. — Any  steam  engine  exhausting  into 
the  atmosphere,  or  any  higher  pressure,  such  as  a  heating  system,  is 
known  as  a  noncondensing  engine.  If  the  exhaust  pressure  is  below  that 
of  the  atmosphere,  a  condenser  must  be  used  and  the  engine  is  known  as  a 
condensing  engine.  This  classification  afifects  the  design  of  the  simple 
engine  but  little;  in  the  compound,  however,  the  size  of  the  low-pressure 
cylinder,  and  the  ratio  of  cylinder  diameters  are  both  greater  for  the 
condensing  engine,  but  it  is  not  uncommon  for  a  condensing  engine  to  run 
noncondensing  for  a  portion  of  the  time. 

Condensing  engines  show  a  greater  economy  than  noncondensing 
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engines,  due  to  the  removal  of  back  pressure,  and  to  the  greater  ratio 
of  expansion  permitted,  especially  in  compound  engines. 

Classification  According  to  Service  for  which  Designed. — Among  these 
are  the  following: 

Locomotive. 

Marine  engine. 

Hoisting  engine. 

Pumping  engine. 

Rolling-mill  engine. 

Others  might  bo  added  to  the  liat. 

4.  The  Uniflow  Engine. — ^This  engine  was  designed  by  Prof.  Stumpf, 
and  is  manufactured  by  several  firms  in  the  United  States.     It  has  no 


Nordberg  uoiflow  cylinder  with  Corliss  vnlves. 


exbaufit  valves,  the  piston  performing  this  function  near  the  end  of  the 
stroke.  The  steam  thus  flows  in  but  one  direction  at  each  end  of  the  cylin- 
der, the  period  of  exhaust  being  greatly  decreased,  thus  lessening  the 
cooUog  effect  of  the  low-pressure  steam  upon  the  cylinder  walls  and  reduc- 
ing condensation. 


PiO.  20. — Indicator  diBsnima  for  Universal  uniflow  cngini 


A  section  of  the  cylinder  of  the  Nordberg  uniflow  engine  is  shown  in 
Fig.  19.  The  valves  D  act  as  automatic  reUef  valves  when  the  vacuum  is 
accidentally   broken,  increasing  the  clearance  space  by  the  volume  of 
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space  B.  Otherwise,  ua  compreuaioD  b^eins  at  about  Ijq  Btroke,  the 
compression  pressure  would  be  much  above  the  initial  pressure. 
These  valves  are  backed  off  by  the  hand  wheels  when  it  is  desired  to 
run  the  engine  noncondensing 

Uniflow  engines  are  mostly  made  with  poppet  valves. 
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Indicator  diagrams  for  condensing  and  noncondensing  operation  for  a 
Universal  Uniflow  engine  are  shown  in  Fig.  20.  This  engine  has  an  auxil- 
iary exhaust  valve  which  closes  about  0.7  stroke,  and  is  in  operation  when 
the  engine  works  noncondensing.  Fig.  21  shows  the  steam  consumption 
of  the  Universal  Uniflow  engine. 


CHAPTER  IV 
THE  STEAM  TURBINE 

6.  According  to  historical  records,  the  first  self-acting  machine  oper- 
ated by  steam  was  a  turbine,  but  it  was  not  until  a  comparatively  recent 
date  that  the  development  of  the  steam  turbine  into  a  commercially 
successful  machine  was  undertaken.  Naturally,  under  the  present  state 
of  the  mechanical  arts,  its  advance  was  much  more  rapid  than  that  of 
the  steam  engine,  until  now  it  equals  in  economy  and  far  exceeds  in  unit 
capacity,  the  best  steam  engines. 

The  expansion  of  steam  in  the  cylinder  of  a  reciprocating  steam  engine, 
while  essential  to  economy,  is  not  a  necessity  to  practical  operation; 
this  is  obvious  from  certain  types  of  steam  pumps  which  receive  steam  at 
boiler  pressure  throughout  the  stroke,  and  even  from  high-grade  engines 
successfully  carrying  overloads  which  require  steam  admission  nearly  the 
entire  stroke  with  very  little  expansion  in  the  cylinder.  But  the  tur- 
bine depends  upon  the  velocity  of  the  steam,  which  may  only  be  elBfected 
by  expanding  it  through  properly  formed  nozzles  from  a  higher  to  a  lower 
pressure,  the  form  of  the  nozzles  depending  upon  the  lower  pressure 
against  which  they  discharge.  With  nozzles  properly  designed  and  con- 
structed, the  steam  issues  in  well-formed  jets  at  high  velocity,  which 
impinge  upon  blades  or  vanes  on  the  turbine  wheel,  causing  it  to  turn  and 
do  useful  work. 

The  operation  is  therefore  dependent  upon  two  principles,  the  conver- 
tion  of  heat  into  kinetic  energy  being  thermal  and  the  utilization  of  kinetic 
energy  for  work  on  the  turbine  wheel,  mechanical. 

6.  Impulse  and  Reaction. — Assume  three  fixed  vanes  of  different  form 
as  in  Fig.  22,  and  that  jets  of  steam  or  other  fluids  of  velocity  V  enter 
and  leave  the  vanes  as  indicated  by  the  arrows.  Further  assume  that 
the  velocity  F,  the  angle  a  and  the  weight  of  fluid  flowing  in  a  given 
time  is  the  same  in  each  case,  and  that  the  flow  is  frictionless. 

The  force  Pa  of  Fig.  22-A,  required  to  prevent  the  horizontal  displace- 
ment of  the  vane  to  the  right  is  said  to  be  due  to  the  impulse  of  the  jet. 
The  force  Pb  of  Fig.  22-B  is  due  to  the  readian  of  the  jet  and  is  equal  to 
Fa.  The  force  Pc  in  Fig.  22-G  is  due  to  both  impulse  and  reaction  and 
is  equal  to  the  sum  of  Pa  and   Pb.    The  general  principle  is  the  same 

23 
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whether  the  vanes  are  fixed  or  moving,  and  whether  the  velocity  of  the 
jet  relative  to  the  surface  of  the  vane  is  constant  or  variable. 

In  most  turbines  there  are  more  than  one  set  of  moving  vanes  and  At 
least  one  set  of  fixed  vanes.  The  fixed  vanes  serve  the  purpose  of  nosides 
as  far  as  directing  the  steam  is  concerned,  and  will  be  so  designated  when 
they  compose  openings  through  a  diagram  dividing  the  turbine  into  com- 
partments. When  they  are  attached  to  the  turbine  casing  and  are  of  a 
form  similar  to  the  moving  vanes  they  are  called  guides,  and  all  moving 
vanes  are  called  blades. 


/^^ 

> 

^H 

^Xh 

B 

C 

Fio.  22. 

Impulse 


^  Velocity-stage. 


7.  Commercial  Classification. — Although  all  practical  steam  turbinee 
utilize  both  impulse  and  reaction,  the  greater  use  of  one  principle  or  the 
other  has  led  to  the  general  classification  of  impulse  turbines  and  reaction 
turbines.  All  turbines  in  which  expansion  occurs  only  in  the  nozzles  are 
called  impulse  turbines,  while  in  reaction  turbines,  expansion  also  occurs 
in  the  blade  passages. 

^  Considering  only  designs  largely  used,  impulse  turbines  may  be  further 
classified  as  follows: 

Simple 

Compound   | 

[  PressurcHstage. 

Reaction  turbines  are  always  compound  or  multinstage. 

8.  Simple  Impulse  Turbines. — In  these  turbines  the  steam  expands 

in  the  nozzles  from  steam-chest  pressure  to  the 
exhaust  pressure,  which  is  atmospheric  for  non- 
condensing  and  vacuum  for  condensing  turbines. 

If  a  turbine  blade  of  semicircular  section, 

moving  in  the  direction  of  the  arrow  in  Pig.  23 

p  receives  a  steam  jet  flowing  in  the  same  direction 

of  velocity  F,  it  is  obvious  that  if  the  velocity 
of  the  blade  were  F/2,  the  relative  velocity  of  steam  to  blade  would  be 
V/2;  then  the  steam,  upon  leaving  the  blade  would  have  an  absolute 
velocity  of  zero;  that  is,  all  of  its  kinetic  energy  would  be  absorbed  by 
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the  blade.  While  it  is  necessary  in  practice  thnt  the  steam  jet  be  de- 
hvcred  to  the  wheel  at  an  angle,  and  there  must  always  be  aome  absolute 
\'elocity  at  exit  or  residual  velocity,  it  is  clear  that  to  obtain  the  max- 
imum work  from  the  jet,  the  blade  velocity  must  approximate  one-half 
the  jet  velocity.  This  means  a  rim  velocity  of  nearly  1400  ft.  per  sec, 
necessitating  a  wheel  of  high-grade  material  and  special  design,  which 
will  be  considered  in  Chap.  XXXI. 

To  iUustrate  the  change  in  pressure  and  velocity  of  the  steam  in  its 
passage  through  nozzles  and  blades,  the  diagrams  of  Fig.  24  are  given. 
Velocity  and  pressure  changes  are  represented  by 
straight  lines  for  convenience  and  for  lack  of  exact 
information. 

The  only  pressure  change  is  in  the  nozzle  and  this 
is  accompanied  by  an  increase  in  velocity,  a  maximimi 
being  reached  at  exit.  There  is  no  pressure  change 
in  passage  through  the  blades,  but  a  decrease  in  abso- 
lute velocity  as  the  kinetic  energy  of  the  jet  is  given 
up  to  the  wheel.  The  relative  velocity  of  jet  and 
blade  is  assumed  to  be  constant,  friction  being  ne- 
glected. The  residual  velocity  {which  is  absolute), 
as  the  st«am  leaves  the  blades,  is  partly  dissipated 
by  friction  as  it  forms  eddies  in  the  steam  remaining 
in  the  casing,  and  helps  to  clear  thecasingof  steam suffi-  ^Im  /li>s.  \/ 
ciently  to  maintain  a  constant  pressure.  n 

9.  Compound   Impulse    Turbines.     Velocilysiage.      J-^<- 
— It  was   shown  in  Par.  S  that  a  very  high  rim  ve-    ^"'-  2;^■— Simple  im- 

.■'''.  pulse  turbine. 

locity   13  necessary  for  good  economy  in  a  simple  im- 
pulse turbine.     This  necessitates  a  rotative  speed  so  high  that  for  most 
turbine  applications,  gear  transmission  becomes  necessary.     To  obviate 
this,  or  to  make  possible  directHJonnection,  especially  in  large  powers 
compounding  is  resorted  to. 

kit  two  or  more  wheels  carrying  blades  are  placed  upon  a  shaft,  and 
ween  each  row  of  blades,  fixed  guides  are  located  to  direct  the  steam 
ving  one  wheel  into  the  blades  of  the  following  wheel,  the  velocity  of 
the  jet  is  only  in  part  taken  up  by  the  first  wheel,  part  by  the  second  wheel 
and  so  on,  until  upon  emerging  from  the  last  wheel,  the  residual  velocity 
may  be  the  same  as  that  of  a  simple  impulse  turbine.  Then  the  rim 
I  is  proportional  to  the  number  of  wheels, -inversely,  which  is  also 
(  number  of  stages.  Thus,  if  a  simple  turbine  runs  12,000  r.p.m.,  a 
elocity-stage  turbine  with  the  same  f.ized  wheels,  and  the  same  steam 
[  exhaust  pressures  will  run  4000  r.p.m.     Due  to  greater  difference 


*■ -Shaft 


26 


DESIGN  AND  COXSTRrCTlON  OF  HEAT  ENGINES 


between  jet  and  rim  velocity,  and  a  greater  number  of  blades  recavii^ 
the  impuke  of  the  steam,  the  total  turning  force  is  greater,  but  it  acts  at 
less  velocity;  the  power,  which  is  proportional  to  the  product  of  force 
and  velocity,  ia  the  same  as  for  the  single  wheel  running  at  the  hi^n' 
speed,  neglecting  differences  in  frictional  resistance  and  other  losses. 
A  diagram  of  a  2-stage  turbine  is  shon^i  in  Fig.  25. 
As  with  the  simple  turbine,  the  only  pressure  drop  is  in  the  noEsles, 
accompanied  by  velocity  increase.  There  is  partial  velocity  decrease  in 
each  wheel,  with  no  change  of  velocity  through  the  guides. 

It  must  be  roiiiemlierod  that  these  velocity 
changes  in  the  moving  blades  are  absolute,  the 
velocity  relative  to  the  blade  surface  lieing  as- 
sumed constant.  Modifications  are  made  in 
practice  to  allow  for  friction,  and  different  fonns 
of  blade  and  gui<le  solutions  are  sometimes  used. 
These  will  be  considered  in  Chap.  XV. 

Two  and  three  stages  are  most  used  in 
velocity-.stage  turbines,  although  four  and  five 
stages  are  sometimes  seen.  The  noszles  and 
guides  extend  around  but  a  portion  of  the  cir- 
cumference of  the  casing,  acting  upon  but  a  part 
of  each  wheel  at  one  time.  A  set  of  nozzles  or 
guides,  and  the  row  of  blades  into  which  tbe^' 
discharge  comprise  a  stage  in  all  types  of  com- 
pound turbines. 

10.  Compound  Impulse  Turbines.  Pnature- 
stage. — When  steam  expands  from  boiler  to 
exhaust  pressure,  it  gives  up  a  certain  amount  of  heat  which  may  be 
transformed  into  mechanical  energ>-  E.  If  this  is  utilised  to  ^woduce 
velocity  V  in  steam  jets  for  turbine  propulsion,  we  know  by  mechanics 
that  the  kinetic  energy  of  W  lb.  of  steam  equivalent  to  E  is  given  by 

"  -   2, 

If  this  energy  is  divided  into  n  equal  parts,  each  of  which  is  used  in 
a  compartment  containing  a  turbine  wheel  by  being  consecutively  ex- 
hausted into  the  next  lower  compartment  until  the  pressure  in  the  last 
equals  the  exhaust  pressure,  the  equation  for  the  energy  delivered  to  each 
compartment  or  stage  will  t>e, 

E  ^  WY' 
n         2g  ' 
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The  velocity  of  the  jets  will  be, 


-  =  #n/!= 


constant 


The  velocity  is  therefore  proportional  inversely  to  the  square  root  of 
the  number  of  stages.  Then,  assuming  the  same  ratio  of  jet  to  rim  veloc- 
ity in  all  cases,  the  rim  velocity  of  the  pressure-stage  turbine  with  wheels 
of  equal  size  may  be  proportional  to  the  square  root  of  the  number  of 
stages,  inversely.  Thus,  if  a  simple  turbine  runs  12,000  r.p.m.,  a  16-stage 
turbine  will  run 

Vie 

Figure  26  contains  diagrams  of  a  pressure-stage  turbine  with  two 
stages. 

Bach  stage  is  like  the  single  stage  of  the  simple  turbine,  but  with 
less  pressure  and  velocity  change. 

In  order  that  the  radial  length  of  the 
bl&des  may  not  be  too  small,  the  nozzles  of  the 
first  stage  occupy  but  a  portion  of  the  circum- 
ference; the  volume  has  increased  sufficiently 
after  the  first  two  or  three  stages,  so  that  the 
entire  circumference  is  needed,  the  blades  and 
noszles  increasing  graduaUy  in  radial  length 
to  acconunodate  the  increasing  volume  of 
steam.  As  the  total  steam  passage  is  propor- 
tional to  the  product  of  the  radial  length  of 
blades  or  guides  and  the  circumference  of  the 
circle,  these  lengths  may  be  reduced  by  increas- 
ing the  diameters  of  wheeb  and  diaphragms 
toward  the  exhaust  end  of  the  turbine,  and 
this  is  sometimes  done. 

11.  Rflactioo  Turbines. — Although  a  single- 
stage  reaction  turbine  is  possible,  all  practical 
reaction  turbines  are  compound  or  multi-stage. 

There  are  no  nozzles  in  the  ordinary  sense  in  which  the  term  is  used,  and 
steam  enters  around  the  entire  circumference  through  the  usual  form  of 
guides.  Unlike  the  turbines  previously  considered,  there  is  a  drop  of 
pressure  and  increase  of  volume  and  relative  velocity,  throughout  all 
guides  and  blades,  which  are  proportioned  to  provide  for  it.  The  blades 
are  attached  to  a  drum  instead  of  a  disc  such  as  is  generally  used  for 
impulse  turbines,  and  increase  in  length  toward  the  exhaust  end  of  the 


28  DESinS  AXD  CO.WSTRl'CTION  OF  HEAT  ENGINES 

turbine  to  accommodate  the  increasing  volume.  As  there  are  a  large 
number  of  stages,  the  pressure  drop  is  small  in  each  stage,  which  simplifieB 
matters  from  the  standpoint  of  conatruc* 
tion  as  will  be  shonii  in  Chap.  XV. 

figure  27  shows  diagrams  fc«-  four 
stages  of  a  reaction  turbine.  The  ends  of 
blades  and  guides,  more  usually  open  in 
this  type,  are  shown  closed,  or  ArouM, 
according  to  the  practice  of  at  least  one 
builder  in  this  country. 

.  To  simplify  construction,  blade  lengths 
actually  increase  by  groups,  two  to 
eighteen  rows  of  blades  to  each  group, 
which  is  called  a  barrel.  A  glance  at  the 
steam  tables  shows  that  the  volume  in- 
creases very  rapidly  as  pressure  decreases, 
so  that  where  high  vacuum  is  employed, 
the  blade  lengths  would  be  excessive  if  the 
drum  diameter  were  constant;  to  obviate 
this,  the  diameter  is  increased  toward 
the  low-pressure  end,  allowing  shorter  blades  for  the  required  steam 
passages.  Each  portion  of  the  drum  of  a  different  diameter  is  called 
a  cyUnder  and  there  are  usually  from  two  to  five  barrels  on  each  cyl- 
inder.   This  is  shown  in  Fig.  28.     Due  to  the  higher  peripheral  velocities 


¥m.  27.— Reaction  turbine. 


28.— Reaction  turbinp. 

of  the  larger  cylinders,  the  velocity  of  steam  flow  increases  with  the  site 
of  the  cylinder. 

The  steam  pressure  acting  on  the  annular  spaces  due  to  increasing  the 
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drum  diameter  causes  an  end-thrust  on  the  turbine  shaft.  This  is  bal- 
anced as  shown  by  discs  at  the  left,  of  the  same  diameter  as  the  diflfer- 
ent  cylinders,  and  connected  respectively  with  them  by  steam  passages. 
12.  Combinations. — ^The  turbine  types  set  forth  in  the  preceding  para- 
graphs represent  either  separately  or  in  combination,  practically  all 
successful  turbines  built  in  the  United  States.  Some  sUght  modifica- 
tions which  may  be  made  as  a  compromise  between  practical  conditions 
will  be  considered  in  Chap.  XV,  but  in  general,  these  types  may  be  said  to 
include  the  elements  of  steam  turbine  design.  These  are  separated 
below,  and  inasmuch  as  the  term  compound  is  now  much  used  in  a  broader 
sense  to  designate  unit  design,  it  will  be  omitted  in  connection  with  the 
elementary  turbines. 

A.  Single-stage  impulse. 

B,  Velocity-stage  impulse. 
C  Pressure-stage  impulse. 
D.  Reaction  (multi-stage). 


Elements 


Double-flow  Turbine, — The  blading  may  be  so  arranged  that  steam  is 
admitted  near  the  center  of  the  shaft  and  flows  toward  both  ends  where  it 
is  exhausted.  Such  a  turbine  is  known  as  a  double-flow  turbine,  and  may 
be  either  of  the  impulse  or  reaction  type  or  a  combination  of  the  two. 

Preeeure-velocitystage  Turbine. — This  consists  of  a  pressure-stage  tur- 
bine with  two  or  more  velocity  stages  in  one  or  more  of  the  pressure 
stages.  The  Curtis  turbine  as  formerly  built  by  the  General  Electric 
Company,  and  still  made  in  the  smaller  units,  is  perhaps  the  best  known 
example.  There  are  from  two  to  five  pressure  stages  with  one  or  two  ve- 
locity stages  per  pressure  stage.  Assuming  a  simple  impulse  turbine  as 
in  Pars.  9  and  10,  running  12,000  r.p.m.,  a  combination  of  the  calculations 
of  those  paragraphs  would  give  for  a  4-stage  turbine  with  two  wheels  per 

stage, 

12,000        ^^^ 
^^r^  =  3000r.p.m. 

The  Curtis  marine  turbine,  built  by  the  Fore  River  Shipbuilding 
Corporation,  has  a  var3dng  number  of  velocity  stages;  such  a  turbine  is 
illustrated  and  described  by  Prof.  Peabody  in  his  book.  The  Steam  Turbine, 
in  which  the  first  pressure  stage  has  four  rows  of  moving  blades,  the  second 
to  the  sixth  stages  three  rows,  and  each  of  the  ten  stages  following,  two 
rows.  The  first  stage  of  some  turbines  have  two  velocity  stages  and  the 
rest  one  stage;  these  are  sometimes  known  as  the  Curtis-Rateau  type. 

Repeatedrflow  turbines  are  velocity-stage  turbines  using  a  single  row 
of  moving  blades.    The  steam  from  the  nozzles  having  given  up  part  of  its 
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velocity  to  the  blades,  is  redirected  to  the  wheel.     This  method  is  usually 
confined  to  small  turbines. 

Imptdse-and-reactian  Turbine. — The  first  stage  of  this  turbine  contains 
an  impulse  wheel,  or  in  some  designs,  there  may  be  several  impulse  pres- 
sure stages  with  a  varying  number  of  velocity  stages  per  stage.  The  ex- 
liaust  from  these  then  enters  a  reaction  turbine,  generally  on  the  same 
shaft,  where  the  remainder  of  the  work  is  done.  These  turbines  are  some- 
times known  as  the  disc-and-drum  type,  the  impulse  wheels  being  disc 
wheels,  while  the  reaction  blading  is  on  a  drum,  according  to  usual  reac- 
tion-turbine practice.  The  reaction  portion  of  the  turbine  is  sometimes  of 
the  double-flow  design. 

Due  to  full  peripheral  admission  in  the  reaction  turbine,  the  blading 
at  the  high-pressure  end  is  very  short,  and  due  to  the  low  velocity,  and 
expansion  during  the  passage  of  steam  through  the  blading,  the  tip  leakage 
is  comparatively  large.  The  leakage  from  this  cause  is  much  less  in  im- 
pulse blading,  which  may  also  have  partial  admission  and  greater  length, 
therefore  the  impulse  principle  is  best  adapted  for  the  high-pressure  end 
of  the  turbine,  while  for  low  pressures  the  reaction  turbine  is  satisfao- 
tory,  and  considered  by  some  to  be  more  efficient. 

Low-pressure  Turbines. — These  may  be  of  any  type,  designed  to 
receive  low-pressure  steam,  such  as  the  exhaust  from  reciprocating  engines. 
Extensions  to  reciprocating  engine  plants  have  been  made  in  this  way,  in- 
creasing both  output  and  economy,  but  new  plants  will  probably  not  be 
designed  in  this  way:  in  fact,  a  large  reciprocating  plant  was  recently  re- 
placed by  turbine  power  when  the  demand  for  increased  power  was  made. 

Mixedrpressure  Turbines. — These  may  l:)e  tiu"bines  of  any  type,  single 
or  combined,  arranged  to  receive  lower-pressure  steam  at  one  of  the  lower 
stages.  They  may  operate  as  low-pressure  turbines,  as  high-pressure  tur- 
bines, or  with  a  combination  of  high  and  low  pressures. 

Bleeder  turbines  are  so  designed  that  steam  may  be  withdrawn  for 
heating  or  some  industrial  process  from  one  of  the  lower  stages.  The 
stages  below  that  from  which  the  steam  is  taken  are  designed  to  operate 
with  a  decreased  weight  of  steam. 

Compound  Turbine. — While  all  but  the  single-stage  impulse  turbines 
are  compound  in  a  sense,  the  present  classification  refers  to  the  division 
of  the  turbine  into  two  or  more  elements.  The  compound  reaction 
marine  turbine  is  sometimes  composed  of  three  elements,  one  high-pressure 
and  two  low-pressure.  These  are  on  separate  shafts,  forming  a  cross-com- 
pound turbintf.  Several  large  units  of  large  power  have  recently  been 
built  of  the  cross-compound  type  with  one  high-pressure  and  one  low-pres- 
sure clement.    A  large  tandem-compound  turbine  with  high-pressure  and 
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low-pressure  elements  in  separate  casings  but  on  the  same  shaft,  was  re- 
cently installed.  It  is  of  the  Rateau  or  pressure-stage  type.  The  high- 
pressure  element  has  ten  pressure  stages,  there  being  two  velocity  stages 
in  the  first  stage.  The  low-pressure  element  is  a  double-flow  Rateau 
turbine  with  two  pressure  stages  on  either  side. 

Condensing  and  noncondensing  turbines  are  both  used.  As  further 
explained  in  Chap.  XV,  the  influence  of  the  condenser  on  capacity  and 
economy  is  much  greater  in  the  turbine  than  in  the  reciprocating  engine, 
so  that,  except  for  some  special  cases  and  for  small  powers,  turbines 
are  usually  condensing. 

Some  of  the  advantages  of  the  different  combinations  will  be  men- 
tioned in  Chap.  XV.  Other  arrangements  possessing  merit  may  probably 
be  made,  and  as  with  the  steam  engine,  the  adoption  of  any  one  design 
seems  rather  remote.  The  use  of  the  different  elemental  types  permits 
considerable  flexibility  of  design,  which  is  probably  desirable. 

Governing. — Steam  turbines  are  governed  by  throttling  or  by  admit- 
ting steam  to  a  varying  number  of  nozzles  according  to  the  load.  The 
control  of  steam  to  the  first  stage  is  sufficient  for  the  usual  range  of  load: 
when  large  overloads  are  imposed,  the  governor  admits  high-pressure 
steam  to  some  lower  stage.  In  addition  to  the  regular  governor,  practi- 
cally all  turbines  are  furnished  with  an  emergency  governor  which,  when 
a  certain  speed  above  normal  is  reached,  automatically  closes  the  throttle. 

The  speed  of  steam  turbines,  except  when  reducing  gears  are  used,  is 
dependent  upon  the  machinery  driven,  which  usually  necessitates  a  multi- 
stage turbine  of  either  the  pressure-stage-impulse,  or  the  reaction  type. 
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CHAPTER  V 
THE  INTERNAL-COMBUSTION  ENGINE 

13.  On  account  of  its  superior  relative  thermal  eflSciency,  especiaDy 
in  the  smaller  units,  the  internal-combustion  engine  has  been  attractive 
since  its  first  really  practical  introduction  by  Dr.  Otto  in  1876.  The 
obstacles  to  rehable  operation  have  gradually  been  overcome  by  pendsi- 
ent  designers  and  experimenters  until  today,  there  seems  to  be  but  few 
power  problems  where  it  may  not  be  used  as  an  alternative  to  the  steam 
engine.  For  automobile,  launch,  small  yacht  and  aerial  propulsion  it 
seems  to  hold  an  almost  undisputed  field,  and  no  other  form  of  motor  is 
suitable  for  submarine  service.  Internal-combustion  reversing  engines  of 
considerable  power  have  been  successfully  applied  to  marine  propulsion. 
Large  gas  engines  have  been  popular  in  Europe  and  have  been  used  to 
some  extent  in  this  country,  notably  in  connection  with  blast  furnaces 
where  the  waste  gas  is  used  as  fuel,  thus  effecting  great  economy.  In 
small  and  medium  powers,  the  internal-combustion  engine  is  adapted  to 
nearly  all  classes  of  service. 

Auxihary  apparatus  is  not  essential  to  the  thermal  cycle  of  an  into^ 
nal-combustion  engine.  With  steam,  isothermal  expansion  occurs  in  the 
boiler  and  piping  as  well  as  in  the  engine  cylinder,  and  for  the  condens- 
ing steam  engine,  isothermal  compression  occurs  partly  in  the  piping  and 
condenser;  but  with  the  internal-combustion  engine,  the  cycle  is  complete 
within  the  engine,  and  aside  from  the  manufacture  or  preparation  of  the 
fuel,  which  is  not  a  part  of  the  cycle,  no  heat  transfer,  expansion  or  com- 
pression occiu^  outside  the  engine  cylinder.  The  mechanism  concerned 
with  the  supply  and  ignition  of  fuel  will  be  treated  under  valve  gears  in 
Chap.  XX,  but  no  auxiharies  analogous  to  boiler,  condenser,  etc.  will  be 
considered. 

14.  Classification  and  Cycles. — Many  of  the  classifications  given  in 
Chap.  Ill  for  the  steam  engine  apply  to  the  internal-combustion 
engine,  and  as  it  is  obvious  when  they  do  not,  no  repetition  is  deemed 
necessary. 

All  practical  internal-combustion  engines  operate  with  either  four  or 
two-strokes  per  cycle  and  are  known  respectively  by  the  abbreviated  terms 
four-cycle  engines  and  two-cycle  engines.    Practically  all  typfias  are,  or 
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may  be,  built  upon  either  of  these  cycles.  The  thermal  cycle  is  really 
the  same  in  each  case,  the  difference  being  in  the  mode  of  receiving  the 
fresh  charge  and  exhausting  the  products  of  combustion. 

Internal-combustion  engines  are  also  classified  by  the  manner  of  burn- 
ing the  fuel.  If  the  fuel  is  burned  suddenly  with  an  explosion,  the  piston 
movement  is  so  shght  during  combustion  that  the  volume  is  practically 
constant;  the  cycle  is  therefore  known  as  the  constant-volume  cycle.  If 
combustion  is  slower,  so  that  the  pressure  remains  nearly  constant  as  the 
piston  moves  away  from  the  end  of  the  stroke  until  combustion  is  com- 
plete, the  cycle  is  the  constarU-pressure  cycle. 

If  an  engine  uses  gaseous  fuel  it  is  known  as  a  gas  engine — although  this 
term  is  often  applied  to  all  internal-combustion  engines — if  Uquid  fuel 
is  used,  it  is  known  as  an  oil  engine.  Engines  are  also  commonly  known 
by  the  names  of  the  particular  gas  or  oil  they  use,  as  producer-gas  engine, 
gasohne  engine,  kerosene  engine  or  alcohol  engine. 

The  following  classification  will  cover  all  types  treated  in  this  book: 


Constant-volume 
4-cycle  or  2-cycle 


Gas 


^^  I  Light-oiL 
I  Heavy-oiL 


ConBtant-pressure — Diesel. 


The  4H3troke,  constant-volume  cycle  was  the  one  employed  by  Dr.  Otto 
and  is  commonly  known  as  the  Otto  cycle,  while  the  4H3troke,  constant- 
pre^ure  cycle  was  the  practical  cycle  of  Dr.  Diesel  and  is  known  as  the 
Diesel  cycle;  but  it  is  not  uncommon  for  the  2-stroke  cycle  for  these  two 
methods  of  combustion  to  be  also  thus  designated.  The  Otto  and  Diesel 
cycles  are  fully  described  in  Chap.  VI,  Pars.  25  to  30,  but  a  general 
description  of  the  4-stroke  and  2-stroke  cycles  will  now  be  given. 

Four^cyde  Engine. — In  Fig.  29  are  diagrams  showing  the  position  of 
the  inlet  and  exhaust  valves  for  the  four  strokes  of  the  cycle.  Above 
are  shown  conventional  indicator  diagrams  for  the  Otto  and  Diesel 
cycles.     There  are  really  six  steps  in  the  cycle  as  follows: 

1.  Siuiion. — Starting  from  the  position  at  the  head  end  of  the  cylinder 
shown  by  the  dotted  Unes,  with  the  inlet  valve  open  and  exhaust  valve 
closed  as  shown  in  Fig.  29-A,  the  piston  moves  to  the  right.  A  mixture 
of  fuel  and  air,  or  with  some  engines,  air  alone,  enters  the  inlet  valve, 
which  is  either  held  open  against  the  pressure  of  a  light  spring  by  suction, 
or  against  a  heavier  spring  by  a  cam-operated  mechanism.  This  stroke 
is  indicated  by  the  line  1-2  on  the  indicator  diagrams.  At  the  end  of  the 
stroke  the  inlet  valve  closes. 
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2.  Compression. — With  both  valves  closed,  the  piston  now  moves  to 
the  left  as  shown  in  Fig.  29-B,  compressing  the  charge.  This  is  shown  on 
the  indicator  diagrams  by  line  2-3. 

3.  Ignition  now  tiikes  place  along  Une  3-4  of  the  indicator  diag;ram8. 
This  is  assumed  instantaneous  for  the  constantr-volume  engine  and  is 
caused  by  an  electric  spark,  or  by  the  heat  of  compression  to  be  explained 


V4^- 


Vui.  29. — Four-atroko  cycle. 


presently.  If  air  alone  enters  by  the  inlet  valve  during  the  suction  stroke, 
as  in  the  heavy-oil  engines,  oil  is  admitted  to  the  cylinder  during  the 
same  stroke,  or  is  now  sprayed  into  the  end  of  the  cylinder,  against  a 
hot  plate  or  into  a  hoi  ])ulb  if  the  constant  -volume  cycle  is  used.  With 
either  hot  bulb  or  hot  plate,  combustion  is  assimied  instantaneous.  With 
the  Diesel  cycle,  oil  is  sprayed  into  the  heated  air  and  burns  more  slowly 
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at  nearly  constant  pressure,  while  a  small  portion  of  the  stroke  is  ac- 
complished by  the  piston. 

4.  Expansion. — With  both  valves  closed  as  in  Kg.  29-C,  the  piston 
moves  to  the  right  as  the  pressure,  falls,  drawing  line  4--5  of  the  indicator 
diagrams. 

5.  Exhaust. — ^The  exhaust  valve,  always  mechanically  operated, 
opens,  and  the  pressure  drops  along  line  5-2. 

6.  Exhaust  Stroke. — With  the  exhaust  valve  open  as  in  Fig.29  -D,  the 
piston  moves  to  the  left,  drawing  hne  2-1  and  expelling  the  products  of 
combustion.    This  completes  the  cycle. 


CONSTANT  PR£S5URB 


CONSTANT  VOLUME 


^     CRANK  CASE 


j^xxxxxxxyyyyxxxyvl     Uxxxx/^ 


Fio.  30.-r-Two-8troke  cycle. 

In  practice,  the  valve  openings  and  ignition  do  not  occur  exactly  at 
the  ends  of  the  stroke;  neither  is  combustion  instantaneous  in  constant- 
volume  engines.  This  is  treated  in  Chap.  XX.  Actual  indicator 
diagrams  also  differ  somewhat  from  the  conventional.  An  actual  con- 
stant-volume diagram  is  shown  in  Fig.  34  and  a  constant-pressure  diagram 
is  shown  in  Fig.  38. 

Ttpo-q/de  Engine. — In  this  engine  the  suction  and  exhaust  strokes  are 
eliminated.  There  are  no  inlet  and  exhaust  valves  in  the  cylinder,  and 
charging  and  exhaust  are  accomplished  by  means  of  ports  in  the  cylinder 
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wall  uncovered  at  the  proper  time  by  the  piston,  which  performs  the  func- 
tion of  a  valve.  Figure  30  is  a  diagram  of  a  2-cycle  engine,  with  in- 
dicator diagrams  for  the  constant-volume  and  constant-pressure  cycles. 

When  combustion  is  complete  at.l  on  the  indicator  diagrams,  the 
piston  moves  to  the  right  and  the  pressure  drops  during  expansien, 
drawing  the  cur\'e  1-2.  At  the  point  2,  shown  by  the  full-line  piston 
position,  the  exhaust  port  (a)  begins  to  open.  As  the  piston  moved  to 
the  right  it  compressed  the  fresh  charge  of  air  and  fuel  (or  air  alone  for 
Diesel  and  other  heavy-oil  engines)  in  the  crank  case  (6).  As  the  exhaust 
port  (a)  is  opened,  the  burnt  gases  rush  out  and  the  pressure  in  the 
cylinder  drops.  A  little  further  movement  of  the  piston  to  the  right 
opens  the  inlet  port  (c)  conniH'ted  with  the  crank  case,  and  the  fresh 
charge  imder  light  pressure  rushes  into  the  cylinder,  is  deflected  by  the 
projection  (d)  on  the  piston  so  that  it  may  not  pass  across  the  cylinder 
and  out  of  the  exhaust  ixjrt  (a).  This  deflected  stream  aids  in  the 
expulsion  of  the  burnt  charge. 

During  the  recharging  period  the  piston  moves  to  its  extreme  right 
position,  completely  uncovering  both  ports  as  shown  by  the  dotted  lines, 
and  completing  line  2-3,  which  is  arbitrarily  shown  as  a  straight  line 
for  convenience  of  illustration.  The  pressure  in  crank  case  and  cylinder 
at  this  point  is  presumably  about  the  same,  and  equal  to  that  of  the 
atmosphere,  and  there  is  no  noticeable  change  until  the  piston  on  its 
return  stroke  closes  the  exhaust  port  (a),  when  compression  begins  and 
the  line  4-5  is  drawn  on  the  indicator  diagrams.  During  this  stroke  the 
fresh  charge  is  drawn  into  the  crank  case  through  the  check  valve  (e), 
due  to  the  partial  vacuum  formed  by  the  movement  of  the  piston. 

Ignition  now  occurs,  and  with  certain  heavy-oil  engines  the  fuel  is 
sprayed  into  the  cylinder  exactly  as  with  a  4-cycle  engine,  except  that 
it  occurs  every  revolution  instead  of  every  two  revolutions. 

To  follow  the  crank-case  cycle  more  in  detail,  assume  the  piston  to  be 
in  the  extreme  position  to  the  right  at  the  point  8  of  the  crank  case  in- 
dicator diagi'am.  As  the  piston  moves  to  the  left  it  increases  in  velocity, 
then  decrciivses  as  it  nears  the  end  of  the  stroke;  the  vacuiun  varies  with 
the  velocity  as  shown  by  the  line  8-6  drawn  during  the  stroke  as  the 
charge  is  drawn  in  through  check  valve  (e).  The  crank  case  is  now  full  of 
the  charge  at  approximately  atmospheric  pressure,  which  is  prevented 
from  leaking  away  by  the  check  valve  (c),  and  air-tight  joints  at  all  parts 
of  the  casing.  The  piston  now  mov(^s  to  the  right,  compressing  the 
charge.  As  the  vohnne  of  the  crank  case  is  much  greater  than  the  volume 
displaced  by  the  piston,  the  compression  pressure  is  not  very  high,  being 
from  5  to  8  lb.  per  sq.  in.     When  point  7  of  the  compression  line  is  reachedi 
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the  piston  opens  the  inlet  port;  the  charge  rushes  in  as  previously  de- 
scribed and  the  pressure  drops  from  7  to  8  as  the  piston  reaches  the  end  of 
the  stroke,  completing  the  crank-case  cycle. 

The  work  done  in  the  crank  case  is  negative  work  and  must  be  de- 
ducted from  the  work  done  in  the  cylinder  as  shown  by  an  indicator 
diagram  taken  from  it. 

A  study  of  the  valve  gear  of  the  4-cycle  engine  given  in  Chap.  XX 
shows  that  it  will  run  in  but  one  direction  unless  some  special  reversing 
mechanism  is  employed,  while  it  is  obvious  from  Fig.  31  that  the  2-cycle 
engine  will  run  in  whichever  direction  it  is  started. 

Fig.  31  shows  a  modification  of  the  2-cycle  engine  known  as  the  3-port 
engine,  in  which  the  check  valve  of  Fig.  30,  admitting  the  charge  to  the 
crank  case,  is  replaced  by  the  port  (g),  which  is  opened  by  the  piston 
as  it  nears  the  end  of  the  stroke.    The  suction  is  increased  up  to  the  time 
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FiQ.  31. — Three-port  engine. 

of  the  port  opening,  probably  increasing  the  negative  work,  and  the 
charging  of  the  crank  case  must  occm*  during  the  period  of  port  opening, 
which  is  less  than  for  the  2-port  engine. 

The  diagrams  given  are  for  single-acting  engines  in  which  the  piston 
performs  the  fimction  of  a  crosshead.  A  crosshead  must  be  used  with  a 
double-acting  engine,  and  is  sometimes  used  with  single-acting  engines. 
When  used  with  single-acting  2-cycle  engines,  the  crank  end  of  the  cyUn- 
der  is  enclosed  and  utilized  instead  of  the  crank  case  for  compression  of 
the  charge,  leakage  around  the  piston  rod  being  prevented  by  a  stuffing 
box.  Double-acting  2-cycle  engines  of  large  power,  using  gaseous  fuel, 
are  provided  with  separate  charging  pumps  for  gas  and  air,  operated 
from  the  engine  crank  shaft. 

Cylinder  Cooling, — This  is  a  necessity  with  the  internal-combustion 
engine,  due  to  the  extremely  high  temperatures  developed  in  the  cylinder. 
Without  cooling,  lubrication  would  be  impossible  and  the  metal  would  be 
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weakened.  For  this  purpose,  water,  or  in  some  small  engines  air„  is  cir- 
culated around  the  cylinder  wall,  withdrawing  a  portion  of  the  heat  gener- 
ated by  combustion.    This  will  be  further  mentioned  in  Par.  21. 

Compression  pressitre* varies  with  the  fuel  and  method  of  cq)era- 
tion,  and  will  be  considered  in  Chap.  XIV. 

With  this  general  description  of  the  essentials  of  intemal-combustioii 
engines,  some  differentiating  features  will  be  mentioned  concerning  the 
ultimate  subdivisions  given  early  in  this  paragraph,  viz.,  gas,  lightroil, 
heav>'-oil  and  Diesel  engines. 

15.  Gas  engines  use  fuels  which  are  in  the  form  of  a  fixed  gas.  They 
may  be  either  4-cycle,  2-cycle,  single-acting  or  double-acting.  Th6y  are 
always  constant-volume  engines,  no  successful  constant-pressure  gas 
engine  having  yet  been  developed.  They  are  built  for  a  wide  range  of 
power.  The  fuels  used  are  natural  gas,  the  diflferent  forms  of  manufac- 
tured illuminating  gas,  producer  gas  and  blast-furnace  gas.  Ignition  is 
by  electric  spark. 

Natural  gas  is  a  good  fuel  but  is  available  in  but  few  localities. 

Illuminating  gas  is  too  expensive  for  general  use  and  is  only  used  for 
small  powers. 

Producer  gas  is  formed  by  the  partial  combustion  of  fueL  A  large 
variety  of  fuels  may  be  used,  including  many  waste  products,  but  anthra^ 
cite  coal  is  perhaps  the  most  used  and  most  satisfactory  for  power  pur- 
poses. Producer  gas  is  much  cheaper  than  illuminating  gas  due  to  less 
expensive  methods  of  manuf actiu^,  and  is  a  very  satisfactory  fueL 

Blast-furnace  gas,  as  the  name  implies,  is  a  product  of  the  blast  fur- 
nace. It  is  burned  with  difficulty  under  steam  boilers,  but  under  high 
compression  pressure  makes  a  satisfactory  gas-engine  fuel. 

16.  Light-oil  engines  are  either  4-cycle  or  2-cycle,  but  are  practi- 
cally always  single-acting  engines.  They  are  constant-volume  engines, 
although  light  oils  may  be  used  with  constant-pressure  engines.  They  are 
comparatively  small  but  have  a  wide  range  of  application.  The  fuels 
commonly  used  are  gasoline,  kerosene,  distillates — petroleiun  products 
between  gasoline  and  kerosene — and  alcohol.  An  engine  built  for  gaso- 
line may  bum  any  of  these  other  fuels,  but  better  results  are  obtained 
by  some  modification;  that  is,  the  compression  pressure  should  be  lower 
for  kerosene  and  higher  for  alcohol,  and  special  devices  for  handling  the 
fuel  are  sometimes  employed.  Air  is  mixed  in  a  carbureter,  the  fuel 
being  introduced  in  the  form  of  a  fine  spray.  Both  air  and  fuel  are  drawn 
through  the  carbureter  by  the  partial  vacuum  formed  during  the  suction 
stroke  of  the  4-cycle  engine,  or  the  pump  stroke  of  the  2-cycle  engine. 
Ignition  is  by  electric  spark. 
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17.  Heavy-oil  engines  of  the  constant-volume  type  may  use  any 
fuel  from  kerosene  to  the  heavy  low-grade  oils;  usually  the  heavier  oils 
are  used,  and  seem  to  be  more  satisfactory  even  if  the  question  of  economy 
is  not  considered.  These  engines  are  practically  always  single-acting. 
Ignition  is  due  to  the  heat  of  compression,  no  electric  spark  being  required. 

The  ?u>i-bulb  engine  is  one  of  the  earlier  forms  of  the  heavy-oil  engine. 
The  end  of  the  cylinder  of  one  of  the  older  designs  is  shown  in  Fig.  32. 
The  bulb-shaped  portion  of  the  clearance  space  is  separated  from  the 
cylinder  end  by  a  small  passage.  In  this  bulb  are  a  series  of  projecting 
plates  or  points.  To  start  the  engine  the  bulb  is  brought  to  a  dull-red 
heat  by  means  of  a  torch  and  blower,  but  is  thereafter  kept  hot  by  the 
combustion  of  the  fuel.  This  engine  is  a  4-cycle 
engine,  and  during  the  suction  stroke,  while  pure 
air  is  being  drawn  into  the  cyhnder,  oil  is 
sprayed  into  the  bulb  where  it  is  vaporized  by 
the  heat  stored  in  the  metal  walls  and  projecting 
plates.  As  only  burnt  gas  was  left  in  the  bulb  at  the  ^iq  32  —Hot  bulb 
end  of  the  previous  exhaust  stroke,  the  oil  vapor  will 
not  ignite.  Should  there  be  air  introduced  at  this  time,  the  temperature 
is  not  equal  to  that  required  for  ignition.  When  air  is  compressed  the 
temperature  rises,  so,  as  the  piston  starts  upon  the  compression  stroke  the 
temperature  gradually  rises;  at  the  same  time,  the  air  is  being  forced  back 
into  the  hot  bulb  and  mixes  with  the  vaporized  oil.  The  projecting 
plates  become  incandescent,  and  at  the  proper  point  in  the  stroke,  deter- 
mined by  experiment,  the  mixture  and  temperature  are  such  that  ignition 
occurs.    The  compression  pressure  is  comparatively  low  in  this  type. 

The  newer  type  of  hot-bulb  engine  and  the  hot-plate  engine  are  some- 
times called  medium-compression  oil  engines.  In  these,  compression  is 
higher,  sometimes  300  lb.  per  sq.  in.,  and  the  oil  is  sprayed  into  the 
bulb  or  against  the  plate  at  the  end  of  the  compression  stroke  as  in  the 
Diesel  engine.  The  temperature  attained  is  not  high  enough  to  insure 
combustion  without  the  aid  of  the  bulb  or  plate,  which  is  made  red-hot 
by  the  heat  of  compression  added  to  the  heat  of  combustion  of  the  pre- 
vious cycle.  Combustion  is  theoretically  at  constant-volume,  the  pres- 
sure rising  to  between  450  and  500  lb.  per  sq.  in.,  gage.  It  is  probable 
that  combustion  continues  along  the  stroke  for  a  short  distance.  While 
usually  a  4-cycle  engine,  the  2-cycle  principle  may  be  applied  to  this  type. 

These  engines  are  often  known  as  semi-Diesel  engines,  although  it  is 
claimed  by  some  that  this  name  applies  only  to  engines  in  which  the  fuel 
is  directly  injected  without  the  use  of  air;  there  seems  to  be  little  reason 
for  this  distinction. 
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18.  The  Diesel  engine  is  the  practical  representative  of  the  constant- 
pressure  type  and  has  attained  the  highest  thermal  efficiency  of  any  heat 
engine.  For  the  same  compression  pressure,  it  will  be  seen  from  Chap.  VI, 
Par.  26,  that  the  theoretical  constant-volume  cycle  has  a  higher  efficiency 
than  the  constant-pressure  cycle,  but  the  absence  of  fuel  during  com- 
pression permits  a  much  higher  compression  in  the  Diesel  cycle,  offsetting 
the  theoretical  advantage  of  the  Otto  cycle.  The  temperature  due  to  this 
high  pressure — 450  to  600  lb.  gage — is  high  enough  to  ignite  the  fuel  as 
fast  as  it  enters  the  cylinder  without  the  aid  of  hot  bulb  or  plate.  The 
fuel  is  forced  in  by  air  pressure  much  higher  than  the  compression  pres- 
sure, the  design  of  spray  nozzle  and  timing  of  discharge  being  such  that 
combustion  is  at  approximately  constant  pressure.  In  most  cases,  air 
for  fuel  injection  is  provided  by  a  compressor  operated  from  the  engine 
shaft,  and  stored  in  high-pressiu'e  tanks  or  bottles;  but  sometimes  the  air 
is  led  directly  from  the  compressor  to  the  spray  nozzle,  a  definite  amount 
being  injected  with  each  charge.  In  some  engines  the  fuel  is  injected 
directly  from  an  oil  pump. 

While  the  Diesel  engine  proper  is  a  4-cycle  engine,  the  2-cycle  prin- 
ciple is  successfully  apphed. 

These  engines  have  been  thus  far  single-acting  engines,  and  bum  the 
same  fuels  as  the  heavy-oil  constant-volume  engines.  They  may  even 
bmn  oils  harder  to  ignite,  and  according  to  E.  W.  Roberts  in  "The  Gas 
Engine"  of  July,  1916  (Liquid  Fuels,  Present  and  Future),  they  may  bum 
cottonseed  oil,  olive  oil,  cocoanut  oil  and  mustard-seed  oil,  the  last  named 
having  been  used  in  India  twenty  years  ago. 

Diesel  engines  are  usually  built  for  mediiun  powers,  although  engines 
developing  over  3000  b.h.p.  are  now  in  use.  While  usually  a  heavy  engine 
due  to  the  high  pressure,  the  capacity  is  greater  for  a  given  cyhnder 
diameter,  and  it  is  not  unhkely  that  the  2-cycle  Diesel  engine  will  be 
developed  for  automobile  propulsion  and  even  for  the  airplane. 

19,  Governing. — The  regulation  of  small  stationary  engines  using 
gas  or  Ught  oik  is  often  accomplished  by  the  *'hii^and-miss"  governor; 
that  is,  when  less  power  is  required,  one  or  more  explosions  are  missed. 
This  may  be  accomplished  in  diflferent  ways,  but  when  the  automatic 
inlet  valve  is  used,  the  exhaust  valve  is  held  open  during  the  cycles  when 
the  explosion  is  to  be  missed.  This  reheves  the  suction,  and  the  inlet 
valve  is  not  drawn  open.  This  method  is  simple,  and  as  adjustment 
may  be  made  to  give  the  best  fuel  mixture  and  compression  at  all  times, 
the  engine  always  operates  with  the  best  thermal  efficiency  if  the  load 
is  not  so  light  as  to  xmduly  cool  the  cyhnder. 

For  large  engines  using  these  fuels,  governing  by  throttling  is  now 
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the  most  common  method.  This  is  sometimes  applied  to  the  fuel  only, 
especially  with  gas  engines.  This  changes  the  proportion  of  air  and  gas 
and  is  known  as  quality  governing.  More  usually  the  mixtm-e  is  throttled 
as  it  passes  into  the  cylinder,  the  ratio  of  gas  to  air  being  kept  as  nearly 
constant  as  possible:  this  is  the  quantity  method.  The  governing 
mechanism  is  more  simple  for  quantity  governing,  and  while  the  theoret- 
ical thermal  cycle  efficiency  is  greater  for  the  quality  method  due  to 
the  constant  best  compression  pressm-e,  the  better  combustion  of  a 
constant  mixtiu*e  more  than  offsets  this,  according  to  several  leading 
authorities. 

A  combination  of  the  quaUty  and  quantity  methods  is  sometimes 
used.  As  lean  mixtures  (with  a  small  percentage  of  gas)  do  not  ignite 
easily,  and  biu-n  slowly,  a  minimiun  satisfactory  ratio  of  gas  to  air  is 
handled  by  the  quaUty  method;  when  more  power  is  required,  more 
gas  is  admitted  and  when  less  power  than  that  given  by  this  minimum 
mixture,  the  entire  charge  is  throttled.  Although  the  governing  mech- 
anism is  somewhat  more  complicated  this  method  gives  good  results. 

Variablenspeed  engines  such  as  those  used  for  automobiles,  govern  by 
changing  the  mixtm-e,  by  throttling  and  by  timing  the  ignition,  all  by 
hand  control. 

In  the  heavy-oil  engine,  governing  is  effected  by  changing  the  amount 
of  oil  pumped  to  the  spray  nozzle.  The  pump  handles  more  oil  than  is 
required  for  the  maximum  load,  and  that  not  required  is  by-passed  by 
means  of  the  governor  mechanism. 

Governors  and  their  connections  Will  be  treated  in  Chaps.  XIX  and 
XX. 

20.  Starting. — SmaU  engines  are  commonly  started  by  hand  after 
properly  adjusting  the  fuel  valve  and  ignition  apparatus.  Electric 
starters  are  used  for  automobile  engines,  the  current  for  which  is  furnished 
by  a  storage  battery  which  is  charged  while  the  engine  is  running. 

Large  engines  are  usually  started  by  compressed  air  admitted  to  the 
cylinder  by  separate  cams.  When  the  engine  is  up  to  speed,  fuel  is 
turned  on  and  the  regular  cycle  begins.  With  the  Diesel  and  semi- 
Diesel  engines,  air  for  starting  is  conmionly  fm-nished  by  the  compressor 
which  fiu*nishes  the  air  for  fuel  injection.  It  is  taken  from  the  lower 
stage  of  the  compressor  and  stored  in  a  separate  tank,  the  pressm-e  in 
which  is  automatically  governed. 

21.  Cylinder  cooling  apparatus  and  exhaust  muf9ers  may  be  con- 
sidered as  auxiliaries,  but  are  so  essential  to  the  operation  of  internal- 
combustion  engines  that  they  will  be  briefly  mentioned.  With  the  ex- 
ception of  a  few  smaU  engines,  the  cylinder  is  cooled  by  the  circulation 


42 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


of  water.  Water  cooling  may  be  accomplished  by  gravity  or  by  forced 
circulation.  A  gravity  system  is  shown  in  diagram  in  Kg.  33.  As  the 
water  is  heated  in  the  cylinder  it  rises,  flowing  to  the  upper  part  of 
the  tank  where  it  is  cooled  by  exposure  to  the  air.  The  water  falls  to  the 
bottom  of  the  tank  as  it  cools  and  enters  the  engine  cylinder  by  the  pipe 
(6).  As  the  force  causing  the  flow  in  a  gravity  system  is  very  small  and 
the  slightest  stoppage  of  the  pipe  may  cause  it  to  cease  circulating,  a 
pump  is  usually  placed  in  the  system,  making  the  flow  more  positive. 
Where  water  is  scarce,  the  power  great,  or  large  water  storage  not  prac- 
ticable, various  devices  are  used  for  cooling  the  water.  In  the  automobile, 
a  radiator  placed  at  the  front  of  the  car,  is  used,  through  which  air  is 
forced  by  a  fan.  For  large  powers  the  cooling  tower  or  cooling  pond  is 
used,  as  for  the  cooling  of  circulating  water  for  condensers. 


Fig.  33. — Gravity  cooling  system. 


The  exhaust  of  an  internal-combustion  engine  is  noisy  and  disagree- 
able and  is  rightly  considered  a  nuisance.  To  reduce  this  noise  the  muf- 
fler is  used.  The  muffler  is  an  enlargement  of  the  exhaust  pipe  containing 
perforated  plates,  the  object  being  to  reduce  the  velocity  of  the  gas. 
Cooling  is  sometimes  resorted  to,  decreasing  the  volume  of  gas  passed. 
There  are  a  great  variety  of  designs,  but  the  principle  is  the  same  in 
aU. 

The  noise  due  to  intake  of  the  charge  is  often  objectionable  in  engines 
of  large  capacity  and  this  is  also  muffled. 

The  remaining  paragraphs  of  this  chapter  will  be  devoted  to  illustra- 
tions and  descriptions  of  a  number  of  engines  built  by  leading  manufac- 
tm-ers.  Details  of  these  and  of  certain  auxiliaries  will  be  treated  in 
later  chapters. 
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ILLUSTRATIOMS  AND  DATA  FROU  PRACTICE 

22.  The  Bruce-Macbeth  Co.  of  Cleveland,  Ohio,  manufacture  gas 
engines  for  natural  and  producer  gas.  They  are  of  the  4-cycle,  vertical, 
multi-cylinder  type  and  are  suitable  for  a  wide  range  of  service.  They  are 
provided  with  dual  jump-spark  ignition,  receiving  current  from  a  magneto 
located  on  the  cam  shaft. 

li^g.  34  is  an  indicator  diagram  from  a  4-cyHnder,  12)^  by  14  in. 
Bruce-Macbeth  engine,  and  Fig.  35  is  a 
gas-consumption  curve  for  the  same   en- 
gine using  natural  gas,  the  rated  capacity 
being  150  b.h.p. 

Table  I  gives  general  information  con- 
cerning Bruce-Macbeth  engines,  including 
oet  price,  which  Quantity  may  be  aub-   ^"^  ^- — indicator  diagram  from 

,,_',.  Bnioo-Mocbeth  engine. 

ject  to  fluctuation. 

The  De  La  Vergne  Type  "  FH"  Crude-oil  Engine  ia  built  by  the  De  La 
Vergne  Machine  Co.,  New  York.  These  engines  are  of  the  horizontal,  4- 
cycle,  hot-bulb,  semi-Diesel  type,  liquid  fuel  beii^  injected  at  the  end  of 
the  compression  stroke  by  means  of  compressed  air.  Ignition  is  due  to 
heat  deposited  in  the  walls  of  the  vaporizer  chamber  or  hot  bulb  by  the 
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ta  nonsuinptioQ  of  a  Bruce-Macbeth  engine. 


previous  explosioQ.  The  compression  pressure  is  about  280  lb,  per  sq.  in. 
gage,  and  causes  a  temperature  which,  while  not  sufficient  to  ignite  the 
charge,  aids  combustion.  The  explosion  pressure  is  about  480  lb.  gage. 
Tbeae  engines  are  of  extremely  rugged  construction  and  of  excellent  design 
throughout.  One  of  them  gave  a  continuous  service  of  800  hours,  as 
aUted  in  the  Tratu.  A.  S.M.E.  referred  to  at  the  end  of  this  chapter. 
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Indicator  diagrams  from  a  Type  "FH"  engine  i8  shown  in  Fig,  36. 

The  fuel  consumption  of  a  20  by  34)^  in.  De  La  Vcrgno  Type  "FH" 

engine  ia  given  in  Fig.  37.     This  engine  is  rated  at  140  b,h.p.atl65r.p.m. 

The  Mcintosh  and  Seymour  Diesel  Type  Oil  Engines  are  built  by  the 


>r  diagrams  froi 


Fun  Load 
De  Lii  Vorgne  type  "  FH  " 


Mcintosh  and  Seymour  Corporation,  Auburn,  N.  Y.  They  are  typical 
vertical,  4-cycIe  Diesel  engines  having  the  fuel  injected  under  air  pressure. 
They  are  built  in  two  styles,  Type  A  having  four  cylinders  and  individual 
frames  for  each  cylinder,  bolted  to  a  common  base;  and  Type  B  having 
from  one  to  six  cylinders  bolted  to  a  single  box  frame.  Both  types  have  a 
multi-stage  air  compresser  for  fuel- 
injection  and  starting  air,  driven  di- 
rectly by  a  crank  on  the  end  of  the  main 
shaft. 

The  speed  of  the  Type  A  engines 
ranges  from  135  to  170  r.p.m.;  and  of  the 
Type  B,  from  120  to  280  r.p.m. 

A  test  was  published  of  a  Type  A 
engine  having  a  cylinder  diameter  of 
18J^  in.  and  a  stroke  of  28^^  in.,  and  designed  to  dev^-lop  500  b.h.p.  at 
164  r.p.m.  fig.  38  shows  an  indicator  diagram  taken  from  this  engine, 
and  Rg.  39  a  curve  of  fuel  consumption. 

The  BuBch-Sulzer  Bros.  Diesel  engine  is  a  typical  vertical  Diesel  engine 
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and  is  built  by  the  Busch-Sulzer  Bros.  Diesel  Engtne  Co.  of  St.  Louis. 
One  working  cylinder  and  the  two-stage  air  compressor  are  shown  in  sec- 
tion in  Fig.  40,  and  an  end  section  through  the  cylinder  in  Hg.  41. 

These  drawings  are  to  scale  and  a  good  idea  of  general  proportions  may 
l>e  obtained  from  them. 

Continenttd  Motors  are  built  by  the  Continental  Motors  Corporation, 
Detroit,  Mich,  This  company,  which  makes  motors  only,  has  several 
types,  suitable  for  automobiles  and  trucks.  They  are  all  wateiMxmled 
4-cycle  engines. 

Model  7W  motor  has  a  bore  of  3}'^  in.  and  a  stroke  of  4f  ^  in.  Tig.  42 
gives  a  capacity  curve  at  different  speeds,  showing  that  Uie  maximum  of 
42  b.h.p.  is  at  2140  r.p.m. 
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Fio.  3S. — Indicator  diagram 
from  a  Mcintosh  &  Seymour 
Diesel  engine. 

Some  of  the  most  interesting  data  for  this  engine  are  given  below: 


Ratio  of  clearance  to  total  cylinder  volume 0.225 

Firing  order 1-5-3-6-2-4 

Total  weight £76 . 0  lb. 

Flywheel,  16  in.  diameter 62.0  lb. 

Compression  pressure-gage 61 . 6  lb. 

Crank    diaft:  3  bearing — 2K  in.   diam.     Bushings   bronze,  babbitt  lined.     Front 

bearing  2?^j  by  2?<e  in--    Center  bearing  2ii  by  3  in.     Rear  bearing  2J^j  by 

3M»in. 
Cam  ahaft;  Shearing — lin.  diom.     Front  bearings  1%  ^i'  ^^H2  i"'     Center  bearing 

1'Hb  by  2M  in.     Rear  bearing  I'Ks  by  2H  in- 
Connecting  rod  8H  (3.78  cranka)  long.     Craok-end  bearing  l'?^i  by  2  in.     Piaton 

pin  bearing  J^  by  IH  in- 
Fiston  3J^  in.  long.    Three  rings,  Jig  in.  wide. 

Model  E7  is  a  four-cylinder  truck  engine  with  two  cylinders  cast 
en  bloc  and  an  aluminum  crank  case.  The  cylinders  arc  4!-^  in.  diameter 
with  a  51^-in.  stroke. 

Fig.  43  is  a  capacity  curve  for  a  Model  E7  engine. 
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Ro.  *).— Bm<?h-Su!ier  Bros.  Diesel  «D^nt. 
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Fia.  41. — BuBch-SuUer  Bros.  Diesel  Eosiiie. 
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The  maximum  power  is  44  b.h.p.  at  1320  r.p.m. 
Some  of  the  data  for  Model  E7  is  as  follows; 

Ratio  of  cleftrance  volume  to  total  cylinder  volume 0.239 

Compreaaion  preaaure-gagc 65  lb. 

Firing  order 1-3-4-2 

Total  weight 660  lb. 

Flywheel,  17H  >"•  «li»ni.,  weight 105  lb. 
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FiQ.  42. — Power  curve  for  model  7W  Contiaental  engine. 
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R.P.M. 
e  for  model  E7  ContiaentBl  c 


iglDe. 


Crank  shaft — 3  bearing — 2^  in.  diam.  Bushings  bronze,  babbitted.  fYont  bearing 
2He  by  3  in.     Center  bearing  2>Sa  by  3>i  in.     Rear  bearing  2Ji  by  4' Jia  in. 

Camshaft — 3  bearing— IH  •"-  "li*™-  Front  bearing  2H  by  2H8»n.  Center  bearing 
3>ib72Hin-    It«arb«mng2Hby  IHin- 
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Connecting  rod  1 1  in.  (4  cranks)  long.     Crank  end  bearing  2K  by  3  in.     Piston  end 

bearing  IJfe  by  2>i  in. 
Piston,  5^  long.     Three  rings,  Jie  wide. 
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PART  II-THERMODYNAMICS 


CHAPTER  VI 
GENERAL  POWER  FORMULAS  AND  GASES 

•  

23.  Power  of  Heat  Engines. — Heat-engine  cycles  are  usually  complete 
on  one  side  of  the  piston,  and  if  the  pressiu-es  acting  on  that  side  as  the 
piston  travels  back  and  forth  are  plotted,  a  diagram  is  produced  which  is 
a  measure  of  the  work  done  during  the  cycle.  This  diagram  is  traced 
for  actual  engines  by  an  instrument  called  an  indicator ,  and  all  such  dia- 
grams, either  actual  or  for  theoretical  cycles  such  as  the  Camot  cycle, 
are  called  indicator  diagrams^  or  perhaps  more  commonly,  indicator 
cards. 

If  the  cylinder  is  double-acting,  two  cycles,  on  opposite  sides  of  the 
piston,  are  accomplished  at  the  same  time,  although  corresponding  strokes 
are  not  simultaneous. 

Should  the  cycle  depend,  for  the  performance  of  different  fimctions, 
upon  the  two  sides  of  the  piston,  or  upon  a  main  and  auxiliary  piston 
(as  in  2-cycle  gas  engines),  indicator  diagrams  must  be  obtained  from 
these  separately  and  the  net  work  computed.  However,  in  such  a  case 
the  real  work  of  the  cycle  is  done  on  one  side  of  the  piston  and  it  is  this 
side  which  will  be  considered  as  the  working  cylinder-end. 

In  practice  the  indicator  diagram  is  mostly  used  to  determine  the 
mean  effective  pressure  (m.e.p.),  which,  when  engine  dimensions,  speed  and 
the  cycle  on  which  the  engine  operates  are  known,  may  be  used  for  the 
determination  of  power,  or  conversely,  the  determination  of  cylinder 
dimensions  necessary  for  a  given  power. 

In  all  practical  engines,  all  strokes  are  equal,  so  let  v,  denote  the 
volume  swept  through  by  the  piston  during  a  complete  single  stroke,  in 
cu.  ft.  Let  pi,  Pa,  pz  and  p^  be  mean  pressures  in  lb.  per  sq.  ft.  acting 
during  four  consecutive  strokes  of  a  4-stroke-cycle  engine,  on  one  side  of 
the  piston.  On  all  strokes  toward  the  cylinder-end  considered,  the  work- 
ing substance  resists  the  movement  of  the  piston  and  the  work  is  negative. 

The  pressure  in  the  working  cylinder-end  may  be  considered  as  abso- 
lute.   The  pressiu-e  on  the  opposite  side  of  the  piston  may  be  ignored 
it  does  not  affect  the  indicated  work  of  the  cycle. 

51 
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The  work  of  the  cycle,  in  ft.  lb.,  for  one  cylinder-end  is: 

W  =  piv,  —  P2Vm  +  piV,  -  PaV,  =  (pi  -  P2  +  Pz  -  Pa)v,  =  144Pj^r,     (1) 

where  Pm  is  the  m.e.p.  in  Ih.  per  sq.  in.,  of  the  whole  cycle,  referred  to 

one  stroke.     Any  other  cycle  would  give  the  same  result. 

Then: 

W 

144  r,  ^ 

This  m.e.p.,  exerted  throughout  one  stroke  of  the  piston,  would  do 
the  work  of  the  cycle  for  the  working  substance  on  one  side  of  the  piston. 

The  indicator  diagram  is  drawn  with  the  length  representing  the* 
length  of  stroke;  then  the  area  divided  by  the  length  gives  the  m.e.p. 
when  dimensions  are  in  terms  of  pressure  and  volume,  and  in  (2),  WV144 
indicates  that  pressure  is  in  lb.  per  sq.  in. 

The  work  in  terms  of  heat  units  is: 

where  Qi  and  Q2  are  heat  quantities  received  and  rejected  per  cycle, 
respectively,  and  A  is  the  reciprocal  of  Joules  equivalent  (=  Hts)- 
Substituting  this  in  (2)  gives: 

^^^"  i44:4r:  -''-^  ~vr  ~  '  V. 

=  54  r^-^-^-  converted  into  work  perl  /q\ 

Leu.  ft.  of  piston  displacement  .1 

Formulas  (2)  and  (3)  are  general  expressions  of  m.e.p.  for  all  heat 
engine  cycles,  theoretical  or  practical. 

Power  is  work  done  in  a  unit  of  time;  then  as  33,000  ft.  lb.  per  minute 
is  the  unit  of  horsepower,  the  work  done  per  minute  divided  by  33,000 
gives  the  horsepower.  Power  determined  by  means  of  an  indicator  dia- 
gram, which  is  the  power  developed  in  the  engine  cylinder,  is  called  indi- 
cated horsepower  (i.h.p.). 

Let  Nc  =  the  number  of  cycles  per  minute*;  then: 

.  ^   WNc   ^  144P^,  vs Xc  f.. 

^     '^'      33,000  33,006  ~  ^^ 

With  the  usual  slider-crank  mechanism  employed  for  reciprocating 
engines  there  are  two  strokes  per  revolution;  then  the  number  of  strokes 
per  min.  is  2N,  where  N  is  the  number  of  revolutions  of  the  crank  per 
minute  (r.p.m.).  If  m  denotes  the  number  of  strokes  per  cycle,  then  the 
number  of  cycles  per  min.  per  cylinder-end  is: 

Nc  =  — 
m 
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Then  for  one  working  cylinder-end  (4)  becomes: 
i.h.p.  : 


_  2  X  144  PmVsN 
33,000  ■ 


(5) 


The  maximum  difference  in  pressure  on  tne  two  sides  of  a  piston  during 
a  cycle  is  called  the  maximum  unbaUmeed  pressure,  and  it  is  this  which 
determines  the  required  strength  and  consequent  weight  of  the  working 
parts  of  the  engine.  If  this  pressure  is  high  relative  to  the  m.e.p.,  the 
engine  will  be  heavy  for  the  work  done,  and  the  friction  may  more  than 
offset  the  advantage  of  an  economical  heat  cycle  if  this  is  carried  too  far, 
as  will  be  presently  shown. 

Brake  Horsepower  (b.h.p.)  is  the  power  delivered  at  the  engine  wheel, 
or  net  power,  as  measured  by  some  form  of  friction  brakeor  dynamometer. 

It  is  the  difference  between  the 
i.h.p,  and  the  friction  horsepower 
(f.h.p.). 

Figm'e  44  is  a  diagram  of  a 
simple  form  of  friction  brake.  The 
band  consists  of  blocks  of  wood 
held  together  by  band  iron,  with 
adjustment  at  (F).  The  engine 
wheel  rim  sliding  inside  this  band 
is  resisted  by  friction.     The  product 

of  this  resistance  in  lb.  and  the  distance  traveled  by  the  rim  in  ft.  per 
min,  is  the  work  in  ft.  lb.  per  rain,  absorbed  by  the  brake.  This 
divided  by  33,000  gives  the  b.h.p. 

It  is  usually  inconvenient  to  measure  the  resistance  right  at  the  wheel 
rim,  so  a  brake  arm  of  length  I  is  made  long  enough  to  rest  upon  a  pedes- 
tal on  the  scale  platform.  If  P  is  the  effective  force  in  lb.  after  deducting 
the  weight  of  pedestal  and  unbalanced  weight  of  brake  arm,  I  is  the  length 
of  the  arm  in  ft.  and  N  the  r.p.m.,  then: 


b.h.p. 


2tINP  ^  INP 
'  33,000        5252 


(6) 


Tbeb.h.p.  measured  in  this  way  may  beapplied  by  belting  to  machinery , 
by  direct-connecting  to  electric  generators  or  other  machinery,  or  thiough 
gears,  and  is  probably  not  an  exact  measure  of  the  net  work,  as  bearing 
friction  must  be  affected  differently  in  the  various  cases  of  application. 

For  electrical  machinery  the  output  is  measured  at  the  switchboard  in 
kilowatts,  which  may  be  reduced  to  electrical  horsepower  (e.h.p.);  or. 


e.h.p 


=  1.34  X  hi>. 
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This  is  the  net  power  after  deducting  the  friction  of  engine  and  generator. 
If  the  friction  of  the  generator  is  known  the  b.h.p.  may  be  found. 

In  pumping  engines  pump  horsepower  is  the  indicated  work  done  in  the 
pump  cyUnder,  the  difference  between  this  and  the  i.h.p.  being  the  f  Ji.p. 

Mechanical  efficiency  is  given  by  the  ratio : 

i.h.p,  —  f.h.p,      b,h,p,  /,-x 

Cm  = TT =  TT \i) 

t,h.p.  t,h,p. 

The  friction  of  an  engine  does  not  vary  greatly  for  varying  loads,  so 
that  if  the  i.h.p.  is  small  relative  to  the  size  of  the  engine,  Cm  is  smalL 
Then  Cm  decreases  as  i.h.p.  (which  is  directly  proportional  to  Pm  at 
constant  speed)  decreases,  the  limit  being  zero — when  the  i.h.p,  is  just 
sufficient  to  rim  the  engine  (see  Chap.  X). 

A  diagram  of  the  Camot  cycle  for 
air    is   plotted   to  scale  in   Pig.   45. 
The  m.e.p.  of  such  a  diagram  is  very 
small  when  compared  with  the  max- 
imum   pressm-e,    and    even    though 
Camot's  cycle  were  practically  pos- 
sible,  an  engine  employing  it  would 
probably  be  able  to  do  Uttle  more  than 
overcome  its  own  friction  if  gas  were 
''      the  working  substance.    This  would 
YiQ,45.  ^ot  be  true  of  steam,  the  m.e.p.  in 

one  case  being  about  four  times  that 
for  air  when  the  same  pressm-e  and  temperatiu^  limits  were  assumed. 
Neglecting  friction,  if  a  cylinder  20  in.  in  diameter  were  used  on  a  steam 
engine,  the  air  engine  with  the  same  mean  piston  speed,  developing  the 
same  power  would  require  a  cylinder  about  40  in.  in  diameter. 

It  is  obvious  therefore  that  the  utility  of  Camot's  cycle  for  gas  is 
Umited  to  what  it  contributes  to  the  science  of  thermodynamics. 

24.  Practical  Cycles  for  Engines  Using  Gas. — In  practical  efficient 
engines  using  gas  (air  and  fuel  gas  or  vapor)  as  a  working  substance,  the 
combustion  of  fuel  takes  place  in  the  engine  cylinder.  This  nec^sitates 
a  fresh  supply  of  air  for  every  cycle,  with  a  consequent  exhausting  of  the 
burnt  gases.  This  may  be  accomplished  with  a  2-stroke  cycle  by  the  use 
of  auxiliary  cyUnders;  or  suction  and  exhaust  strokes  may  be  added,  mak- 
ing a  4-stroke  cycle. 

The  constant-volume  and  constant-pressure  cycles  are  the  two  cycles 
now  employed  for  internal-combustion  engines^  and  while  the  theoretical 
efficiencies  are  greatly  in  excess  of  those  actually  attainable,  due  to 
the  impracticability  of  utilizing  such  high  temperatiu*e,  the  practical 
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results  are  satisfactory  when  compared  with  the  use  of  steam  as  a  working 
substance.  Both  of  these  cycles  were  originally  intended  for  4-stroke 
cycles,  but  have  been  modified  to  operate  with  two  strokes.  In  their 
theoretical  consideration  .this  makes  no  difference,  and  heat  transfer  to 
and  from  a  given  weight  of  gas  may  be  assumed. 

26.  The  Constant-volume  Cycle. — Figure  46  is  the  indicator  diagram 
for  the  theoretical,  4-stroke,  constanWolume  cycle,  conmionly  called  the 
Otto  cycle.  Let  it  be  assumed  that  the  clearance  space  ri  contains  1  lb.  of 
air  at  atmospheric  pressure.  In  practice  this  is  usually  a  mixture  of  air  and 
burnt  gas,  mostly  the  latter  unless  some  special  device  is  employed  for 
clearing  out  all  the  products  of  combustion,  which  is  known  as  scavenging. 

While  there  are  but  four  piston  strokes  per  cycle,  there  are  six  dis- 
tinct steps  as  follows: 

1.  Starting  from  the  position  shown  by  the  full  lines  in  Kg.  46,  with  the 
inlet  valve  open  and  exhaust  valve  closed  as  in  Kg.  29-A,  Chap.  V,  the  piston 
moves  through  the  distance  Va  representing  the  volume  of  stroke,  to  the 
position  given  by  the  dotted  lines  (Kg.  46).  This  is  the  suction  stroke, 
during  which  the  charge  of  fuel  and  air  (necessary  for  its  combustion)  is 
taken  into  the  cylinder.  In  some  engines  using  the  heavy  oils  with  the 
constant-volume  cycle,  only  air  is  ^ 
admitted  to  the  cylinder  proper 
during  the  suction  stroke,  the  fuel 
being  admitted  into  a  hot  bulb 
forming  part  of  the  combustion 
chamber,  or  sprayed  against  a  hot 
plate  or  into  a  hot  bulb  at  the  end 
of  the  compression  stroke.  With 
medium  compression  (280  to  300 
lb.  per  sq.  in.  ,gage),  the  latter 
are  known  as  semi-Diesel  engines. 

The  suction  stroke  is  simply 
a  mechanical  step  and  plays  no 
direct  part  in  the  thermodynamics  ^'°-  ^e.-Constant-voiume  cycle. 

of  the  cycle.  It  affects  the  power  by  using  time  that  might  have  been 
employed  for  work.  The  pressure  during  the  suction  stroke  is  less  than 
that  of  the  atmosphere  and  any  loss  resulting  is  charged  to  engine 
friction.  This  pressiu-e  difference  will  be  neglected  in  the  discussion  of 
the  theoretical  cyde. 

2.  The  charge  is  next  compressed  adiabatically  along  line  2-3  during 
the  compression  stroke  while  both  inlet  and  exhaust  valves  are  closed,  as 
in  Kg.  29-B,  Chap.  V. 


vs 


i 


T=F 


\,l,,l\lJ>}hlJ?I?JJJ?JII?IIlh?lA77T. 
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3.  Ignition  is  now  effected,  usually  by  an  electric  spark  except  in  oil 
engines  using  the  hot  bulb  or  plate.  The  addition  of  heat  at  constant 
volume  along  line  3-4  is  assumed,  with  rise  in  temperature  and  pressure. 
The  heat  added  is:  ^^^_ 

(8) 


Q.  =  c.(r.  -  TO        \^'^'^ 


in  which  T  is  absolute  temperatiu*e  in  degrees  F.,  and  c„  the  specific  heat 
at  constant  volume. 

4.  Adiabatic  expansion  occurs  during  the  working  stroke  along  hne 
4-5,  both  valves  remaining  closed  as  in  Fig.  29-C,  Chap.  V. 

5.  In  practical  engines  the  exhaust  valve  opens  at  or  near  the  end  of 
the  expansion  stroke,  and  the  drop  in  pressure  along  line  5-2  is  accompa- 
nied by  expansion,  the  temperature  Tj  being  indefinite.  In  the  theoretr 
ical  cycle  it  is  assumed  that  the  valves  remain  closed  and  that  heat  is 
withdrawn  along  line  5-2,  the  resulting  pressure  and  temperature  being  the 
same  as  at  the  end  of  the  suction  stroke.  This  completes  the  thermal 
cycle.    The  heat  rejected  during  the  step  is: 

Q2  =0.(^-^2)  (9) 

6.  The  exhaust  stroke  2-1  is  one  of  the  two  preparatory  steps  for  the 
next  thermal  cycle,  removing  the  burnt  gas.  The  exhaust  valve  is  open 
during  this  stroke  as  in  Fig.  29-D,  Chap.  V,  and  the  pressiu^  in  actual 
engines  is  slightly  above  atmospheric.  The  loss  is  charged  to  engine 
friction  as  with  the  suction  stroke,  and  the  pressure  difference  is 
neglected  for  the  theoretical  cycle.     This  completes  the  practical  cycle. 

The  efficiency  of  the  constant-volume  cyde  is: 

_  Q1-Q2  _  c.(T,  -  Ta)  ~  CrjT,  "  T2)  ^.  _T,-T2 
^  "     Qi       "  c.{T,  -  r,)  T,-  r,      ^^"^ 

Taking  exponent  n  =  fc  for  adiabatic  changes  (in  which  k  =  Cp/c^, 
Cp  being  specific  heat  at  constant  pressure) : 

or, 

Ts      7^2       7^5  -  T2 


T,      T,      T,  -  Ts 
Then  letting  r  =  t^a/yi  and  remembering  that: 


k 
P2>' 

(10)  may  be  written: 


??=  (VAl 
vi       \W 


e  =  l-?;  =  l-^  (11) 
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Fio.  47. 


It  is  apparent  from  (11)  that  efficiency  is  improved  by  increasing  the 
compression  pressure,  which  is  true  in  practice  with  certain  limitations 
(see  Chap.  IX). 

The  expansion  and  compression  lines  of  actual  indicator  diagrams  are 
not  adiabatic,  but  are  approximated  by  the  equation: 

pv*  =  constant; 
where  n  is  some  value  usually  less  than  k, 
However,  with  any  value  other  than 
fc  ( =  Cp/Cv)f  Equation  (11)  does  not  apply; 
because  the  values  of  n  which  are  found 
approximately  from  actual  diagrams  are 
greater  or  less  than  k,  indicating  that 
heat  is  added  or  subtracted  as  the  work- 
ing substance  changes  volume.  These  quantities  of  heat  must  be  added  to 
or  subtracted  from  Qi  and  Q2  in  (10).  This  results  in  a  clumsy  formula 
with  assumed  values  of  n  at  best,  and  it  is  better  to  use  (11)  for  compari- 
son with  actual  efficiencies.  Practical  values  of  n  must  be  used  in  deter- 
mining the  clearance  volume  of  actual  engine  cylinders. 

Constant-volume  heat  transfer  involves  instantaneous  combustion  and 
exhaust;  this  is  impossible  in  practice,  causing  the  explosion  line  to 

lean.  This,  together  with  the  fact  that  the  valves  do 
not  open  and  close  exactly  at  the  ends  of  the  stroke, 
causes  rounded  corners  on  the  diagram. 

The  theoretical  maximum  temperature  is  not  per- 
missible due  to  the  burning  and  warping  of  the  metal, 
and  the  impossibility  of  lubrication,  so  approximately 
30  per  cent,  of  the  heat  of  combustion  must  be  removed 
by  the  circulation  of  water  around  the  cylinder.  This 
lowers  the  pressure  and  reduces  the  area  of  the  diagram. 
An  actual  indicator  diagram  from  an  engine  operating  on 
the  4-stroke  Otto  cycle  is  shown  in  Fig.  47. 

A  critical  examination  of  the  Otto  cycle  is  given  in 
I  I        Gtildner's  Internal-combustion  Engines. 

J       ■        *^         The  T0  (temperature-entropy)  diagram  for  the  Otto 

cycle  is  shown  in  Fig.  48,  the  numerals  corresponding  to 
the  same  points  on  the  pv  diagram.  The  reception  of  heat 
at  constant  volume  is  along  the  line  3-4  and  adiabatic  expansion  along  4-5. 
Rejection  of  heat  at  constant  volume  is  along  line  5-2  and  adiabatic  com- 
pression along  2-3. 

From  general  thermodynamics,  line  3-4  is  drawn  by  means  of  the 
equation: 


Fio.  48. 
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T 

A*    =   Cr    log.   j^ 

and  line  2-5  from: 


A0  =  Cv  \ogc 


T2 


where  Tx  is  any  temperature  above  Tz  or  T2. 

26.  The  Constant-pressure  Cycle. — The  Diesel  cycle  is  the  best  known 
and  most  widely  used  of  this  class.  The  theoretical  difference  between 
this  cycle  and  the  Otto  cycle  is  the  combustion  of  fuel  at  constant  pres- 
sure instead  of  at  constant  volume.    Diesel's  original  purpose  was  to 

approach  the  Carnot  cycle  by  applying  isother- 
mal combustion,  but  practical  results  with  the 
later  engines  employing  constant-pressure 
combustion  show  improvement  over  the  former 
method,  and  the  cycle  is  now  generally  known 
as  the  constant-pressure  cycle. 

The  theoretical  indicator  diagram  for  the 
■^      Diesel   4-stroke    cycle  is  shown  in  Fig.  49. 
Fio.  49.  — CoDBtant-preemire    The  suction  and  exhaust  strokes,  like  those 

cycle. 

of  the  otto  cycle,  are  purely  mechanical,  and 
the  operation  of  the  inlet  and  exhaust  valves  are  the  same  as  for  the 
Otto  cycle. 

Some  form  of  liquid  fuel,  hke  crude  petroleum,  has  thus  far  been  the 
only  fuel  used  in  the  Diesel  engine. 

The  six  steps  of  the  cycle  are: 

1.  The  suction  stroke,  line  1-2,  during  which  fresh  air  only  is  drawn 
into  the  cylinder. 

2.  The  compression  stroke,  along  line  2-3,  compresses  the  air 
adiabatically  to  a  pressure  of  about  500  lb.  per  sq.  in.  gage,  and  a  tem- 
perature high  enough  to  positively  ignite  the  fuel,  although  none  has  been 
supplied  up  to  this  time. 

3.  The  fuel  valve  is  now  opened  (slightly  before  the  end  of  the  stroke), 
and  as  the  piston  starts  upon  its  stroke,  oil  is  injected  in  the  form  of 
spray  at  a  rate  which  allows  the  pressure  to  remain  practically  constant 
as  the  fuel  bums  along  line  3-4.  Ignition  is  effected  by  the  heat  of  com- 
pression and  no  electric  spark  is  required.  The  amount  of  fuel  in- 
jected is  controlled  by  the  governor  and  depends  upon  the  load  on  the 
engine. 

The  air  used  for  fuel  injection  is  furnished  at  a  pressure  from  50  to 
100  per  cent,  in  excess  of  the  engine  compression  pressure,  by  either  an 
independent  compressor  or  by  a  compressor  connected  to  the  engine. 
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Sometimes  the  fuel  is  pumped  directly  into  the  cylinder  without  the  use 
of  compressed  air. 

The  heat  received  is: 

Qi  =  cp(r4  -  r,)  (12) 

4.  The  remainder  of  the  working  stroke  is  occupied  with  adiabatic 
expansion  along  line  4-6. 

5.  The  rejection  of  heat  is  assumed  at  constant  volume  along  line 
5-2,  completing  the  thermal  cycle. 

The  heat  rejected  is: 

Q2  =  c,(T,  -  T2)  (13) 

6.  The  exhaust  stroke  removes  the  burned  charge  from  the  cylinder, 
completing  the  practical  cycle. 

The  efficiency  of  the  Diesel  cyde  is: 

_  Qi-Qt  _  Cj,(Ta  -  T,)  -  c(T,  -  T2)  _  .  _  CvjTs  -  T2)  _  .  _ 
^  "       Qi       "  Cp(r4  -  Ta)  c^{T,  -  Ta)  "  ^ 

k(T,  -  7^3)      ^^^^ 
This  may  be  written: 

But: 

r:- e)*"'»4:  -  (r 

And  from  Charles'  law, 

Tz      vi 
Then: 

T\  ^  T\    T\    Tz  ^  /vA '-'  (vA  /V2\  *-^  ^  (vA  * 
T2      Ta'  Tz'  'T2      W       \vj  \ij  \vj 

Substituting  in  (15)  and  letting  ri/^i  =  r,  as  for  the  constant-volume 
cycle,  and  Vi/vi  =  €,  (15)  becomes: 

This  may  be  written: 

U  the  quantity  in  brackets  is  omitted  (17)  is  the  same  as  (11),  and 
as  this  quantity  is  always  greater  than  unity  it  is  obvious  that  for  the 
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same  value  of  r,  the  efficiency  of  the  constant-volume  cycle  is  greater 
than  that  of  the  Diesel.  The  greater  value  of  r  in  the  Diesel  cycle,  allow- 
able because  of  the  absence  of  fuel  during  compression,  accounts  for  the 
superior  economy  usually  attained  by  the  Diesel  engine. 

An  actual  indicator  diagram  from  a  Diesel  engine  is  shoTm  in  Pig.  50. 

Theoretical  and  actual  efficiencies  may  be  obtained  for  both  the  con- 
stant-volume and  constant-pressure  cycles  in  terms  of  heat  quantities 
based  upon  fuel  supplied,  in  which  case: 

2545 


e  = 


(18) 


Fio.  50. 


Fia.  51. 


B.t.u.  per  horsepower  per  hr. 

The  T4>  diagram  for  the  Diesel  cycle  is  shown  in  Fig. 
51.  It  is  similar  to  Fig.  48  except  that  the  reception 
of  heat  is  at  constant  pressure  along  line  3-4,  the  equation 
being: 

A4>  =  Cp  logs  jT- 


The  rejection  of  heat 
along  line  5-2  is  at  con- 
stant volume. 

As  7^2/ 7^3  is  not  equal 
to  T^/T^y  the  relation  of 
the  efficiency  formula  to 
the  diagram  is  not  ap- 
parent, as  it  is  with  the  constant-volume  cycle. 

27,  Volumetric  Efficiency. — The  volumetric  efficiency  of  an  internal- 
combustion  engine  is  the  ratio  of  the  volume  of  the  charge  (fresh  air  and 
fuel)  Ve  at  some  standard  pressure  and  temperature,  to  the  volume  of 
stroke  v,.  This  is  equivalent  to  the  ratio  of  the  actual  charge  weight 
Wc  to  the  weight,  at  some  standard  pressure  and  temperature,  of  a  volume 
of  the  same  substance  equal  to  y,,  the  volume  of  stroke;  let  this  weight 
be  Wa,  The  weight  Wcy  at  actual  pressure  and  temperature  will  occupy  the 
volume  qv„  where  ^  is  a  factor  depending  upon  the  relative  volimie  of 
fresh  charge  to  total  cylinder  contents.  In  theoretical  computations  it 
is  usually  assumed  that  q  is  unity.  With  poor  valve  design  and  setting 
q  may  be  less  than  unity,  and  with  exceptionally  good  valve  design  and 
setting  it  may  be  greater.  .  With  complete  scavenging,  when  all  the  burnt 
gas  is  expelled  from  the  cylinder: 


Q  = 


Vt      __      r 
V2  —  t'l      r  —  1 
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The  general  equation  for  gas  is: 

pv  =  wRT 

in  which  i2  is  a  constant  (  =  53.35  for  air). 

Letting  the  subscript  2  refer  to  actual  cylinder  conditions,  and  absence 
of  subscripts  to  a  standard  condition,  we  may  then  write: 


P2  qvs  ^    ,  pvs 

Wc  =  -j^jr  and  Ws  =  ^y,' 


Then: 


^^^v._w,^    p^  (19) 

Vs      Ws        pTi 

The  factor  q  is  difficult  of  practical  determination  but  is  of  considera- 
ble importance  in  connection  with  economy  and  capacity.  Aside  from 
affecting  the  volume  of  charge  it  affects  the  density  by  its  influence 
upoh  Tj,  and  any  measure  which  may  be  taken  to  increase  it  by  proper 
valve  setting  will  increase  both  economy  and  capacity. 

28.  Temperature  rise  due  to  combustion  must  be  known  in  order  to 
determine  theoretical  efficiencies  of  intemal-combustion-engine  cycles. 
Let  h  =  the  heating  value  per  cu.  ft.  of  gaseous  fuel  or  per  lb.  of  liq- 
uid fuel.     For  gas  this  must  be  at  some  standard  pressure 
and  temperature. 
a  =5  cu.  ft.  of  air  supplied  per  cu.  ft.  of  gaseous  fuel  or  per  lb.  of 

liquid  fuel  at  standard  pressure  and  temperature. 
c  =  the  volume  of  fuel  for  which  a  is  supplied. 
c  =  specific  heat  in  general — c„  or  Cp. 
Referring  to  Kg.  46,  Par.  25,  and  Pig.  49,  Par.  26,  letting  Wi  be  the 
weight  of  total  cylinder  contents  in  lb.,  the  B.t.u.  necessary  to  raise  the 
temperature  from  Tz  to  Ti  is: 

W2C(T,  -  Ta). 

The  heat  supplied  per  cu.  ft.  of  mixture  at  standard  pressure  and 

temperature  is: 

h 

a  +  <T 

The  volume  occupied  by  the  charge  at  standard  pressure  and  tempera- 
ture is: 

where  c»  is  found  by  the  method  of  the  last  paragraph. 
Then  the  total  heat  supplied  per  cycle  is: 

Qi  =  ev  V.  —J—  (20) 
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Then: 

Wfc{T,  -  r,)  =  e,  V.  -^• 

a  -|-  <r 

But, 

W2  =  —y,  and  t;.  =  ^2  —  t;i. 

Substituting  these  in  (20),  the  equation  may  be  written: 

T,-T,  =  e.-4---''-^^  (21) 


7^4  —  Ts  may  be  written: 


[.:-']■ 


Substituting  in  (21)  gives: 


From  thermodynamics: 

Substituting  in  (22)  gives: 

?*  =  1  -L  ^  ^    r  -J 

=  1-e. -^-   *  (r-1)     ;.  (23) 

In  theoretical  cycles  it  is  common  to  assume  the  pressure  and  tempera- 
ture the  same  as  the  standard  at  which  a  and  h  are  measured,  and  that  the 
volume  of  charge  equals  the  voliune  of  stroke;  but  as  this  is  in  no  wise  a 
necessary  assumption,  Cv  will  be  retained  in  the  equations.  Its  value  is 
given  in  (19).  The  value  of  a  for  theoretical  cycles  is  usually,  but  not 
necessarily,  assumed  as  just  sufficient  to  support  perfect  combustion. 

The  quantity  <r  is  obviously  unity  for  gaseous  fuel.  For  oil  engines 
it  is  the  volume  of  1  lb.  of  oil  vapor,  and  as  this  is  about  3  per  cent,  of  the 
volmne  of  air  supplied,  it  is  usually  ignored. 

Standard  pressure  is  taken  as  14.7  lb.  per  sq.  in.  absolute.  Standard 
temperature  is  usually  32  degrees  F.,  but  sometimes  62  degrees.-  The 
A.S.M.E.  has  adopted  60  degrees  F. 

Taking  numerical  values  and  making  substitution,  assuming  the 
mixture  to  have  the  same  characteristics  as  air,  special  equations  may  be 
written. 

For  the  constant-volume  cycle  using  gas,  c  =  c^,  and: 

?i=2>  =  l+^.e.-^j(r-l)  (24) 

Pz      I  z  Vz  a  -h  1 
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For  constant-volume  cycle  for  oil: 

Pa      Ta      .    ,  316 

For  the  constant-pressure  cycle  (Diesel) : 


lir-l) 


(25) 


«  = 


t'4 


1  + 


225 


-(r  -  1) 


(26) 


Vi  Pi 

For  values  of  h  and  a  see  Par.  76,  Chap.  XIV. 
29.  The  mean  effective  pressure  of  any  heat  engine  is  given  by  Equa- 
tion (3),  P^r.  23,  and  is: 

p^  =  5.4  ^  (27) 

where  Qi  is  the  heat  furnished  per  cycle  and  e  the  thermal  efficiency. 
Substituting  the  value  of  Qi  from  (20)  in  (27)  gives: 

Pm  =  5Aee, — ?—  (28) 

which  is  the  m.e.p.  in  lb.  per  sq.  in.  for  any  internal-combustion  engine. 
The  quantities  a  and  <r  may  be  as  in  the  preceding  paragraph. 
Then  for  all  gas  engines,  h  is  heating  value  per  cu.  ft.,  and: 

Pm  =  5.466^ 


a  +  l 
For  all  oil  engines,  h  is  heating  value  per  lb.,  and: 

Pm  =  5  Acer,  '  - 


(29) 


a 


(30) 


For  theoretical  cycles  e  and  a  may  be  theoretical  values;  or  if  actual 

practical  values  are  used,  Pm  will  be  the  actual  m.e.p.    For  values  of 

fc  and  a  see  Par.  76,  Chap.  XIV. 
30.  C<mventional  indicator 

diagrams,  drawn  to  scale  to 

give    a    certain    m.e.p.    are 

sometimes  convenient  in  the 

absence  of  actual  diagrams, 
for  calculations  concerning 
strength  or  crank  effort.  The 
m.e.p.  may  be  determined 
{rom  the  preceding  para- 
graph, using  practical  values 

as  nearly  as  possible.  Then  a  value  of  n  may  be  chosen  for  the  exponent 
of  the  curve  equation  which  will  give  values  approximating  actual  ex- 
pansion and  compression  curves.  The  fundamental  equations  used 
relate  to  pressure  and  volume  only. 


Fio.  62. 
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ConstarUrvolume  Cycle. — As  in  the  previous  discussion,  all  pressures 
except  Pm  are  in  lb.  per  sq.  ft.,  and  subscripts  correspond  to  points  on 
Fig.  62. 

Vl  \P2/ 

r-'  =  (^') 

\/>2/ 

clearance  = 


n 


(31) 
(32) 


Vl 
Vi  -  Vl 


1 


r  -  1 


(33) 


The  work  per  cycle  in  ft.  lb.  is : 

-(..-p.)j-,(.-^) 

144P     ^  _f!L.  -  (P4  -  Pa)  V  "  r-V 
A^^^  - 1;2  -  t;i  (n  -  l)(r  -  1) 

If  Pm  is  known  the  pressure  rise  in  lb.  per  sq.  in.  is: 

P4  -  Pj  _  PMJn  -  l)(r  -  1) 


(34) 


(35) 


144 


(36) 


1  - 


.w-l 


3   .4 


Fig.  53. 


Constant-pressure  Cyde 

(Diesel). — The  values  of  r  and 

.  r*~^  and  the  clearance  are  given 

by  (31),  (32)  and  (33)  as  for  the 

constant-volume  cycle. 

A  convenient  ratio  is: 


c  = 


v^ 

Vl 


Ratio  of  expansion  =       =  - 

Vi         € 


Cut-oflF  = 


lU  -  Vl 


-  1 


(37) 

(38) 

(39) 


t;2  —  t^i       r  —  1 
The  work  per  cycle  in  ft.  lb.  is: 

w . ,,..  -  „,, + /-,  [.  -  Q  -']  -  j^r-i.,  (i  -  i-,)  (40, 


IUPm  = 


w 


Pi 


Vl  —  Vl      r  —  1 


«  -  1  - 


6-1   + 


»-l 


..-I 


n-  1 


(41) 


If  Pm  is  known,  6  may  be  found  by  trial  and  error. 
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CHAPTER  VII 
STEAM 

A  knowledge  of  the  fundamentals  of  thermodynamics  is  desirable,  but 
not  essential  for  a  practical  understanding  of  the  formulas  expressing 
the  properties  of  steam.  For  equations  involving  entropy,  such  know- 
ledge is  necessary  and  is  presupposed.  Introductory  to  Chap.  XV,  a 
brief  review  of  a  few  of  the  principal  equations  will  be  given  in  this 
chapter.    It  will  also  give  a  review  of  these  principles  for  general  use. 

31.  Formation  of  Steam  under  Constant  Pressure. — When  steam  is 
"raised"  in  a  boiler  which  is  initially  partly  filled  with  comparatively 
cold  water,  heat  is  added,  and  after  a  certain  temperature  is  reached  the 
water  boils  and  steam  is  given  off.  The  pressure  rises  gradually  until 
the  desired  pressure  is  reached.  If  steam  is  now  drawn  from  the  boiler 
for  the  operation  of  a  steam  engine,  more  steam  is  formed  and  the  pres- 
sure is  maintained  as  nearly  constant  as  possible.  Then  we  may  say 
that  all  the  steam  which  is  formed  after  the  engine  begins  to  work  is 
formed  under  constant  pressure;  that  is,  every  pound  of  water  which 
ent-ers  the  boiler  at  a  certain  temperature  is  heated,  and  converted  into 
steam  at  a  constant  pressure. 

Steam  is  formed  in  this  way  for  most  of  its  practical  applications,  and 
the  heat  quantities  in  the  steam  tables  are  based  on  this  assumption. 
The  study  of  the  properties  of  steam  is  also  simplified  by  ajssimiing  its 
formation  at  constant  pressure. 

Let  a  vertical  cylinder  contain  1  lb.  of  piu'e  water  upon  which  rests  a 
frictionless  piston,  exerting  a  constant  pressm-e  p  upon  the  water.  With 
the  water  in  the  cylinder  at  initial  temperature  to,  assuming  no  leakage 
of  water,  steam  or  heat,  the  three  stages  of  steam  formation  are  as 
follows: 

1.  Heat  is  added  and  the  temperature  gradually  rises  from  to  to  some 
temperature  t  at  which  steam  begins  to  form.  This  temperature  depends 
upon  the  pre8Siu*e  exerted  by  the  piston,  and  for  every  value  of  p  there 
is  a  certain  value  of  t,  at  which,  if  more  heat  be  added,  water  will  be  con- 
verted into  steam. 

2.  Heat  is  still  added,  and  the  water  at  the  temperature  corresponding 
to  the  pressure  p,  begins  to  form  into  steam  at  the  same  temperature  and 
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under  the  constant  pressure  p.  The  movement  of  the  piston  due  to  the 
expansion  of  the  water  as  it  is  heated  from  to  to  t  during  stage  (1)  is  so 
slight  as  to  be  ncgUgible;  but  now  the  piston  rises  noticeably  due  to  in- 
crease of  volume  as  steam  is  formed,  and  continues  to  rise  until  all  the 
water  is  converted  into  steam.  The  steam  during  this  stage  is  saturated 
steam,  being  in  contact  with,  and  at  the  same  temperature  of  the  water 
from  which  it  is  formed.  At  the  end  of  the  stage,  when  all  the  wat€r  is 
converted  into  steam  it  is  called  dry  saturated  steam  and  its  volume  is 
denoted  by  s. 

3.  As  more  heat  is  added  to  this  dry  saturated  steam  the  temperature 
rises  to  some  temperature  tg  and  there  is  an  increase  of  volume  if  the  pres- 
sure remains  constant.  The  steam  is  now  superheated.  Each  degree 
rise  in  temperature  above  the  temperature  of  saturation  is  called  a  degree 
of  superheat. 

Had  the  volume  remained  constant  as  the  heat  was  added,  the  pres- 
sure would  have  risen.  This  is  called  superheating  at  constant  volume ; 
but,  as  with  the  formation  of  saturated  steam,  constant  pressure  has  the 
most  practical  application,  especially  in  power  plant  operation,  and  Ls 
assumed  in  this  book. 

When  saturated,  the  characteristics  of  steam  differ  considerably  from 
those  of  a  gas,  but  approach  them  more  nearly  as  superheating  is  increased. 

Superheated  steam  at  a  given  pressure  may  have  any  practical  tem- 
perature higher  than  that  due  to  saturation  at  that  pressure. 

32.  The  relation  of  pressure  and  temperature  in  saturated  steam 
has  been  determined  by  direct  experiment,  the  results  being  given  in 
steam  tables.  A  pressure-temperature  curve  shows  that  the  pressure 
rises  with  the  temperature  at  a  rate  which  increases  rapidly  with  in- 
crease of  temperature. 

For  water,  as  is  the  case  when  feedwater  is  being  pumped  into  a 
boiler,  the  pressure  may  be  greater  than  that  corresponding  to  its  tem- 
perature in  the  steam  tables,  but  never  less.  Should  it  be  made  less, 
some  of  the  heat  in  the  water  would  be  given  up  to  evaporate  a  portion 
of  the  water,  evaporation  continuing  until  the  temperature  was  reduced 
to  correspond  to  the  pressure.  The  heat  of  the  liquid  always  corresponds 
to  the  temperature  and  is  dependent  upon  it,  regardless  of  the  presstire. 

33.  Supply  of  Heat  in  the  Formation  of  Steam  at  Constant  Pressure. — 
The  arbitrary  zero  of  the  steam  tables  is  at  32  degrees  F.,  and  aU  heat 
quantities  are  measured  from  this  zero.  The  heat  required  to  raise  the 
temperature  of  the  water  from  32  degrees  F.  to  that  of  the  boiling 
temperature  t  is  called  the  heat  of  ilie  liquid,  end  is  expressed  by: 

A  =  c(i  -  32)  (1) 
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in  which  c  is  the  specific  heat,  which  is  nearly  unity  at  ordinary 
temperatures. 

Most  saturated  steam  is  not  entirely  dry,  the  fraction  x  of  a  given 
weight  being  steam,  the  remainder  water. 

The  heat  taken  in  as  water  is  changed  to  steam  at  constant  pressure 
is  called  the  latent  heat,  and  is  denoted  by  L.  The  total  heat  of  dry  satu- 
rated steam  is  given  by  the  formula: 

H  =h  +  L  (2) 

Let  C  denote  the  heat  content  of  steam  in  any  condition  from  water 
to  superheated  steam.     Then  wet  steam  is  expressed  by: 

C  =  h  +  xL  (3) 

The  heat  content  of  superheated  steavi  is: 

C  =  h  +  L  +  cp(ts  -  t) 

=  H  +  cp(ts  -  0  (4) 

in  which  Cp  is  the  specific  heat  at  constant  pressure. 

34.  Adiabatic  expansion  is  never  realized  in  practice,  but  is  ap- 
proached in  the  flow  of  steam  through  nozzles.  In  such  expansion  from  a 
pressure  indicated  by  subscript  1  to  a  lower  pressure  denoted  by  2,  this 
would  give: 

01    =    02  (5) 

in  which  0  is  the  entropy  of  the  steam.     The  entropy  of  wet  steam  is: 

«  =  0  +  -^  (6) 

where  T  is  the  absolute  temperature  in  degrees  F.  and  6  is  the  entropy  of 
water  above  32  degrees  F.     This  may  be  found  in  the  steam  tables,  as 

may  also  the  entropy  of  evaporation,  -^  •    If  x  is  known  for  one  pressure, 

it  may  be  found  for  the  other  by  combining  (5)  and  (6). 
The  entropy  of  superheated  steam  is: 

*^e+^  +  cp\ogE-^  (7) 

in  which  Cp  is  the  mean  specific  heat  between  Tst  the  temperature  of  the 
steam,  and  T,  the  absolute  temperature  due  to  the  pressure. 

36*  The  RanUne  Cycle* — If  Ci  and  C^  are  heat  contents  at  the  same 
entropy,  it  may  be  shown  that  for  any  initial  and  final  condition  of  the 
steam  the  efficiency  of  the  Rankine  cycle  with  complete  expansion  is 
given  by: 
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The  mean  effective  pressure  for  the  cycle  in  lb.  per  sq.  in.  is: 

Pu  =  5.4  ^i^^  (9) 

Vc  —  <r 

where  vc  is  the  volume  after  expansion,  in  cu.  ft.,  of  1  lb.  of  steam,  and 
a  is  the  volume  of  1  lb.  of  water  (=  0.017,  nearly). 
For  the  Rankine  cycle  with  incomplete  expansion: 

r       rr    1   (Pc-P2)(yc  -  <r) 

* = cT^hr^ (i«) 

where  Cc  is  the  heat  content  at  the  same  entropy  at  terminal  pressure, 
Pt  the  back  pressure  in  lb.  per  sq.  in. 

The  mean  effective  pressure  is: 

Pj,  =  5.4  ^J-ZA'  +  p^,  ^  p^  (11) 

Vc  —  <r 

36.  Flow  of  Steam. — It  may  be  shown  that  the  frictionless  flow  of 
steam  in  ft.  per  sec,  when  the  initial  velocity  is  zero,  is  expressed  by: 


V  =  yj^lV'C,  -  C, 


(12) 


If  p2  is  less  than  about  0.58pi,  it  is  found  by  experiment  that  the  jet  will 
not  retain  its  form  upon  leaving  the  nozzle,  and  a  diverging  nozzle 
must  be  used. 

37.  Effect  of  Friction  on  Steam  Flow. — If  the  fraction  y  of  the  heat 
drop  from  initial  pressure  pi  to  throat  or  exit  pressure  (either  of  which 
may  be  taken  as  P2)  is  required  to  overcome  the  surface  friction  of  the 
nozzle,  the  velocity  will  be: 

Vy  =  yj^jVa  -  yKCi  -  C2)  (13) 

The  heat  quantity  y(Ci  —  C2)  is  returned  to  the  steam,  increasing  the 
heat  content,  dryness  factor  and  entropy  at  pressure  p2.  If  Xs  is  the 
new  dryness  factor  (x2  being  that  due  to  adiabatic  expansion  to  P2), 

A2  +  XnL2  =  A2  +  a:2L2  +  y(Ci  —  0%) 
or, 

x,  =  x,  +  y^y'-^  (14) 

and, 

4>2-e,  +  ^-^'  (15) 

The  sjiecific  volume  is: 

t;2  =  <r  +  XNUt  (16) 
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Where  u  is  the  change  of  volume  from  water  to  steam. 
The  area  of  opening  required  in  sq.  in. 

144a  =  \*M<L+J^  (17) 

With  high  initial  superheat,  steam  at  the  throat  of  a  nozzle  may  still 
retain  superheat.    Then  (14)  would  be  replaced  by: 

H2  +  cp(Ts  -  7^2)  =  i/2  +  Cp{Ts  -  T2)  +  y{Ci  -  C2) 
From  which: 

T^  =  Ts  +  y^^-^'^  (18) 

Cp 

Then: 

«  =  ^  +  ^^  +  C/>log^^^^  (19) 

Tn  is  the  resulting  absolute  temperature,  Ts  the  temperature  due  to 
adiabatic  expansion,  and,  due  to  the  small  difference,  Cp  has  been  assumed 
to  be  the  same  on  both  sides  of  the  original  equation.  Such  problems 
are  easily  solved  with  entropy  table  or  chart. 

A  barely  possible  case  would  be  the  change  from  sUghtly  wet  steam  to 
superheated  steam;  then: 

A2  +  L2  +  Cp{T,f  -  T2)  =  fti  +  a:2L2  +  y(Ci  -  C2) 
and 

T„  =  T^  +  yJ^LIL^lLzMl^U^  (20) 

Cp 

The  entropy  is  given  by  (19). 

The  energy  lost  by  friction  and  returned  to  the  steam  as  heat  may  also 
be  expressed  in  terms  of  velocity;  letting  q  =  V^/Vy  the  ratio  of  actual 
to  theoretical  velocity: 

Heat  returned  =  ~{V^  -  V^^)  =  -^^-^'^  (21) 

This  may  replace  y{Ci  —  d)  in  (14),  (18),  and  (20),  making  general 
equations  for  any  passages  when  velocity  decrease  due  to  friction  is 
known  or  assumed. 
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ECONOMY 

Notation. 

P  =  pressure  in  lb.  per  sq.  in. 
V  =  volume  of  steam  in  cu.  ft.  per  lb. 
a  =  volume  of  water  in  cu.  ft.  per  lb. 
C  =  heat  content  in  B.t.u.  per  lb.  above  32  degrees  F.,  of  steam  of 

any  condition. 
h  =  heat  in  the  water  in  B.t.u.  per  lb.  above  32  degrees  F. 
w  =  actual  steam  consumption  per  horsepower  per  hour,  usually, 

but  not  necessarily  in  terms  of  i.h.p. 
Wr  =  theoretical  steam  consumption  for  the  Rankine  cycle  per  horse- 
power-hour. 
e  =  actual  thermal  efficiency. 

Cb  =  thermal  efficiency  at  brake,  or  economic  efficiency  =  e^e. 
Cm  =  mechanical  efficiency  (see  Chap.  X). 
F  =  heat  factor,  or  ratio  of  actual  to  theoretical  efficiency. 
38.  The  Steam  Plant — Formulas  generally  used  for  expressing  the 
thermal  efficiency  of  the  steam  engine  or  turbine  are: 

42.42  ... 

B.t.u.  per  h.p.  per  mm. 

e  = ^^^ (2) 

B.t.u.  per  h.p.  per  hr. 

Both  forms  are  used  by  different  writers,  the  second  being  that  given 
in  the  Rules  for  Conducting  Steam  Engine  Tests  by  the  A.S.M.E.,  with 
the  exception  that  the  constant  given  is  2546.5.  As  the  sUde  rule  is 
usually  accurate  enough  for  such  work  the  simpler  and  more  usual  con- 
stant will  be  used  in  this  book. 

Though  (1)  and  (2)  are  simple  expressions,  they  permit  of  several 
interpretations.  If  the  object  of  a  test  is  to  determine  the  economy  of 
the  complete  power  plant,  the  heat  suppUed  to  all  the  auxiliaries  must  be 
added  to  that  supplied  to  the  engine  or  tiu-bine.  The  total  heat  supplied 
for  power  purposes  is  the  difference  between  the  heat  content  of  all  steam 
used  by  engines  and  auxiliaries,  the  pressure  and  quaUty  being  measured 
near  their  respective  throttle  valves;  and  the  heat  content  of  all  feed 
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water  measured  near  the  boilers,  provided  that  steam  for  heating  or 
industrial  processes  is  not  taken  from  the  same  boilers.  In  this  case, 
equivalent  water  at  raw  water  temperature  should  be  deducted  from  the 
total  feed  water. 

The  determinat  on  of  heat  quantities  and  the  apparatus  employrni  are 
fully  discussed  in  treatises  on  mechanical  laboratory  methods  and  in  Rules 
for  Conducting  Steam  Engine  Tests,  Report  of  Power  Test  Committee, 
Trans.  A.S.M.E.,  vol.  37.  When  all  heat  quantities  are  obtained,  the 
efficiency  may  be  obtained  by  (2). 

39.  The  Prime  Mover. — For  the  engine  or  turbine  designer  the 
economy  of  the  engine,  independent  of  its  auxiliaries,  is  perhaps  of  the 
most  importance.  The  steam  consumed  by  the  engine  alone  is  then  con- 
sidered, and  as  the  condensed  exhaust  steam  is  available  for  feed-water 
whether  so  applied  or  not,  it  is  assumed  that  the  temperature  of  the  feed- 
water  before  heating  is  that  corresponding  to  the  back  pressure.  Then 
the  heat  delivered  to  the  engine  per  lb.  of  steam  is: 

Ci  —  hi 

and  if  lu  is  the  steam  consumption  (also  called  water  rate)  in  lb.  per  horse- 
power-hour, the  B.t.u.  per  horsepower-hour  for  the  engine  will  be: 

w{Ci  —  A2). 

Should  there  be  steam  jackets  or  a  reheating  receiver,  the  heat  supplied 
to  these  should  be  added,  as  they  directly  affect  the  cylinder  efficiency. 
As  the  condensed  steam  from  jacket  and  receiver  is  available  for  feed- 
water  at  the  pressure  of  supply,  which  is  usually  that  of  the  initial  cylinder 
pressure,  ht  =  hi.  If  Wi  is  the  weight  of  steam  supplied  to  jacket  or  re- 
ceiver, or  both,  the  heat  will  be: 

Wi{Ci  -  hi). 

Then  the  total  B.t.u.  per  horsepower-hour  will  be: 

w{C\  —  hi)  +  Wi(Ci  —  hi). 
The  efficiency  will  be: 

w{Ci  -  hi)  +  Wr{Ci  -  Ai)  ^""^ 

As  steam  jackets  are  not  very  commonly  used,  and  their  use  is  decreas- 
ing with  the  use  of  superheated  steam,  they  may  ordinarily  be  neglected. 
Then  (3)  becomes: 

w{Ci  —  hi) 

The  water  rate  of  Rankine's  cycle  for  complete  expansion  is: 

2545  ,.. 

Wr  =  p    _  -p-  (5) 
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And  for  incomplete  expansion: 

zo4o  *^v 

Wr---  --(p7-p,)(,^-^)  C6J 

CI-C0  +  — — 5-^ 

The  subscript  c  refers  to  terminal  pressure. 

Formula  (5)  is  useful  in  steam-turbine  design. 

40.  I.H.P.  or  B.H.P. — For  an  intelligent  conception  of  thermal 
efficiency  and  economy  the  term  horsepower  must  be  defined.  This  is 
commonly  taken  as  i.h.p.  or  as  b.h.p.     Then  (2)  may  be  written: 

B.t.u.  per  i.h.p.-hr. 
or: 

e  =  2545 

B.t.u.  per  b.h.p.-hr. 

Formula  (7)  is  conunonly  appUed  to  steam  engines,  but  (8),  sometimes 
called  the  thermal  efficiency  at  brake,  or  economic  efficiency,  is  a  more 
correct  measure  of  economical  performance  for  any  heat  engine.  For 
engines  of  the  same  type,  when  the  mechanical  efficiency  is  about  the 
same  for  the  usual  or  rated  load,  (7)  gives  a  fair  measure  for  comparison, 
but  for  widely  varying  types,  or  where  the  ratio  of  maximum  to  mean 
pressure  differs  greatly,  the  only  true  measure  of  economy  must  include 
the  friction  of  the  engine. 

There  is  no  indicated  horsepower  for  the  steam  turbine,  although  by 
assuming  mechanical  efficiency  the  so-called  turbine  horsepower  is  some- 
times calculated. 

For  any  type  of  prime  mover  driving  electrical  machinery  the  term 
electrical  horsepower  (e.h.p.  =  1.34  X  kilowatts)  is  used.  This  allows 
for  the  combined  friction  of  engine  and  generator.  Economy  may  then 
be  expressed  in  B.t.u.  per  e.h.p.-hr. 

The  most  common  method  of  expressing  economy  of  steam  engines  is 
in  lb.  of  water  per  i.h.p.-,  or  per  kw.-hr.  This  may  be  used  for  the  com- 
parison of  simple  noncondensing  engines  using  saturated  steam,  but  is 
generally  unsatisfactory  and  is  being  replaced  by  the  heat-unit  method. 
To  show  the  discrepancy  of  basing  economy  upon  water  rate  alone,  as- 
sume engine  A  working  with  140  lb.  ateolute  pressure  and  exhausting  to 
atmosphere  with  a  steam  consumption  of  20  lb.  per  i.h.p.-hr.;  while 
engine  B,  with  a  steam  pressure  of  165  lb.  absolute  and  2  lb.  absolute 
back  pressure  uses  12  lb.  Assuming  initially  dry  saturated  steam  in 
both  cases,  the  B.t.u.  per  h.p.-hr.  for  A  is: 

20  X(1188  -  180)  =  20,160 
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and  for  B: 

12  X(1193  -94)  =  13,188. 

The  ratio  of  steam  consumption  of  A  to  that  of  S  is: 


and  of  heat  consumption: 


20'1«>  =  1.53 


13,188 

which  is  nearly  14  per  cent.  less. 

41.  The  Heat  Factor. — It  is  obvious  from  the  T<t>  diagram,  that  if 
the  thermal  efficiency  of  the  Carnot  cycle  were  to  equal  imity  the  tem- 
perature of  exhaust  would  be  zero  absolute.  There  are  natural  Umits 
which  make  this  physically  impossible,  and'  even  with  the  best  of  our 
heat  engines  cause  the  efficiency  to  appear  pitiably  small.  As  the  greater 
part  of  this  seeming  deficiency  is  not  attributable  to  faulty  design  or 
construction,  it  is  fair  to  take  as  a  standard  of  comparison  a  cycle  which 
is  as  near  perfection  as  these  natural  Umits  will  allow.  This  standard  is 
usually  the  Rankine  cycle  with  complete  expansion.  The  discarding 
of  adiabatic  compression  is  perhaps  not  necessitated  by  natural  physical 
conditions,  but  there  is  sufficient  practical  difficulty  attending  its  at- 
tempted appUcation  to  warrant  its  rejection. 

The  Bankine  cycle  with  incomplete  expansion  is  sometimes  taken  as  a 
standard  when  the  terminal  pressure  of  the  actual  engine  is  known. 
This  seems  like  a  reasonable  practice  when  it  is  remembered  that  both 
capacity  and  economy  demand  a  certain  amount  of  terminal  drop; 
moreover,  it  is  the  true  measure  of  cylinder  efficiency. 

Denoting  the  efficiency  of  the  Rankine  cycle  by  €r,  the  ratio  of  effi- 
ciencies, variously  known  as  the  Rankine  cycle  ratio,  efficiency  ratio, 
and  heat  factor  (the  last  term  being  used  in  this  book),  is: 

F  =  -^  =  ^  (9) 

ea        w 

In  applying  (9)  it  is  customary  to  take  e  as  the  indicated  thermal 
efficiency,  and  in  transferring  an  indicator  diagram  to  the  T<f>  diagram 
(see  Berry's  Temperature-entropy  Diagrams)  it  is  necessarily  so  assumed, 
but  there  is  no  reason  in  practical  work  why  e  should  not  be  based  upon 
net  work  performed,  or  b.h.p.,  for  steam  engines  as  well  as  for  internal- 
combustion  engines.    Practical  values  of  F  range  from  0.5  to  0.75. 

Cycle  design  consists  in  selecting  values  of  initial  pressure,  superheat, 
vacuum  and  ratio  of  expansion  which  will  give  the  highest  cycle 
effidency  while  remaining   within   commercially  practical  limits.     In 
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designing  the  engine,  proper  values  of  piston  speed,  rotative  speed  and 
cylinder  dimensions  must  be  selected  and  all  details  so  carefully  pro- 
portioned that  both  the  indicated  and  brake  efficiencies  of  the  engine 
shall  approach  as  nearly  as  possible  the  efficiency  of  the  theoretical 
cycle.  A  high  cycle  efficiency  combined  with  a  high  heat  factor  insures 
an  economical  engine,  as  the  product  of  the  two  equals  the  thermal 
efficiency,  which  after  all,  though  uncomplimentary,  is  the  absolute 
measure  of  economy  when  based  upon  the  brake  horsepower.  This 
statement  will  no  doubt  be  challenged,  as  it  disregards  interest  on  invest- 
ment, depreciation  and  other  fixed  charges.  Exception  must  of  course  be 
made  for  temporary  installations,  and  when  the  fuel  is  all  refuse,  as  from 
wood-working  machinery,  there  being  often  a  surplus  to  dispose  of.  In 
this  case  the  engine  should  be  of  the  simplest  type.  However,  in  general, 
true  economy  must  always  tend  toward  the  conservation  of  those  natural 
resources  which  are  in  greatest  danger  of  depletion;  from  this  viewpoint, 
thermal  efficiency  will  be  the  criterion  of  economy. 

In  the  efficiency  of  the  Rankine  cycle  the  feed-water  temperature  is 
assumed  as  that  due  to  exhaust  pressure.  The  cycle  for  a  noncondensing 
plant  in  which  the  feed-water  temperature  is  lower  than  that  of  the 
exhaust  steam,  should  only  be  applied  as  the  ideal  cycle  when  the  boiler 
plant  is  included,  as  the  temperature  of  the  feed  water  has  no  influence 
on  the  economy  of  the  engine.  Then,  neglecting  the  steam  jacket  or 
reheating  receiver,  the  heat  factor  is: 

For  complete  expansion: 

^  ^e^^  w{Ci  -  C2)  ^^^^ 

For  incomplete  expansion: 

[C,  -C,  + g-^ J 


W 


The  heat  factor  for  complete  expansion  is  especially  useful  in  steam- 
turbine  design,  the  steam  consumption  being  reduced  to  turbine  horse- 
power. 

From  what  has  preceded  it  is  clear  that  in  reporting  economy  or  effi- 
ciency it  must  be  plainly  stated  whether  or  not  the  auxiliaries  are  included, 
and  whether  it  is  based  upon  i.h.p,  or  b.h.p.  In  comparing  engines  oper- 
ating under  different  conditions,  as  condensing  with  noncondensing,  or 
those  using  superheat  with  those  using  saturated  steam,  the  heat  con- 
sumption of  auxiliaries  required  for  any  given  mode  of  operation  should 
properly  be  included.  This  may  be  found  in  the  same  manner  as  for  the 
main  engine. 


ECONOMY  75 

Should  a  portion  of  the  exhaust  orreceiversteam  beutiUzed  for  heating 
or  industrial  purposes,  its  total  heat  content  may  be  deducted  from  that 
charged  to  engine  and  auxiliaries  on  the  groimd  that  this  steam  must 
otherwise  have  been  furnished  by  the  boiler.  Should  all  of  the  exhaust 
steam  be  so  utilized  the  thermal  efficiency  would  then  equal  the  heat 
factor. 

On  the  other  hand  it  may  be  argued  that  the  manufacturing  plant 
is  utilizing  waste  heat  from  the  engine.  At  any  rate,  such  an  arrange- 
ment fosters  economy  and  is  often  a  deciding  factor  in  favor  of  the 
steam  engine. 

Should  all  of  the  exhaust  steam  be  required,  a  simple  type  of  engine 
with  small  ratio  of  expansion  could  be  employed.  This  would  deliver  a 
greater  weight  of  dryer  steam  and  possess  numerous  practical  advantages 
if  large  overload  capacity  were  not  required.  The  heat  factor  based  upon 
the  Rankine  cycle  with  incomplete  expansion  would  probably  be  greater, 
and  this  is  the  measure  of  economy  for  an  engine  working  under  these 
conditions.  Cylinder  condensation  and  radiation  losses  should  be  reduced 
to  a  minimum,  and  the  maximum  amount  of  heat  should  pass  out  with 
the  exhaust.  Such  an  engine  would  be  wasteful  only  upon  condition  that 
the  exhaust  steam  were  wasted.  In  some  cases  even  the  use  of  super- 
heated steam  would  be  well-advised,  should  this  provide  the  maximum 
heat  content  with  a  minimum  of  fuel  consumption. 

Theoretically,  the  heat  consumption  of  auxiliaries  is  an  insignificant 
fraction  of  that  required  by  the  main  engines,  but  may  practically  exert 
considerable  influence  upon  plant  economy.  The  use  of  uneconomical 
auxiliaries  is  never  justified  except  in  refuse-bmning  plants,  even  though 
all  of  their  exhaust  steam  is  required  for  heating  feed  water. 

With  the  expection  of  that  which  refers  specifically  to  the  steam  engine, 
the  preceding  paragraphs  of  this  chapter  apply  as  well  to  the  steam 
turbine,  remembering  that  expansion  should  always  be  complete  in  the 
turbine. 

49L  Internal  Combustion  Engines. — ^A  common  method  of  expressing 
the  economy  of  gas-  and  oil  engines  is  in  cu.  ft.  of  gas  or  lb.  of  oil  per  i.h.p.- 
or  per  b.h.p.-hr.  For  producer-gas  engines  lb.  of  coal  per  h.p.-hr.  is 
usually  given  in  stating  engine  performance.  This  practice  is  useful 
only  in  comparing  engines  using  the  same  fuel,  but  if  the  heating  value  of 
the  fuel  is  known  the  B.t.u.  per  h.p.-hr.  may  be  found.  If  the  fuel  is 
gas  the  heating  value  of  the  gas  must  be  based  upon  the  temperature  of 
the  gas  as  it  passes  through  the  meter,  or  both  volume  and  heating  value 
be  reduced  to  some  standard  temperature. 

In  the  A.S.M.E.  Code  the  higher  heating  value  of  the  fuel  is  used  as  a 
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basis  for  computing  the  heat  charged  to  the  engine,  while  the  Vereines 
Deutscher  Ingenieure  employs  the  lower  heating  value.  In  view  of  this 
difference  of  opinion,  even  among  American  engineers,  all  test  reports 
should  stat€  whether  the  high  or  low  value  is  used.  The  use  of  the  lower 
value  may  be  justified  upon  similar  ground  that  the  heat  factor  of  the 
steam  engine  is  based  upon  the  Rankine  rather  than  the  Camot  cycle, 
in  that  the  lowering  of  the  exhaust  temperature  to  a  point  where  the  latent 
heat  of  the  water  vapor  is  available  is  a  physical  impossibility.  On  the 
other  hand,  as  opinions  are  at  variance  concerning  the  proper  deduction 
to  be  made  in  determining  the  lower  heating  value,  greater  uniformity 
may  be  obtained  by  the  use  of  the  higher  value  until  there  is  a  more  general 
agreement  in  the  determination  of  the  lower  value,  which,  after  all,  must 
be  more  or  less  arbitrary. 

The  heating  value  being  determined,  the  heat  consiunption  will  be: 

^  ^  11  Lb.  fuel  per  hr.  X  heating  value  per  lb.     ,^^. 

B.t.u.  per  h.p.-hr.  = r (12) 

horsepower 

or: 

^  ^  11  Cu.  ft.  fuel  per  hr.  X  heating  value  r)er  cu.  ft.    ,^  „x 

B.t.u.  per  h.p.-hr.  = —  r ^ (13) 

'^        '^  horsepower 

Then,  as  with  steam  engines  and  turbines,  the  thermal  efiiciency  is: 

2545 .^^. 

B.t.u.  per  h.p.-hr. 

Either  indicated-  or  brake  horsepower  may  be  taken  in  (12)  to  (14),  b.h.p. 
being  the  more  correct,  as  explained  already.  Both  values  are  sometimes 
given  in  test  reports.  In  this  connection  it  must  be  remembered  that 
indicator  diagrams  are  not  obtainable  from  engines  with  very  high  speed, 
and  that  a  brake  test  of  very  large  engines  is  not  always  feasible. 

43.  Efficiency  Ratio  of  Internal-combustion  Engines. — ^Actual  effi- 
ciency, either  indicated-  or  brake-  may  be  compared  with  the  theoretical 
cycle  efficiency.  This  is  given  by  (11)  and  (17),  Chap.  VI,  for  constant- 
volume  and  constant-pressure  cycles  respectively.  In  these  formulas  it 
is  usual  to  assume  air  as  the  working  substance,  with  the  corresponding 
value  of  the  ratio  of  specific  heats.  The  ratio  for  gas  mixture  theoreti- 
cally required  for  complete  combustion  is  sUghtly  different.  The  ratio 
of  actual  to  theoretical  efficiency  may  be  called  the  heat  factor  as  with 
steam  cycles.  It  is  not  used  for  design  as  with  steam  turbines  nor  is  it 
commonly  given  in  reporting  tests  as  with  steam  engines  and  turbines. 
This  may  in  part  be  due  to  lack  of  uniformity  in  assuming  conditions  for 
the  theoretical  cycle,  a  difficulty  not  experienced  with  the  ideal  steam 
cycle. 

44.  Comparative  Economy. — ^Any  extensive  collection  of  test  data,  or 
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an  elaborate  discussion  of  the  relative  economy  of  the  different  heat 
engines  is  not  within  the  scope  of  this  book.  While  a  great  many  tests 
have  been  recorded  which  include  about  every  form  of  heat  engine  over  a 
wide  range  of  power,  the  results  for  any  given  class  vary  considerably 
among  themselves,  and  the  reduction  of  all  conditions  to  an  absolute 
standard  by  which  the  different  classes  may  be  compared  with  perfect 
fairness  is  nearly  impossible.  Best  efficiencies  differ  to  a  considerable 
extent  from  the  average  in  all  types,  and  tables  may  easily  be  compiled 
exhibiting  the  excellence  of  a  favorite  type  to  the  disparagement  of  its 
rival. 

It  may  be  said  for  the  steam  engine  and  the  steam  turbine,  that  imder 
practically  the  same  working  conditions  for  machines  of  the  same  grade 
and  power,  their  maximum  thermal  efficiencies  are  the  same,  and  the 
selection  of  one  or  the  other  must  be  governed  by  other  conditions  for 
which  one  may  be  better  adapted  than  the  other. 

The  internal-combustion  engine  undoubtedly  has  a  higher  maximum 
thermal  efficiency  than  steam  machines.  There  is  less  difference  in  the 
efficiencies  of  large  and  small  powers  than  in  steam  engines  and  turbines, 
giving  the  advantage  to  the  internal-combustion  engine  for  small  and 
intermediate  powers. 

Some  data  of  heat-engine  performance  are  given  in  Chaps.  Ill  to  V. 
Economy  under  changing  loads  is  also  considered  in  Chaps.  XII  to  XV. 

Fuel  economy  is  not  the  only  factor  in  the  selection  of  an  engine.  In- 
terest on  investment,  rental,  depreciation  and  other  items  having  a  purely 
financial  bearing  are  sometimes  opposed  to  the  highest  fuel  economy  and 
govern  the  selection,  not  only  of  the  type,  but  the  grade  of  engine  within 
that  type.  This  condition  will  probably  continue  until  there  is  a  more 
acute  public  conscience,  or  a  new  era  of  economic  conditions  forces  upon 
us  a  more  careful  consideration  of  the  fuel  question. 


CHAPTER  IX 
CYLINDER  EFFICIENCT 

46.  Cylinder  efficiency  implies  losses  due  in  some  manner  to  the  cylin- 
der, and  suggests  practice  as  opposed  to  theory.  But  all  practice  has  its 
theory  even  though  it  be  unrecognized;  or,  due  to  its  complexity  we  are 
unable  to  follow  it  through  its  various  ramifications.  All  theory  is  not 
so  simple,  or  so  easily  checked  by  experiment  as  that  deaUng  with  the 
effect  of  heat  upon  gases  and  vapors;  and  while  the  passage  of  heat 
through  metal  and  other  substances  has  been  theorized  and  experimented 
upon,  the  effect  of  the  metal  walls  of  a  cylinder  upon  a  vapor  or  gas  which 
is  going  through  a  certain  cycle  within  it  involving  changes  of  pressing 
and  temperature;  and  with  the  duration  of  this  cycle  varying  from  two 
seconds  to  less  than  one-tenth  of  a  second;  is  indeed  difficult  to  analyze. 

Considering  the  conductivity  of  the  working  substance  and  of  the 
metal  of  the  cylinder,  and  the  fact  that  the  cylinder  is  jacketed  with  some 
heat-resisting  material,  steam  or  water;  also  the  impossibility  of  in- 
stantaneous temperature  measurements,  and  the  general  im-get^t- 
able-ness  of  the  whole  thing  for  reliable  observations;  about  the  best 
we  can  do  is  to  cover  the  entire  effect  with  the  heat  factor,  diagram  fabtor, 
or  the  thermal  efficiency  found  from  tests. 

It  seems  worth  while,  however,  by  the  application  of  simple  laws  to 
various  phases  of  engine  construction  and  operation,  to  study  the  ques- 
tion of  cylinder  losses  with  a  view  to  reducing  them. 

46.  The  Steam  Engine  Cylinder. — A  comparison  of  the  actual  with  the 
theoretical  steam  consumption  of  a  steam  engine  shows  that  much  more 
steam  enters  the  cylinder  than  is  required  to  do  the  work,  therefore  some 
of  it  must  be  condensed  in  its  passage  through  the  cyUnder. 

Initial  Condensation. — Scientific  investigations,  notably  those  of  Him, 
of  the  behavior  of  saturated  steam  in  an  engine  cyUnder,  have  established 
the  fact  that  nearly  all  of  the  condensation  occurs  as  the  steam  enters 
the  cyUnder,  the  heat  being  withdrawn  by  the  walls  which  are  at  a 
temperature  much  below  that  of  the  steam.  This  is  known  as  iniHal 
condensation,  and  continues  up  to  the  point  of  cut-off. 

Condensation  and  Re-evaporation, — This  term  really  includes  initial 
condensation,  but  it  will  be  discussed  here  in  its  relation  to  the  remainder 
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of  the  cycle,  beginning  at  cut-off.  Condensation  continues,  partly  due 
to  the  cooling  effect  of  the  cylinder  walls,  and  partly  to  the  conversion 
of  heat  into  work  which  would  occur  if  expansion  were  adiabatic.  This 
double  condensation  causes  the  expansion  curve  to  fall  below  the  adia- 
batic for  a  ways  as  may  be  seen  in  Fig.  54. 

The  transfer  of  heat  since  the  beginning  of  the  stroke  has  raised  the 
temperature  of  the  cylinder  walls,  so  that  the  temperature  of  the  steam 
as  it  expands  eventually  reaches  a  point  below  that  of  the  walls.  As  heat 
must  always  flow  from  a  higher  to  a 
lower  temperature,  the  steam  now 
begins  to  receive  heat  from  the  cyl- 
inder walls.  This  begins  to  check 
further  condensation  and  in  some 
cases  will  re-evaporate  condensed 
steam  to  such  an  extent  that  the 
steam  is  dryer  at  the  end  of  expansion 
than  at  cut-off.  This  has  the  effect 
of   raising  the  expansion  Une  above  Fig.  54. 

the  adiabatic  as  shown  in  Fig.  54. 

As  the  exhaust  valve  opens,  the  drop  in  pressure  due  to  free  expansion 
causes  further  drying.  The  cylinder  walls  continue  to  give  up  heat  to 
the  steam  during  the  exhaust  stroke  until  the  closure  of  the  exhaust 
valve. 

Compression  and  Clearance, — The  cyUnder  walls  at  this  end  of  the 
cylinder  are  now  at  their  minimum  temperature,  and  the  steam  enclosed 
in  the  clearance  space  is  usually  assumed  to  be  dry.    Some  experiments, 
however,  indicate  that  clearance  steam  is  not  free  from  moisture  at  the 
beginning  of  compression;  this  is  probably  true  of  small  engines,  with 
which  most  of  the  compression  experiments  were  made.     Completing 
the  stroke  compresses  the  steam,  raising  its  pressure  and  temperature. 
Rankine's  cycle  with  clearance  shows  that  if  compression  raises  the 
pressure  in  a  nonconducting  cylinder,  so  that  it  equals  the  initial  pressure, 
and  if  expansion  is  complete,  clearance  does  not  effect  the  steam  consump- 
tion; but  expansion  is  not  complete  in  practice,  and  clearance  influences 
the  ratio  of  expansion  considerably,  the  effect  varying  with  changing 
cut-off.    The  effect  of  clearance  and  compression  is  also  dependent 
upon  other  factors. 

The  whole  effect  of  condensation  and  re-evaporation  so  far  has  been  to 
cool  the  cylinder  walls,  so  that  the  incoming  steam  for  the  next  cycle  will 
give  up  part  of  its  heat  by  condensation.  Re-evaporation  during  the 
latter  part  of  the  stroke  increases  the  work  done  slightly,  but  is  equivalent 
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to  heat  added  at  a  temperature  less  than  the  maximum  and  is  therefore 
inefficient.  Assuming  no  compression,  and  that  the  exhaust  valve  closes 
at  the  end  of  the  stroke  enclosing  dry  steam  in  the  clearance  space,  initial 
condensation  will  be  due  to  the  comparatively  cool  walls  at  the  next 
admission  of  steam. 

It  is  probable  that  during  engine  operation,  the  inside  surface  of  the 
cyUnder  walls  never  reaches  a  temperature  as  high  as  that  of  the  incoming 
steam,  or  as  low  as  that  of  the  exhaust  steam,  so  that  with  a  small  amount 
of  compression  the  temperature  of  the  steam  in  the  clearance  space  will 
not  be  as  high  as  the  cyUnder-wall  temperature;  there  will  then  be  no 

further  loss  of  heat,  and  the  clearance 
steam  may  be  sUghtly  superheated. 
This  condition,  with  the  saving  of  the 
clearance  steam,  is  conducive  to 
economy, 
j^^  gg  On  the  other  hand,  a  higher  com- 

pression may  raise  the  temperature  of 
the  steam  above  that  of  the  walls,  and  the  siuf ace  of  the  walls  being  large 
in  proportion  to  the  weight  of  steam  in  contact  with  them  will  cause  the 
steam  to  condense,  lowering  the  pressure  as  shown  in  Fig.  55. 

It  is  well  known  that  the  presence  of  water  will  cause  steam  to  condense 
much  more  rapidly  than  contact  with  metal  of  the  same  temperature; 
therefore  if  compression  causes  condensation,  initial  condensation  for 
the  next  cycle  will  be  increased. 

There  has  been  much  discussion  about  compression  and  some  note- 
worthy exp)eriments,  the  range  of  which,  however,  has  not  been 
comprehensive  enough  to  formulate  any  rules  governing  the  selection 
of  compression  pressures.  Mr.  Robert  R.  Fisher  in  Power ^  July  29th, 
1913,  gives  the  results  of  tests  on  a  10  by  30  in.  simple,  noncondensing 
Corliss  engine,  which  showed  that  up  to  about  45  per  cent,  of  the  absolute 
initial  pressure,  compression  was  beneficial  to  economy.  The  effect  of 
speed  will  be  considered  presently. 

It  has  been  shown  by  certain  recent  experiments  that  the  percentage  of 
clearance  volume  has  Uttle  effect  on  economy.  The  large  clearance, 
usually  considered  so  wasteful,  holds  a  larger  weight  of  steam  propor- 
tionate to  the  cooUng  surface  of  the  walls  in  a  well-designed  cylinder, 
tending  to  reduce  initial  condensation.  An  earlier  compression  is  also 
necessary  to  get  a  given  cushion  effect;  this  encloses  a  greater  weight  of 
steam  which  better  resists  condensation  as  the  compression  temperature 
rises  above  that  of  the  walls.  The  influence  of  clearance  in  reducing 
relative  cooling  surface  is  more  noticeable  at  short  cut-off,  as  may  be  seen 
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in  Formula  1,  Par.  47.  The  effect  of  clearance  and  compression  and  their 
relation  to  cut-ofif  in  connection  with  theoretical  steam  consumption  is 
discussed  in  Chap.  XII,  Par.  62. 

The  cycle  just  completed  in  a  rather  roundabout  way  was  for  one  end  of 
a  cylinder  and  applies  to  a  single-acting  engine.  Most  steam  engines  are 
double-acting,  the  inlet  and  expansion  stroke  for  one  end  being  simul- 
taneous with  the  exhaust  stroke  for  the  other  end,  thus  compUcating 
things.  From  a  consideration  of  the  foregoing,  it  is  obvious  that  the 
quantitative  prediction  of  results  by  any  mathematical  theory  however 
complex  and  apparently  complete,  is  futile  beyond  any  peradventure. 

Hims  analysis,  and  later  the  temperature-entropy  diagram  have  been 
used  to  study  the  effect  of  cyUnder  walls  on  saturated  steam,  and  these 
may  be  foimd  in  works  on  thermodynamics  and  the  tem()erature- 
entropy  diagram. 

47.  Factors  Affecting  Cylinder  Condensation. — These  include  practir 
cally  everything  that  must  be  considered  in  the  design  of  an  engine  of  a 
given  power,  and  with  few  exceptions  enter  into  the  design  of  all  steam 
engines.  These  exceptions  involve  sp)ecial  construction  or  some  special 
application  of  heat  with  the  express  purpose  of  improving  economy. 


Factors  affecting  cyl- 
inder  condensation  < 


Ck>mmonto  * 
all  engines 


Special 


Speed. 

Size  of.  cylinder. 

Design  of  cylinder. 

Range  of  pressure  and  temperature. 

I  Ratio  of  expansion. 
Steam  jacket. 
Compounding. 
Superheated  steam. 


Speed. — Tests  of  a  given  engine  run  at  different  speeds  have  shown  that 
better  economy  is  obtained  at  the  higher  speeds.  At  high  speed  there  is 
less  time  for  heat  interchange  between  the  cylinder  walls  and  the  steam, 
and  the  minimum  temperature  is  probably  never  so  low. 

While  speed  is  a  factor  which  must  usually  be  considered  in  the  design 
of  the  engine,  the  economy  of  existing  engines  may  sometimes  be  im- 
proved by  increasing  the  speed  if  the  design  of  the  engine  will  permit  of 
the  resulting  increase  of  stress,  and  the  necessary  reduction  of  the  m.e.p. 
to  maintain  the  same  power  does  not  necessitate  too  short  a  cut-off,  the 
effect  of  which  will  be  explained  presently.  If  the  engine  is  belted  to  a 
jack  shaft,  the  pulley  on  this  shaft  must  be  increased  in  diameter  in  the 
same  ratio  that  the  engine  speed  is  increased,  to  retain  the  same  speed  of 
jack  abaft.    Should  the  increased  speed  cause  a  greater  velocity  of  the 
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fly-wheel  rim  than  is  permissible — about  1  mile  per  minute — a  smaller 
fly-wheel  must  be  used,  retaining  the  original  jack-shaft  pulley.  The 
diameter  of  the  new  wheel  must  be  such  that  the  product  of  the  diameter 
and  r.p.m.  will  be  the  same  as  before  the  speed  change. 

Speed  change  is  sometimes  limited  by  the  area  of  ports  or  steam  pas- 
sages, which  if  too  small  may  cause  excessive  wire-drawing  and  offset  any 
gain  due  to  increase  of  speed. 

It  is  maintained  by  some  engine  builders  that  piston  speed  has  a  greater 
influence  on  economy  than  rotative  speed,  and  it  may  be  that  the  recent 
practice  of  higher  piston  speed  is  not  all  attributable  to  the  demand  for 
increased  capacity.  This  will  be  further  mentioned  under  cylinder 
design. 

Size  of  Cylinder. — For  cylinders  of  similar  form  the  volume  varies 
directly  as  the  cube  of  the  diameter,  while  the  surface  varies  as  the  square 
of  the  diameter;  this  may  be  seen  in  Table  2.  Therefore,  there  is  less 
cooling  surface  per  unit  volume  of  steam  in  large  cylinders  than  in  small, 
and  consequently  less  relative  condensation  in  a  given  time.  This  in 
part  accounts  for  the  superior  economy  usually  realized  in  large  engines 
even  though  the  rotative  speed  is  low.  The  piston  speed,  however,  is 
usually  fairly  high,  which  goes  to  support  the  suggestion  in  the  preceding 
paragraph ;  there  have  also  been  exceptional  records  made  by  large  engines 
when  the  piston  speed  was  unusually  low. 

For  a  given  power  requirement  there  is  apt  to  be  a  conflict  between  high 
piston  speed  and  the  large  unit  idea,  especially  when  the  nature  of  the  ser- 
vice fixes  the  number  of  units.  A  compromise  will  usually  be  effected, 
governed  mostly  by  financial  considerations. 

Design  of  Cylinder. — This  includes  the  clearance  volume,  ratio  of 
stroke  to  diameter  of  cylinder,  and  the  jacket  or  covering.  With  the 
exception  of  special  designs,  such  as  the  uniflow  engine,  it  is  probably  safe 
to  state  that  the  clearance  volume  should  be  kept  as  small  as  possible. 
This  depends  upon  the  clearance  distance  between  piston  and  cylinder 
heads,  the  type  of  valves  used  and  the  general  arrangement  of  steam 
chest  and  ports,  which  must  all  be  carefully  worked  out  on  the  drawing 
board. 

The  ratio  of  stroke  to  cylinder  diameter  is  probably  more  often  deter- 
mined from  general  considerations  of  design  and  construction  than  from 
the  standpoint  of  economy.  A  large  ratio,  or  relatively  long  stroke  gives 
a  smaller  relative  amount  of  cooling  surface  for  the  same  cut-off  and  cylin- 
der diameter,  as  may  be  seen  from  Table  2,  and  permits  of  a  greater 
piston  speed  when  the  rotative  speed  is  limited  as  in  large  pumping 
engines,  or  is  fixed  by  direct  connection  to  electrical  machinery.     It 
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also  reduces  the  percentage  of  clearance  volume  for  the  same  piston  speed 
and  diameter  of  cylinder,  the  design  of  the  ports  being  the  same  for  a 
given  piston  speed. 

For  engines  of  the  same  power  and  rotative  speed  a  long  stroke  makes 
possible  a  greater  piston  speed  as  just  stated,  but  a  smaller  cyUnder,  the 
latter  requiring  engine  parts  of  smaller  cross-sectional  area;  and  although 
the  long  stroke  necessitates  a  longer  engine,  the  smaller  diameter  of 
pins  and  bearings,  and  the  lighter  parts,  will  reduce  the  friction  and  in- 
crease the  mechanical  efficiency. 

The  relation  between  power,  cylinder  diameter,  rotative  and  piston 
speed,  may  be  readily  seen  in  the  equations  of  Chap.  XII,  from  which  a  bet- 
ter understanding  may  be  obtained  of  the  preceding  discussion.  From 
these  equations  it  is  apparent  that  for  an  engine  of  a  given  power,  assum- 
ing the  m.e.p.  to  be  the  same  in  any  case,  a  high  piston  speed  either  means 
a  high  rotative  speed  or  a  large  ratio  of  stroke  to  cylinder  diameter;  or 
that  both  rotative  speed  and  ratio  may  be  greater  than  with  a  lower 
piston  speed.  Although  the  relative  importance  of  these  two  factors 
may  not  be  definitely  stated,  they  are  both  conducive  to  economy  and  the 
advantage  of  higher  piston  speed  may  be  thus  explained. 

As  the  ratio  of  surface  to  volume  of  steam  undoubtedly  greatly  in- 
fluences condensation,  a  clearer  understanding  of  how  this  ratio  is 
affected  by  cylinder  diameter,  length  of  stroke  and  cut-off  will  be  of 
advantage,  so  a  simple  formula  will  be  derived.    Let: 

R  =  the  ratio  of  inside  cylinder  surface  in  one  end  of  a  cylinder  up  to 
cut-off,  to  the  volume  enclosed. 

D  =  the  diameter  of  the  cylinder  in  in. 

q  =s  the  ratio  of  length  of  stroke  to  diameter  of  cylinder. 

I  =  ratio  of  the  portion  of  stroke  up  to  cut-off  to  the  entire  stroke. 

k  =  ratio  of  clearance  at  one  end  to  volume  of  stroke,  neglecting 
counterbore  and  ports. 

Surface  =  2  -^-  +  tD{1  +  k)qD 

Volume  =  ^  (Z  ^-  k)qD 

p  ^  surface  _  2[2g(Z  +  A;)  +  1]  ,.. 

^      volume""       q{l  +  k)D  ^^^ 

Assuming  a  clearance  of  4  per  cent.  Table  2  has  been  computed  from 
(1),  giving  values  of  R  for  values  of  D,  I  and  q  over  range  enough  to  show 
the  effect  of  each. 

The  influence  of  piston  speed  upon  the  design  of  engines  with  a  limited 
or  fixed  rotative  speed  is  not  apparent,  as  the  greater  piston  speed  neces- 
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Table  2 

Values  of  R 

D 

in. 

(1-1 

fl-2 

I'H 

I'H 

'-H 

I'H 

l-H 

/-H 

10 

20 
30 
40 

1.610 
0.805 
0.536 
0.402 

1.090 
0.544 
0.363 
0.272 

0.772 
0.386 
0.257 
0.193 

1.010 
0.505 
0.336 
0.252 

0.746 
0.373 
0.248 
0.186 

0.586 
0.293 
0.195 
0.146 

sitates  a  smaller  cylinder  and  a  greater  ratio  of  stroke  to  diameter,  which 
have  opposite  effects  upon  the  value  of  R.  To  better  compare  these 
effects  examples  will  be  given  of  two  engines  of  different  power  assumed 
to  have  the  same  m.e.p.  and  cut-off,  but  each  having  several  different 
piston  speeds. 

The  rotative  speed  will  be  fixed  in  each  case  and  suited  to  the  power 
of  the  engine.  Cylinder  diameters  were  calculated  from  Formula  (25), 
Chap.  XII,  from  which  the  following  notation  was  taken. 

P  =  m.e.p. 
N*^  r.p.m. 

<S  =  piston  speed  in  ft.  per  min. 
H  =  horsepower. 
L  =  length  of  stroke  in  in. 

{  and  q  are  used  as  in  Formula  (1),  from  which  R  is  calculated. 
Engine  No.  1.    P  =  70,  Z  +  fc  =  H,  ^  =  200  and  N  =  200. 
S  =    600,    L  =  18",    D  =  141^",    q  =  1.265,    R  =  0.725 


S  =    800,  L  =  24'', 

S  =  1000,  L  =  30", 

S  =  1200,  L  =  36", 
Engine  No.  2.    P  =  70, 

S  =    600,  L  =  36", 

S  =    800,  L  =  48", 

S  =  1000,  L  =  60", 

S  «  1200,  L  =  72", 


D  =  12H", 
D  =  11", 

D  =  10", 

i  +  fc  =  H, 
D  =  31^", 

D  =  27J^", 

D  =  24)^", 

D  =  22>^", 


q  =  1.960,  R  =  0.660 

q  =  2.730,  R  =  0.630 

q  =  3.600,  R  =  0.622 
H  =  1000  and  AT  =  100. 

q  =  1.135,  R  =  0.348 

q  =  1.745,  R  =  0.313 

q  =  2.450,  R  =  0.297 

q  =  3.200,  R  =  0.289 


It  is  obvious  that  the  gain  due  to  long  stroke  more  than  offsets  the 
loss  due  to  smaller  cyUnder  as  the  piston  speed  becomes  greater,  giving  a 
decrease  in  the  ratio  R.  The  gain  per  hundred  feet  of  piston  speed  de- 
creases with  the  increase  of  piston  speed,  suggesting  a  practical  Umit  for  a 
given  rotative  speed,  especially  if  it  leads  to  objectionable  construction. 
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^B.  comparison  of  the  values  of  R  for  engines  1  and  2  does  not  mean  that 

■vie  relative  condensation  per  lb.  of  steam  used  is  indicated  thereby, 

because  this  is  counteracted  in  part  by  the  higher  rotative  speed  of  No.  1. 

R  is   but  one  of  the  factors  influencing  condensation,  and  it  may  be 

that   its   effect  ia  proportional  to  some  power  of  this  factor  less  than 

Kity. 
The  cross-ecctional  area  of  the  engine  parts  is  less  for  the  smaller 
Under  diameter  as  previously  stated,  assuming  the  maximum  un- 
balanced pressure  to  be  the  same  in  all  cases;  and  while  this  is  offset  by 
increased  lengths  of  such  parts  as  are  affected  by  the  stroke,  making  the 
weight  of  these  parts  practically  the  same  in  either  case,  such  parts  as 
the  piston,  crosshead,  connecting  rod  ends,  crank  pin  and  shaft,  are 
only  affected  by  the  cylinder  diameter,  resulting  in  a  lighter  engine  as 
stated. 

tMost  engine  cylinders  are  of  cast  iron,  which  is  a  good  conductor  of 
t,  therefore  to  reduce  heat  loss  by  conduction,  radiation  and  convection, 
cylinder  must,  be  covered  with  some  heat-resisting  material,  called  a 
nonconductor.  Wood  was  formerly  used,  but  as  higher  pressures  and 
temperatures  were  used  the  wood  was  replaced  by  asbestos  or  magnesia 
in  the  form  of  plaster,  which  is  more  easily  applied  and  more  satis- 
factorj'.  This  is  covered  with  a  jacket,  or  lagging,  usually  of  sheet 
steel,  which  fulfils  the  purpose  of  a  finish  and  also  forma  a  dead  air 
space  which  aids  in  retaining  the  heat.  Steam  jackets  will  be  considered 
presently. 

Range  of  Pressure  and  Tetnperatitrc. — If  the  difference  between  initial 
and  back  pressure  is  great,  there  will  be  a  correspondingly  great  tempera- 
ture difference  between  the  cylinder  walls  and  the  steam  at  the  moment 
of  admission.     As  this  is  responsible  for  initial  condensation,  it  follows 
that  the  gre^t-er  this  range  of  pressure  the  greater  will  be  the  condensa- 
tion.    This  will  cause  loss  of  thermal  efficiency  unless  offset  by  some 
opposing  factor.     For  example,  increasing  the  steam  pressure  in  a  certain 
cylinder  increases  the  condensation,  but  with  a  proper  cut-off  the  gain 
in  work  done  due  to  the  increased  pressure  may  be  such  that  the  work 
per  given  weight  of  steam  vi  more  than  with  the  lower  pressure.     Like- 
^WTse  the  increase  of  pressure  range  by  lowered  back  pressure  due  to  con- 
^UBCting  a  condenser  may  produce  a  similar  result;  in  this  case  the 
^^MOnomy  is  practically  always  better. 

^F  Ratio  of  Expansion. — The  ratio  of  expansion  depends  upon  the  clear- 
ance and  the  cut-off.  For  an  engine  already  buUt  the  clearance  is  fixed, 
and  any  change  in  the  ratio  of  expansion  is  determined  by  the  cut-off. 
For  the  Bankine  cycle  of  maximum  economy  expansion  is  complete,  the 
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terminal  pressure  equalling  the  back  pressure.  Xx>wered  efBciency  re- 
sults if  the  ratio  is  decreased  or  increased,  the  latter  resulting  in  a  loop 
in  the  diagram,  giving  negative  work  as  in  Fig.  56. 

Complete  expansion  would  also  give  the  highest  efficiency  in  actual 
engines  if  it  were  not  for  cylinder  condensation  and  friction.  Neglecting 
the  latter  for  the  present,  it  is  obvious  from  Table  2  that  if  the  rate  of 
condensation  of  a  given  weight  of 
steam  depends  upon  the  surface  to 
which  it  is  exposed — other  things 
being  equal — the  relative  condensation 
is  greater  at  short  cut-off.  Thus,  a 
cut-off  must  be  chosen  practically 
always  greater  than  will  give  complete 
expansion,  and  such  that  the  sum  of  the  loss  due  to  incomplete  expansion 
and  that  due  to  condensation  is  a  minimum.  This  cannot  be  definitely 
predetermined,  and  for  a  given  engine  may  only  be  found  by  test;  but 
it  is  usually  from  J^  to  }-3,  depending  upon  the  various  factors  already 
discussed  and  to  follow. 

Obviously  this  most  economical  cut-off  must  be  such  as  to  ^ve  the 
highest  thermal  efficiency  at  brake,  thus  providing  for  friction.  It  is  also 
desirable  that  it  correspond  to  the  load  to  be  carried  by  the  engine  most 
of  the  time,  or  to  the  rated  horsepower,  and  this  is  usually  aimed  at  in 
steam-engine  design.  Then  by  change  of  cut-off  the  engine  can  adapt 
itself  to  changes  of  load  from  zero  brake  horsepower  to  50  per  cent,  over- 
load, and  in  some  cases  as  high  as  lOO  per  cent.,  the  economy  decreasing 
as  the  load  varies  either  side  of  the  rated  load,  assuming  that  this  was 
correctly  chosen,  A  typical  steam  consumption  diagram  is  shown  in 
Fig.  57.  The  effect  of  initial  ^ ,. 
condensation  shows  in  a  marked 
degree  at  the  smaller  powers. 

Steam  Jack^. — A  form  of 
cylinder  construction  in  wliich 
steam  surrounds  the  cylinder 
barrel  and  heads  is  sometimes     - ; 
used     to    improve    economy,    ilS     io    40 
The  steam  is  usually  supplied  '""''' 

from   the   steam  main   which 

supplies  the  engine,  the  condensed  steam  being  piped  to  a  trap.  The 
object  of  this  steam  jacket  is  to  keep  the  cylinder  walls  at  a  higher  tem- 
perature throughout  the  cycle  and  thus  reduce  initial  condensation.  -The 
jacket  steam  replaces  part  of  the  heat  carried  out  with  the  exhaust  due  to 
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re-evaporation,  and  supplies  that  carried  away  by  radiation,  which  would 
otherwise  be  taken  from  the  working  steam. 

While  the  consumption  of  steam  in  the  cylinder  is  reduced  by  the 
application  of  the  steam  jacket,  the  jacket  consumption  partly  offsets 
this  result,  so  that  the  increase  in  economy  is  much  less  than  would  other- 
wise be  possible.  In  some  instances  there  is  no  gain  whatever  and  some- 
times an  actual  loss,  so  that  the  steam  supply  to  the  jackets  is  discontinued. 

It  is  obvious  that  engines  in  which  the  design  or  working  conditions 
tend  to  increase  condensation  are  more  greatly  benefited  by  steam  jackets, 
the  gain  in  some  instances  being  as  high  as  30  per  cent.  Thus,  engines  at 
light  load  with  short  cut-off  show  considerable  gain,  with  less,  or  no  gain 
at  a  more  economical  cut-off,  and  sometimes  a  loss  at  overloads. 

Comparatively  few  engines  are  equipped  with  steam  jackets,  their 
most  usual  application  being  to  large  pumping  engines  and  marine  engines 
of  large  power.  Their  diminishing  use  is  probably  partly  due  to  the 
increasing  use  of  superheated  steam. 

Compounding, — The  general  principle  of  compound  engine  operation 
is  explained  in  Par.  3,  C-hap.  III.     After  expansion  is  effected  in  the  high- 
pressure  cyUnder,  the  steam  is  exhausted  to  a  receiver,  from  whence  it  is 
admitted  to  a  low-pressure  cyl- 
inder and  again  expanded,  ex- 
hausting finally   to   the  atmos- 
phere    or     a     condenser.      In 
triple-    or    quadruple-expansion 
engines    this   operation   is  con- 
tinued through  one  or  two  more 
cylinders.     The    advantage    of 
compounding  may  be  explained 
with    two-stage   expansion    and 
the  following  discussion  will  be 
so  confined. 

Assimiing  a  compound  engine  to  operate  on  the  Rankine  cycle  with 
complete  expansion,  and  that  for  the  sake  of  simplicity  the  receiver  is 
indefinitely  large,  so  that  the  transfer  of  steam  to  and  from  the  receiver 
does  not  change  the  pressure,  the  pressure-volume  diagram  is  shown  in 
Fig.  58.  Pursuant  with  current  practice  let  the  receiver  pressure  divide 
the  diagram  into  two  equal  parts,  equally  dividing  the  work  between 
the  two  cylinders.  This  may  be  done  by  dividing  the  difference  between 
the  heat  content  at  pi  and  pa  at  the  same  entropy,  by  two,  subtracting 
it  from  the  heat  content  at  pi  and  finding  from  an  entropy  chart  or  table 
the  pressure  corresponding  to  the  resulting  heat  content. 


Fig.  58. 
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For  example,  assume  adiabatic  expansion  between  151  lb.  per  sq.  in. 
absolute  to  14.7  lb.  absolute,  at  1.52  entropy.  From  table  or  chart,  Table 
3  may  be  constructed. 

Table  3 


Preestiro 

Temp..  '  F. 

Heat  content 

Specific  volume 

pi   =  161.0 

pi  =    60.8 
p,  =    14.7 

369 
282 
212 

1163.3 

1072  2 

991.1 

vi  =    2.869 
Vt  =    7.466 
Vt  »  22.39 

Thus  for  a  simple  engine  operating  between  the  same  pressures,  the 
temperature  range  from  admission  to  exhaust  is  147  degrees  F.,  while  for 
the  compoimd  it  is  77  and  70  degrees  in  the  high-  and  low-pressure 
cylinders  respectively;  or  approximately  one-half  of  what  it  would  be  in 
the  single  cylinder,  thus  reducing  the  initial  condensation. 

Referring  to  Fig.  58,  the  ratio  of  expansion  for  a  simple  engine  would 
be  Vi/vif  or  7.84.  For  the  compound  engine  it  is  Vj/vi,  or  2.61  in  the  high- 
pressure  cylinder,  and  Vz/vzj  or  3  in  the  low-pressure.  For  the  simple 
diagram  assumed,  the  cut-offs  are  the  reciprocals  of  these  numbers. 
Thus,  while  the  total  ratio  of  expansion  is  the  same  in  both  simple  and 
compound  engine,  and  theoretically  the  most  economical,  in  the  actual 
engine  the  longer  cut-offs  in  the  cylinders  of  the  compound  would  result 
in  less  initial  condensation  than  the  shorter  cut-off  in  the  simple  engine. 

For  the  Rankine  cycle,  assuming  as  it  does  a  nonconducting  cylinder, 
there  would  be  no  advantage  in  compounding  from  a  thermodynamic 
standpoint;  but  it  serves  to  illustrate  the  effect  of  compounding  upon 
temperature  range  and  ratio  of  expansion,  two  very  important  factors 
influencing  condensation. 

Clearance,  compression,  the  receiver,  and  the  fact  that  the  expansion 
IS  not  adiabatic,  alter  the  values  of  Table  3  to  some  extent  when  applied 
to  actual  engines;  these  will  be  considered  in  Chap.  XIII. 

Cylinder  Ratio  and  Terminal  Drop. — These  quantities  are  interdepend- 
ent when  a  nearly  equal  division  of  work  is  desired,  and  the  question  of 
their  proper  values  to  insure  the  best  economy  has  been  considerably 
discussed.  A  knowledge  of  the  principles  of  Chap.  XIII  is  necessary  for 
an  intelligent  consideration  of  this  subject,  and  a  previous  study  of  the 
same  is  assumed. 

Then  it  is  apparent  that  within  reasonable  limits,  the  power  of  a 
compound  engine  working  with  a  given  ratio  of  expansion  is  mainly 
dependent  upon  the  size  of  the  low-pressure  cylinder,  the  high-pressure 
cylinder,  or  the  ratio  of  the  volume  of  stroke  of  the  low-pressure  to  that 


CYLINDER  EFFICIENCY 


89 


of  the  high-pressure  cyUnder,  having  little  influence.  That  this  ratio 
does  affect  the  terminal  pressure  in  the  high-pressure  cylinder  is  plainly 
seen  in  Fig.  59,  in  which  V^  is  the  volume  of  stroke  of  the  low-pressure 
and  Vi  of  the  high-pressure  cylinder.  Volume  V\  is  for  a  low  cyUnder 
ratio,  or  value  of  Vj/Vi,  while  V/,  shown  by  the  dotted  Unes,  is  for  a  high 
cylinder  ratio.  Terminal  drop  p  is  for  the  low  ratio  and  p'  the  high 
ratio. 

As  elsewhere  explained,  a  certain  amount  of  terminal  drop  is  necessary 
for  practical,  economic  engine  operation,  and  this  is  provided  for  in  the 
low-pressure  cylinder  by  the 
assimtiption  of  a  total  ratio  of 
expansion  which  is  expected  to 
give  the  maximum  economy  at 
the  rated  load. 

Although  engines  with  high 
cylinder  ratios  have  been  built 
for  a  good  many  years,  the  lower 
ratios  are  in  the  majority^  a 
very  common  value  of  the  ratio 
being  four.  Though  there  have 
been  high-economy  records  with 
both  low  and  high  ratios,  advo- 
cates of  the  high  ratio  claim 
superior  economy  when  working  conditions  are  the  same  in  both 
cases. 

In  Fig.  59  it  will  be  noticed  that  the  total  area  is  some  less  for  the 
high  ratio.  On  the  other  hand  the  cut-off,  especially  in  the  high-pressure 
cylinder,  is  longer.  With  a  high  terminal  drop  the  steam  will  be  dryer 
as  it  enters  the  receiver  than  with  low  drop,  if  the  quaUty  is  the  same  at 
terminal  pressure. 

For  the  purpose  of  comparison,  let  three  engines  be  considered,  each  to 
have  a  rated  indicated  horsepower  of  500,  neglecting  the  diagram  factor; 
a  piston  speed  of  1000  ft.  per  min.,  and  the  same  stroke  and  r.p.m. 
Also  let  the  initial  and  back  pressures  be  140  and  2  lb.  absolute,  clearance 
4  per  cent.,  compression  0.8  stroke  in  the  low-pressure  cyUnder,  and  in  the 
high-pressure  cylinder  such  that  the  two  compression  curves  Ue  on  the 
same  curve.  Assume  the  curves  of  expansion  and  compression  to  be 
hyperbolas  and  that  the  total  ratio  of  expansion  is  30  in  all  cases. 

The  cylinder  ratios  are  4,  5.55  and  7.56;  cylinder  diameters  were 
computed  by  the  formulas  of  Chap.  XIII  as  was  also  the  theoretical 
water  rate.    The  temperature  range  was  taken  from  steam  tables  for  the 
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pressures  used  in  each  case.  The  quality  is  given  to  show  the  condition 
the  steam  may  be  in  at  terminal  pressure  in  the  high-pressure  cylinder 
to  become  dry  due  to  free  expansion  by  the  time  it  reaches  the  receiver 
pressure.  *  These  values  are  given  in  Table  4.  The  cylinder  ratios 
for  engines  2  and  3  given  in  the  table  are  not  those  used  in  the  calculation, 
but  are  the  result  of  rounding  up  the  calculated  diameter  to  even  inches. 
The  ratio  R  was  found  by  Formula  (1). 

Table  4 


Cyl. 

Cyl.  diain. 

Cut-off 

Temp. 
H.p. 

ranKc         Ratio  R 

1                           Qual-  1  Water 

Relative  eflFect 

ratio 

H.p.. 
in. 

L.p., 
in. 

H.p. 

L.p. 

L.p. 

H.p. 

L.p. 

ity     1     rate 

H.p. 

L.p. 

4.00 
5.55 
7.56 

16 
14.0 
12.0 

32 
33 
33 

1 
0.0985  0.231 

0.14170.233 

0.1980  0.247 

1 

135 
136 
138 

105 
104 
102 

0.653 
0.591 
0.567 

0.331 
0.329 
0.316 

0.999 
0.994 
0.986 

7.76 
7.78 
7.97 

1.000 
1.024 
1.063 

1.000 
1.025 
1.067 

By  a  study  of  Table  4  and  the  preceding  paragraphs  of  this  chapter 
it  is  evident  that  the  economy  is  affected  inversely  as  the  ratio  R,  the 
temperature  range,  the  quality  and  the  theoretical  water  rate.  Assuming 
the  product  of  a  constant  and  the  reciprocals  of  these  quantities  as  unity 
for  each  cylinder  of  engine  1,  their  relative  combined  influence  may  be 
found  and  is  given  in  the  last  two  columns  of  Table  4.  This  indicates 
an  average  gain  in  economy  of  the  highest  over  the  lowest  ratio  of  6.5 
per  cent. 

The  influence  of  the  receiver  and  piping  upon  temperature  range  and 
condensation  have  been  neglected,  it  being  assumed  the  same  in  each  case. 

Lack  of  comprehensive  experimental  data,  and  the  complex  nature  of 
the  problem  make  impossible  the  construction  of  a  formula  including 
these  tabulated  quantities  which  may  be  used  to  predict  economy,  but 
it  seems  reasonable  to  Ixilicve  that  they  give  the  direction  in  which  im- 
proved economy  may  be  looked  for. 

Superheated  Steam. — When  superheated  steam  enters  the  cylinder  of 
a  steam  engine,  heat  is  transferred  to  the  walls  as  with  saturated  steam, 
but  instead  of  immediate  condensation  upon  contact,  which  still  further 
augments  condensation,  the  superheat  must  first  be  withdrawn.  Mean- 
while, the  cylinder  walls  have  increased  in  temperature,  so  that,  should 
the  steam  reach  the  saturation  point  before  cut-off  occurs,  the  tendency  to 
condensation  is  greatly  reduced.  If  superheating  is  carried  far  enough 
condensation  will  not  begin  until  after  cut-off,  and  even  be  delayed  until 
expansion  is  partly  completed.  Engineers  differ  as  to  the  degree  of 
superheat  which  may  be  used  to  advantage,  some  maintaining  that 
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economy  increases  with  the  amount  of  superheat,  while  a  number  con- 
servatively place  the  limit  at  about  100  degrees  F.,  having  consideration  of 
the  damage  to  castings  and  the  difficulty  of  lubrication  attending  the  use 
of  exceedingly  high  temperatures.  Even  a  small  amount  of  superheat  is 
of  great  advantage,  for  though  some  condensation  begins  at  the  walls 
l)efore  the  point  of  cut-off  is  reached,  superheated  steam  is  a  much 
poorer  conductor  of  heat  than  saturated  steam,  so  that  the  bulk  of  the 
steam  is  but  little  influenced. 

The  eifect  of  superheat  on  economy  is  largely  indirect,  the  actual  gain 
often  being  twice  that  given  by  the  Rankine  cycle. 

In  addition  to  the  reduction  of  initial  condensation,  increased  specific 
volume  in  part  accounts  for  steam  economy,  a  cubic  foot  of  steam  at 
140  lb.  absolute  pressure  and  100  degrees  superheat  weighing  but  86  per 
cent,  of  saturated  steam  at  the  same  pressure.  This  is  in  part  offset  by 
the  fact  that  the  expansion  curve  falls  below  that  of  saturated  steam, 
necessitating  a  larger  volume  at  cut-off  to  do  the  same  work. 

Superheat  probably  affects  several  of  the  factors  previously  discussed, 
as  it  offsets  the  influence  of  initial  condensation;  however,  the  features 
of  design  best  adapted  to  the  economical  use  of  saturated  steam  will  prob- 
ably produce  the  best  results  with  superheated  steam.  It  seems  probable, 
however,  that  due  to  the  reduction  of  condensation  at  short  cut-off,  the 
most  economical  cut-off  will  be  shorter,  making  it  possible  to  carry  a 
desired  overload  without  the  usual  long  cut-off  and  loss  of  expansive 
work.  On  the  other  hand,  as  just  stated,  the  expansion  curve  for  super- 
heated steam  is  said  to  drop  more  rapidly  than  that  of  saturated  steam, 
necessitating  a  longer  cut-off  to  obtain  the  same  terminal  pressure.  This 
effect  is  perhaps  more  noticeable  with  high  degrees  of  superheat;  in  fact, 
the  author  has  failed  to  notice  much  difference  in  this  respect  in  any  super- 
heated-steam  diagrams  that  have  come  to  his  notice,  these  having  been 
mostly  for  a  moderate  degree  of  superheat. 

The  range  of  pressure  may  be  increased  with  superheat,  making  the 
condensing  simple  engine  more  desirable  than  with  saturated  steam. 
The  tendency  has  been,  however,  where  high  pressure  has  been  employed 
with  saturated  steam,  as  in  locomotives,  to  reduce  the  pressure  when 
superheat  is  employed. 

While  there  are  engines  specially  built  for  superheated  steam,  it  is 
advantageously  applied  to  existing  engines  with  various  types  of  valves. 
This  is  especially  true  of  locomotives,  the  addition  of  the  superheater 
increasing  capacity  as  well  as  economy.  % 

In  the  Journal  of  the  A.S.M.E.,  Jan.,  1916,  Mr.  Robt.  Cramer  points 
out  the  theoretical  advantage  of  using  steam  of  high  pressure  with  mod- 
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crate  superheat,  over  lower  pressure  with  greater  superheat.  He  makes 
his  comparison  between  pressures  of  200  and  600  lb.  per  square  inch, 
limiting  the  temperature  in  both  cases  to  600  degrees  F.  This  allows 
superheat  of  218  and  113  degrees  respectively.  A  common  pressure  for 
compound  engines  and  steam  tiu'bines  is  150  lb.  gage,  and  a  common 
range  of  superheat  is  from  100  to  150  degrees.  Using  the  nearest  values 
without  interpolation  from  Peabody's  entropy  table,  comparison  with  a 
gage  pressure  of  250  lb.  is  given  in  Table  5,  assuming  a  vacuum  of  28  in. 
of  mercury  and  nearly  equal  maximum  temperature.  Efficiency  is  that 
of  the  Rankine  cycle,  given  by  Formula  (8),  Chap.  VII. 

Table  5 


Absolute  pressure 

Maximum  temperature 

Superheat 

Entropy 

Efficiency 


164.800 

506.000 

142.000 

1.650 

0.292 


264.300 

503.900 

97.900 

1.590 

0.328 


The  higher  pressure  shows  a  gain  of  12  per  cent.,  and  while  this  may 
not  be  practically  reaUzed,  there  probably  would  be  a  substantial  increase 
in  efficiency,  as  the  superheat  is  sufficient  to  greatly  reduce  if  not  prevent 
all  condensation.  The  gain  is  obviously  due  to  the  reception  of  a 
larger  percentage  of  heat  at  high  temperature.  There  is  no  practical 
difficulty  in  the  use  of  250  lb.  steam  from  the  standpoint  of  either  boiler  or 
engine,  and  it  is  probable  that  much  higher  pressures  may  be  practical. 
This  question  has  been  much  discussed  since  the  appearance  of  Mr. 
Cramer's  paper. 

High  pressure  shows  greater  theoretical  gain  than  high  superheat, 
which  may  be  readily  understood  by  a  study  of  the  entropy  diagram; 
it  is  probable,  however,  that  where  extremely  high  pressures  are  used, 
high  superheat  will  be  a  desirable,  if  not  a  necessary  accompaniment, 
especially  in  steam  turbine  operation,  as  otherwise,  condensation  will 
begin  too  early. 

High  steam  pressures  are  no  novelty,  500  lb.  having  been  used  on 
naval  vessels  and  as  high  as  1000  lb.  in  automobiles.  A  steam  car  has 
recently  been  developed  to  carry  600  lb.  pressure  with  no  superheat. 
The  advisability  of  carrying  such  pressures  in  stationary  steam  plants  is 
problematical  and  has  a  number  of  noted  authorities  as  its  advocates. 
The  question  is  probably  a  financial  one.  If  gain  in  thermal  efficiency 
and  capacity  offsets  interest  on  investment  and  insurance,  high  pressures 
will  be  used,  the  matter  of  safety  having  no  more  bearing  than  with  high- 
tension  electric  currents  or  munition  factories. 
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While  no  definite  rules  have  been  given  for  obtaining  maximum 
cylinder  efficiency,  a  careful  consideration  of  the  foregoing  principles, 
combined  with  a  reasonable  amount  of  practical  experience  and  common 
Beose,  should  aid  the  designer  in  his  compromiHe  of  conditions  to  secure 
good  working  rcsulta. 

48.  The  Internal-combustion  Engine  Cylinder. — Gas-  and  oil-engine 
eycles  are  discussed  in  Chaps.  V  and  VI.  Due  lo  the  high  maximum 
temperature  and  great  temperature  range,  the  theoretical  efficiency 
is  high  compared  to  that  of  the  steam  engine  and  turbine.  The  cumula- 
tiv-e  effect  of  the  high  temperature  upon  the  metal  walls  of  the  cylinder 
is  such  that  the  metal  is  heated  to  a  point  where  it  will  not  be  abl  to 
withstand  the  pressure  if  some  means  are  not  employed  to  withdraw  part 
of  the  heat  as  fast  as  it  is  generated.  This  is  most  commonly  accom- 
plished by  the  water  jacket,  but  sometimes  air  cooling  is  used  with  small 
engines.  Heat  passes  from  the  working  gases  through  the  cylinder  walls 
into  the  cooling  medium,  and  as  the  rate  of  heat  flow  depends  upon  tem- 
perature difference,  more  heat  is  withdrawn  at  combustion  and  during 
the  early  part  of  expansion  than  during  the  remainder  of  the  cycle,  and 
this  lowers  the  maximum  temperature. 

Unlike  the  steam  engine,  the  temperature  of  the  working  fluid  during 
exhaust  never  becomes  as  low  as  that  of  the  eyhnder  walls.  The  next 
chaise  then  receives  from  the  walls  a  portion  of  this  heat  of  combustion 
at  much  less  than  the  maximum  temperature.  This  addition  of  heat  to 
the  charge  causes  a  proportionately  higher  temporatiu'e  during  the  com- 
pression stroke,  so  that  for  a  given  compression  pressure,  the  high  tem- 
perature at  the  time  of  ignition  causes  a  higher  temperature  along  the 
combustion  line  with  its  correspondingly  greater  heat  transfer.  The 
beat  added  to  the  charge,  by  increasing  its  specific  volume,  reduces  its 
we^ht;  this  decreases  the  capacity  of  the  engine,  increasing  the  relative 
friction,  and  the  ratio  of  cooling  surface  to  weight  of  charge — also  promot- 
ing beat  transfer. 

It  is  commonly  stated  that  the  quantity  of  heat  withdrawn  from  the 
engine  cylinder  should  lie  the  smallest  passible  amount  consistent  with 
practical  operation;  but  while  the  theoretical  efficiency  of  an  internal- 
combustion  engine  is  independent  of  the  initial  temperature  of  the  charge, 
it  is  not  probable  that  actual  brake  efficiency  would  be  improved  by  entire 
absence  of  cooling,  even  though  lubrication  and  the  strength  of  the  metal 
were  not  impaired. 

Cylinder  dimensions,  speed,  etc.,  affect  heat  transfer  to  cylinder  walls 
in  the  same  way  as  in  the  steam  engine,  but  the  problem  is  an  entirely 
different  one.     Prevention  of  heat  transfer  is  the  aim  in  the  steam  engine, 
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while  in  the  internal-combustion  engine  a  compromise  between  thermal 
efficiency,  capacity  and  lubrication  must  be  effected.  It  is  obvious  that 
the  cooling  system  should  be  flexible,  so  that  it  may  be  adjusted  to  give 
the  best  operating  results.  In  certain  engines  the  temperature  of  the 
cooling  water  is  controlled  by  a  thermostat  which  may  be  set  at  the  proper 
temperature,  which  is  found  by  experience. 

As  previously  stated,  cooling  the  cylinder  has  little  influence  upon 
economy  within  reasonable  limits.  If  the  heat  is  not  taken  out  in  the 
cooling  water,  combustion  is  suppressed  by  dissociation  as  extremely 
high  temperature  is  reached  and  the  heat  is  thrown  out  in  the  exhaust. 
As  engines  increase  in  size  the  ratio  of  cooling  surface  to  volume  of 
cylinder  decreases,  the  natural  result  being  a  larger  proportion  of  heat  in 
the  exhaust.  This  is  shown  by  the  first  three  engines  in  Table  6,  taken 
from  Peabody's  Thermodynamics.  The  last  engine  used  blast-furnace 
gas  and  was  liberally  cooled  with  water. 
The  amount  of  cooUng  water  required  may  be  found  as  follows: 

Table  6 


Engine  size, 

. . 

Distribution  of  heal 

t 

in. 

Work 

Jacket 

Exhaust 

6.75  X  13.70 

0.16 

0.52 

0.32 

9.50  X  18.00 

0  22 

0.44 

0.35 

26.00  X  36.00 

,           0  *28 

0  24 

0.48 

51.20  X55.13 

0.28 

0.52 

0.20 

Let  h    =  heating  value  per  cubic  feet  of  gaseous  fuel  or  per  pound  of 
liquid  fuel  in  B.t.u. 
t^    =  cubic  feet  of  gaseous  fuel  or  pound  of  liquid  fuel  per  b.h.p.-hr. 
W    =  pound  of  cooling  water  per  b.h.p.-hr. 
G    =  gallons  of  cooling  water  per  b.h.p.-hr. 
Tr    =  Temperature  rise  in  water  in  degrees  F. 
q    =  fraction  of  total  heat  supply  withdrawn  by  cooling  water. 
Cb    =  thermal  efficiency  at  brake. 
Equating  the  heat  withdrawn  with  the  heat  taken  by  the  water: 

qwh  =  WTb 
Also  from  (8),  Chap.  VIII: 


ea  = 
Substituting  gives: 


2545 
wh 


or. 


wh  = 


2545 


2545^ 
ea 


=  WT, 


CYLINDER  EFFICIENCY  95 

or: 

w      2545g  ,  ^      300g 

If  9  =  0.35,  6b  =  0.20  and    Tn  =  70,  then:  W  =  61   and  G  =  7.5. 

As  a  practical  suggestion  it  has  been  stated  that  if  jacket  water  is  run 
through  the  jackets  for  some  time  after  the  engine  is  shut  down,  it  will 
prevent  the  heating  of  the  water  remaining  in  the  jacket  to  the  point 
where  salts  held  in  solution  will  be  precipitated,  thus  forming  deposits  on 
the  walls,  causing  overheating.  It  will  also  prevent  the  evaporation  of 
oil  from  the  piston  pin. 

Lack  of  agreement  among  authorities  concerning  combustion  in  the 
cylinders  of  internal-combustion  engines,  the  properties  of  gases  at  high 
temperatures  and  the  effect  of  this  upon  combustion  makes  the  discussion 
of  these  subjects  seem  out  of  place  in  a  book  of  this  character.  Much  of 
value  of  this  nature  may  be  found  in  Guldner's  Internal-combustion 
Engines,  to  which  the  reader  is  referred. 

Gtildner  suggests  a  greater  ratio  of  stroke  to  diameter  than  has  been 
customary,  and  greater  piston  speeds,  both  of  which  are  being  adopted  in 
present-day  practice,  especially  in  automobile  engines.  Their  effect  upon 
capacity  and  weight  is  perhaps  greater  than  upon  economy  of  operation. 
High  piston  speed  involves  either  large  valves  or  high  gas  velocities. 
Guldner  reconmiends  a  g^  velocity  of  4500  ft.  per  min.  with  a  maximum 
of  6000  ft.  imder  the  most  favorable  conditions.  With  a  piston  speed  of 
1000  ft.  per  min.  and  a  valve  lift  of  3^^  its  diameter — which  is  given  as  a 
maximum  by  Gtildner — the  valve  diameter  would  be  alx)ut  0.55  and  0.47 
of  the  cylinder  diameter  for  the  two  values  of  gas  velocity  respectively. 
This  exceeds  usual  practice  at  the  present  time.  The  piston  speed  of  Giild- 
ner's  engine  given  in  his  book  is  730  ft.  per  min.  At  maximum  valve 
lift  given  by  him  and  the  valve  diameter  scaled  from  his  reproduction 
of  a  working  drawing  of  the  engine,  the  gas  velocity  would  be  8000  ft. 
per  min.  A  discussion  of  this  subject  with  examples  from  present 
practice  is  given  in  Chap.  XX. 

As  in  the  steam  engine,  the  tendency  is  toward  higher  rotary  and 
piston  speeds,  A  piston  speed  of  2000  ft.  per  min.  is  not  uncommon  in 
automobile  engines  and  3200  ft.  has  been  used  in  racing  engines.  Rotary 
speeds  from  1500  to  3000  r.p.m.  are  also  used.  Although  gas  velocities 
are  undoubtedly  increased  by  these  high  speeds,  with  a  consequent  loss, 
there  is  still  a  gain  in  capacity. 

Valve  timing  plays  an  important  part  in  both  capacity  and  efficiency 
and  is  discussed  in  Chap.  XX.  The  influence  of  compression  is  con- 
sidered in  Par.  76,  Chap.  XIV. 


PART  III— FRICTION  AND  LUBRICATION 


CHAPTER  X 

MECHANICAL  EFFICIENCY 

Notation. 

Hb     =  brake  horsepower  (b.h.p.)  in  general. 

Hbr    =  b.h.p.  at  rated  load. 

Hi      =  indicated  horsejx)wer  (i.h.p.)  in  general. 

HjR    =  i.h.p.  at  rated  load. 

Hf     =  friction  horsepower  (f.h.p.). 

€        =  mechanical  efficiency  at  any  power. 

€a       =  the  same  at  rated  load. 

P       =  maximum  unbalanced  pressure  in  engine  cylinder  in  pounds 

per  square  inch. 
Pm     =  mean  effective  pressure  (m.e.p.)  in  pounds  per  square  inch. 
fjL        =  coefficient  of  friction  of  engine  if  Pm  =  P- 

49.  A  general  expression  for  mechanical  efficiency  of  engines  is  given  in 
Formula  (7),  Chap.  VI.  The  mechanical  efficiency  changes  with  the  load- 
ing and  is  obviously  zero  when  all  external  load  is  removed  and  the  engine 
is  only  overcoming  its  own  friction.  The  horsepower  developed  under 
these  conditions  is  known  as  the  friction  horsepower,  and  the  m.e.p., 
the  friction  m.e.p. 

Friction  depends  upon  many  factors,  such  as  the  condition  of  the 
rubbing  surfaces,  the  system  of  lubrication  and  the  lubricant  used,  the 
relation  of  work  done  to  the  weight  of  the  moving  parts;  and,  other 
things  being  equal,  it  is  usually  relatively  less  for  a  given  type  of  engine 
as  the  size  is  increased. 

It  is  therefore  apparent  that  no  fixed  rule  can  be  given  by  means  of 
which  friction  may  be  determined  with  accuracy  in  aU  cases,  but  due  to 
the  very  conditions  named,  it  is  convenient  for  the  purpose  of  arranging 
and  studying  the  results  of  tests,  to  derive  formulas  giving  relations 
between  indicated,  brake  and  friction  horsepowers  for  different  condi- 
tions of  loading. 

To  be  intelligible,  mechanical  efficiency 'must  always  be  stated  with 
reference  to  some  given  load;  this  may  be  the  maximiun  load  or  fraction 
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thereof,  or  any  rated  load.  The  efficiency  will  then  be  different  for 
any  other  load. 

The  friction  horsepower  usually  increases  with  increase  of  load;  the 
increase  is  often  slight,  however,  and  for  practical  purposes  the  f.h.p. 
may  be  assumed  constant.  This  assumption  will  be  made  in  the  present 
discussion  and  the  results  compared  with  actual  values  from  practice. 

In  what  follows,  H  will  denote  horsepower  and  e  mechanical  efficiency. 
The  subscripts  B  and  /  denote  brake  and  indicated  horsepower  respec- 
tively. The  subscript  R  refers  to  rated  power;  with  steam  engines  this 
is  usually  the  most  economical  power,  allowing  for  from  50  to  100  per 
cent,  overload,  depending  upon  the  type  of  valve  gear  used.  For  steam 
turbines  and  internal-combustion  engines,  though  at  or  near  the  load 
giving  best  economy,  the  rated  load  is  more  nearly  the  maximum;  in 
most  cases,  however,  from  10  to  20  per  cent,  overload  may  be  carried. 

When  subscript  R  is  not  used  in  conjunction  with  B  and  /,  any  other 
than  the  rated  power  is  meant.  The  f.h.p.  is  assumed  constant  for  a 
given  engine.     For  convenience  of  expression  let : 

^''  =k  (1)     and  ^  =  5  (2) 

The  expression  for  mechanical  efficiency  at  an}^  rated  load  may  be 
written : 

—  r\^  —       "BR        _         1  /QN 

HiR       Hbb  "t  "f       ^    ,    Hf 


H 


BR 


From  (3) : 


Hbr        ^r  €r 


Efficiency  at  any  load  in  terms  of  b.h.p.  is: 

Hb  1 


e  = 


Hb  "i-  Hp      1    I   Hf  (6) 

^  Hs 


From  (1),  (4)  and  (5): 

1  1 


e  = 


f^H  BR  f^R 

Dividing  (1)  by  (2)  gives: 

fc  __  H[R     Hb    __  Hb     H/r  _  ^ 
q         Hi     Hbr         Hi    Hbr        Cb 

from  which  k  =  q-  -  (7) 

^R 
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To  express  efficiency  in  terms  of  i.h.p.,  substituting  (7)  in  (6)  and 
solving  for  ei 

6  =  1-^^:^  (8) 

Should  e  be  known  at  some  other  than  the  rated  load,  e«  may  be 
found  from  (8);  or: 

€fi  =  1  -  g(l  -  e)  (9) 

Formulas  (6)  and  (8)  give  the  efficiency  for  any  load  when  it  is  known 
at  the  rated  load,  when  the  fraction  of  the  load  is  given  in  terms  of  b.h.p. 
and  i.h.p.  respectively. 

Results  of  tests  are  given  in  the  following  tables.  Tables  7  to  9  are 
from  Goodman's  Mechanics  AppUed  to  Engineering,  and  are  from  tests 
on  an  experimental  steam  engine  with  different  methods  of  lubrication. 

The  data  in  Tables  10  to  12  are  for  Westinghouse  vertical  4-cycle, 
3-cylinder  gas  engines  using  natural  gas,  and  were  taken  from  Giildner's 
Internal-combustion  Engines. 

Table  7. — Syphon  Lubrication 


H, 

2.75 

9.250 

10.230     1 

1 
11.140     1 

12 . 340 

13.950     i 

14 . 290 

Hb 

0.00 

5.630 

7.500 

7.G60     , 

9.0G0 

11.090 

11.250 

H, 

2.75 

3.630 

2.730     1 

3.480     , 

3.250 

2.860 

3.040 

e 

0.00 

0.608 

0.733 

0.688 

0.738 

0.795     ' 

1 

0.788 

Table  8. — Syphon  and  Pad  Lubrication 


El 

2.48 

5.160 

6.830 

8.300 

11.500 

13.840 

17.020 

22.300 

Hb 

0.00 

2.350 

3.940 

5.610 

8.700 

10.820 

13 . 890 

19.090 

H, 

2.48 

2.810 

2.890 

2.690 

2.800 

3.020 

3.130 

3.210 

e 

0.00 

0.455 

0.578 

0.676 

0.756 

0.783 

0.806 

0.857 

Table  9. — Forced  Lubrication 


Hi 

49.800 

102.700 

147.600 

193 . 600 

217.500 

Hb 

44.500 

97.000 

140.600 

186.000 

209.500 

H, 

5.300 

5.700 

6.500 

7.600 

8.000 

e 

0.912 

0.945 

0.955 

0.962 

0.964 

Table  10. — 25-  by  30-in.  Gas  Engine 


Nomiiud  load 

Bi 

Hb 

Hf 

N 

k 

e 
Actual 

Calc. 

H 

262.5 

207.5 

55.0 

151.7 

0.375 

0.791 

'    0.754 

H 

449.3 

383.8 

65.5 

150.0 

0.693 

0.855 

0.850 

Rated 

621.4 

553.1 

68.3 

149.2 

1.000 

0.891 

0.891 

Max. 

676.7 

605.6 

71.1 

146.7 

0.095 

1 

0.895 

0.894 

^-iV^XVSb 
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Table  U. — 19-  by  22-in.  Gas  Engine 


III 

IlB 

Ily 

1 

.V 

k 

1 
1 

e 

NomiDal  load 

Actual 

Calc. 

H 

Rated 

147.2 
273.5 
365.5 

121.3 
239.0 
325.3 

25.9 
34.5 
40.2 

206.3 
203.0 
198.0 

0.507 
1.000 
1.360 

0.825 
0.875 
0.890 

0.780 
0.875 
0.862 

Table  12. — 13^  by  14-in.  Gas  Engine 


Nominal  load 

0 

Hj 
18.57 

Hb 
0  00 

IlF 

18.57 

.V 

k 

e 

Actual 

Calc 

265.5 

0.000 

0.000 

0.000 

>i 

53.69 

30.81 

22.88 

264.0 

0.273 

0.574 

0.534 

H 

85  55 

64.37 

21.18 

264.0 

0.570 

0.752 

0.706 

H 

114.09 

90.25 

24  44 

260.0 

0.800 

0.787 

0.770 

Hated 

139.73 

112.86 

26.87 

258.0 

1.000 

0.806 

0.808 

Max. 

164.22 

143.17 

21.05 

256.8 

1.270 

0.873 

0.842 

Table  13. — Hornsby — Akroyd  Oil  Engine 


Xoininul  lonil 


/// 


IlB 


Hf 


\ 


Actual 


Calc. 


H 

13.10 

9. CO 

4.10 

203.0 

0.336 

0.687 

0  677 

'^i 

22.40 

17.96 

4.44 

202.4 

0.672 

0.802 

0.807 

Rated 

32.15 

27.74 

4.41 

202.6 

1.000 

0.862 

0.862 

Table  14. — GUldner  Gas  Engine 


XomiDal 
load 


/// 


IlB 


IlF 


k 


Actual 


Calc. 


H 

18.85 

11.15 

7.70 

0.317 

0.592 

0.650 

H 

22.20 

13  30 

8.90 

0.378 

0.600 

0.594 

H 

26.40 

17.65 

8.25 

0.502 

0.668 

0.660 

H 

31.10 

21.50 

9.60 

0.612 

0.692 

0.704 

H 

37.40 

25.90 

11.50 

0.737 

0.692 

0.741 

Rated 

44.20 

35.10 

9.10 

1.000 

0.795 

0.795 

Table  13  contains  data  given  by  Guldner  for  a  Hornsby-Akroyd  oil 
engine. 

Table  14  is  for  a  Guldner  gas  engine. 

From  these  data  it  may  be  seen  that  for  practical  use  in  designing , 
formulas  (6)  and  (8)  may  be  used.     It  may  also  be  seen  that  the  value  of 
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e  for  a  given  load  increases  with  the  size  of  the  engine,  both  for  steam 
and  gas;  but  it  is  considerably  greater  for  the  steam  engine  in  proportion 
to  the  power.  It  is  less  for  Diesel  engines  that  for  gas  engines;  W.  H. 
Adams,  Trans.  A.S.M.E.,  vol.  37,  p.  460,  gives  0.75  for  4-cycle  engines 
and  0.70  for  2-cycle  engines.  The  Hornsby-Akroyd  oil  engine.  Table  13, 
has  a  rated  load  efficiency  of  0.862,  although  developing  only  18  b.h.p., 
but  the  compression  was  only  about  45  to  50  lb.,  and  the  explosion  pres- 
sure only  180  to  200  lb. 

There  seems  to  be  some  relation  between  pressure  and  mechanical 
efficiency  for  engines  having  about  the  same  m.e.p.  When  the  ratio  of 
maximum  unbalanced  pressure  to  m.e.p.  is  high,  the  engine  parts  must 
be  heavier,  and  while  theoretically,  friction  work  depends  upon  mean 
rather  than  maximum  pressure,  high  maximum  pressures  seem  to  inter- 
fere with  lubrication;  at  any  rate,  the  friction  m.e.p.  increases  with  the 
ratio  of  maximum  to  mean  pressure. 

The  formula  for  mechanical  efficiency  may  be  written : 

Hi  —  Hp  Hf  /tfw 

e  =   —jj =  1  -  ^-^  (10) 

An  empirical  expression,  considering  the  pressure  ratio  just  mentioned, 
may  be  written: 

H/f  P    ,  Hb  /I  in 

H.  =  ^P-  +  "^  -  10,000  ^^^) 

in  which  P  is  maximmn  unbalanced  pressure  and  Pm  the  m.e.p.  The 
coefficient  of  friction  ^t  may  be  assumed  as  the  ratio  of  friction  to  useful 
work  if  the  pressure  were  uniform  throughout  the  stroke,  or  if  P  =  Pm\ 
its  value  may  be  taken  from  0.02  to  0.06.  Hb  may  be  taken  as  the  b.h.p. 
of  one  cylinder  end  and  m  a  constant  depending  upon  the  type  of  engine. 
Assume  for  average  values,  the  following: 

P  P 

For  simple  steam  engines p-  =2  and  up-  =  0. 08. 

P  P 

For  compound  steam  engines p-  =2.5  and  n  p—  =  0. 10. 

P  P 

For  gas — or  other  constant-vol.  engines p     =4  and  n  p-  =  0. 16. 

P  P 

For  Diesel  engines p-  =6  and  up-  =  0 .  24. 

Values  of  m  for  steam  engines  and  4-cycle  internal-combustion  engines 
are  given  in  Table  15.  These  are  rather  arbitrary  and  from  0.05  to  0.15 
may  be  added  for  2-cycle  engines,  the  larger  values  being  for  small,  high- 
speed engines. 
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Formulas  (10)  and  (11)  may  be  used  with  judgment  for  obtaining  a 
fair  approximation  to  ordinary  values  found  in  practice,  but  of  course 
wide  deviations  will  be  found.  A  wider  study  of  data  would  probably 
result  in  more  accurate  constants,  or  perhaps  a  better  formula. 


Table  15. — Values  of  m 


Type  of  engine 


Steam-small,  with  unbalanced  valve 

Steam-compound 

Steam-locomotive 

2-cylinder,  single-acting,  internal-combustion 

3-cylinder,  single-acting,  internal-combustion 

4-  and  8-cy Under,  single-acting,  internal-combustion 

6-  and  12-cylindcr,  single-acting,  internal-combustion 

1-cylinder,  double-acting,  internal-combustion 

2-cylinder,  double-acting,  twin  internal-combustion 

2-cylinder,  double-acting,  tandem  internal-combustion 

4-cylinder,  double-acting,  twin-tandem  internal-combustion 
Small  engines  with  1  or  2  cylinders,  poorly  attended 


0.07 
0.02 
0.08 
0.02 
0.03 
0.04 
0.06 
0.02 
0.04 
0.05 
0.06 
0.04 


Reference 
Mechanics  applied  to  engineering.  Prof.  Cloodman. 


CHAPTER  XI 

LUBRICATION 

Notation. 

d     =  diameter  of  bearing  in  inches. 

I      =  length  of  bearing  in  inches. 

k     =  ratio  of  length  to  diameter  =  l/d. 

Ds  =  diameter  of  standard  simple  engine  cylinder,  designed  for  some 
standard  pressure.  (See  Par.  63,  Chap.  XII  and  Par.  72, 
Chap.  XIII.) 

a  =  area  of  rubbing  surface  of  bearing  in  square  inches;  this  is  the 
projected  area  (Id)  for  cylindrical  bearings. 

P    =  total  mean  load  on  bearing  in  pounds. 

p  =  mean  pressure  in  pounds  per  square  inch;  for  cylindrical  bear- 
ings, per  square  inch  of  projected  area. 

Pm  =  maximum  pressure  in  pounds  per  square  inch. 

S    =  shearing  stress  in  turbine  shaft  in  pounds  per  square  inch. 

V    =  velocity  of  rubbing  surface  in  feet  per  minute. 

N    =  r.p.m. 

M  =  speed  in  knots,  or  nautical  miles  per  hour. 

H    =  horsepower  of  engine  (i.h.p.). 

h     =  heat  in  B.t.u.  per  hour  developed  in  bearing. 

C,  K  and  tn  are  constants  in  formulas. 

60.  General  Principles. — Friction,  lubrication  and  the  proportioning 

of  bearing  surfaces  are  so  intimately  related  in  connection  with  the 

design  of  heat  engines  that  they  may  be  considered  together  in  one  chapter. 

The  preceding  chapter  dealt  with  the  effect  of  friction  upon  power,  and 

later  chapters  will  give  the  general  construction  of  bearings,  while  in  the 

present  chapter  a  study  of  some  of  the  factors  influencing  friction,  and 

means  of  reducing  it  will  be  attempted. 

The  laws  of  friction  are  exceedingly  complicated,  and  while  much 
valuable  experimental  work  has  been  done,  and  most  lubricating  problems 
Me  practically  handled,  no  comprehensive  mathematical  treatment 
has  yet  been  presented.  References  to  valuable  material  are  given  at 
the  end  of  this  chapter. 

Proper  lubrication  is  effected  when  a  thin  film  of  any  lubricant  Ues 
between  two  surfaces  in  such  a  way  that  there  is  no  metallic  contact. 
There  is  then  no  appreciable  wear.     Without  lubrication,  there  is  wearing 
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of  the  surfaces,  and  with  great  unit  pressures  the  surfaces  may  **sieze,'' 
or  become  welded  together,  so  that  if  further  movement  is  forced  the 
surfaces  become  torn  and  "scored." 

There  may  be  all  stages  between  no  lubrication  and  perfect  lubrica- 
tion, with  behavior  varying  accordingly;  for  this  reason  it  is  well  to 
consider  the  laws  of  dry  as  well  as  of  lubricated  surfaces.  The  laws  of 
friction  of  dry  surfaces  credited  to  Morin  have  been  revised  in  the  light 
of  more  recent  experiments  and  are  given  by  Goodman  in  Mechanics 
Applied  to  Engineering,  in  parallel  with  the  laws  of  lubricated  siufaces, 
and  they  will  be  given  here. 


Dry  Surfaces 

1.  The  frictional  resistance  is 
nearly  proportional  to  the  normal 
pressure  between  the  two  surfaces. 


2.  The  frictional  resistance  is 
nearly  independent  of  the  speed  for 
low  pressures.  For  high  pressures  it 
tends  to  decrease  as  the  speed  in- 
creases. 


3.  The  frictional  resistance  is  not 
greatly  affected  by  temperature. 


4.  The  frictional  resistance  de- 
pends largely  upon  the  nature  of  the 
material  of  which  the  nibbing  sur- 
faces are  composed. 


Lubricated  Surfaces 

1.  The  frictional  resistance  is  almost 
independent  of  the  pressure  with  bath 
lubrication  so  long  as  the  oil  film  is  not 
ruptured,  and  approaches  the  behavior  of 
dry  surfaces  as  the  lubrication  becomes 
meager. 

2.  The  frictional  resistance  of  a  flooded 
bearing,  when  the  temperature  is  artificially 
controlled)  increases  (except  at  very  low 
speeds)  nearly  as  the  speed,  but  when 
the  temperature  is  not  controlled  the 
friction  does  not  appear  to  follow  any 
definite  law.  It  is  high  at  low  speeds  of  rub- 
bing, decreases  as  the  speed  increases, 
reaches  a  minimum  at  a  speed  dependent 
upon  the  temperature  and  the  intensity  of 
pressure;  at  higher  speed  it  appears  to 
increase  as  the  square  root  of  the  speed;  and 
finally,  at  speeds  of  over  3000  feet  per 
minute,  some  believe  that  it  remains  con- 
stant. 

3.  The  frictional  resistance  depends 
largely  upon  the  temperature  of  the  bearing, 
partly  due  to  the  viscosity  of  the  oil,  and 
partly  to  the  fact  that  the  diameter  of  the 
bearing  increases  with  a  rise  of  temperature 
more  rapidly  than  the  diameter  of  the  shaf  t> 
and  thereby  relieves  the  bearing  of  side 
pressure. 

4.  The  frictional  resistance  with  a 
flooded  bearing  depends  but  slightly  upon 
the  nature  of  the  material  of  which  the 
surfaces  are  composed,  but  as  the  lubrication 
becomes  meager,  the  friction  follows  much 
the  same  laws  as  in  the  case  of  dry  surfaces. 
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Dry  Subfacbb 


5.  The  friction  of  rest  is  slightly 
greater  than  the  friction  of  motion. 


0.  Whea  the  preaaures  between 
the  surfaces  become  excessive,  seizing 


7.  The  frictional  resistance  is 
greatest  at  first,  and  rapidly  decreaoes 
with  the  time  after  the  two  surfaces 
are  brought  together,  probably  due  to 
the  polishing  of  the  surfaces. 

8.  The  frictional  resistance  is 
always  greater  immediately  after  re- 
vetsal  cd  diiectioti  of  sliding. 


Lubricated  Sort  aces 

5.  Tie  friction  of  rest  is  enormously 
greater  than  the  friction  of  motion,  espe- 
cially if  thin  lubricants  be  used,  probably  due 
to  their  being  squeezed  out  when  standing. 

6.  When  the  pressures  between  the 
surfaces  become  excessive,  which  is  at  a 
much  higher  pressure  than  with  dry  sur- 
faces, the  lubricant  is  squeezed  out  and 
seizing  occurs.  The  pressure  at  which  this 
occurs  depends  upon  the  viscosity  of  the 
lubricant 

7.  The  frictional  resistance  is  least  at 
first,  and  rapidly  increases  with  the  time 
after  the  two  surfaces  ere  brought  together, 
probably  due  to  the  partial  squeezing  out  of 
the  lubricant. 

8.  Same  as  in  the  case  of  dry  surfaces. 
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The  way  in  which  friction  varies  with  velocity  for  lubricated  surfaces 
is  shown  in  Fig.  60  taken  from  Goodman.  A  comparison  of  curves  A 
and  B  also  showB  the  influence  of  temperature  as  stated  in  Law  3  for 
lubricated  surfaces.  A  comparison  of  curves  C  and  Z>,  and  of  curves  E 
and  F  also  shows  the  effect  of  pressure. 

It  is  usually  considered  that  friction  and  wear  are  so  closely  related 
as  to  be  nearly  aynonymouB  terms,  but  experiments  at  low  pressures  show 
ttiat  for  dry  surfaces  the  friction  is  less  than  for  a  bearing  flooded  with 
oil,  but  it  is  certain  the  wear  must  be  greater.     The  friction  of  a  lubricated 
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bearing  is  due  to  the  shearing  of  the  lubricant,  which  does  not  damage  the 
bearing  although  heat  is  produced  with  a  rise  in  temperature. 

From  Law  3  of  lubricated  surfaces,  a  hot  bearing,  within  reasonable 
limits,  is  more  efficient  than  a  cool  one,  as  the  thinning  of  the  lubricant 
due  to  temperature  reduces  the  friction;  this  is  also  shown  by  curves  A 
and  B,  Fig.  60. 

Martin  gives  an  instance  of  a  steam  turbine  bearing  in  which  the  heat 
generated  at  90  degrees  F.  was  double  that  generated  at  165  degrees,  show- 
ing less  friction  at  the  high  temperature.  He  also  states  that  certain  steam 
turbine  bearings  running  at  a  temperature  of  195  degrees  F.  have  given  no 
trouble.  High  temperature  is  normal  for  a  properly  lubricated  high- 
speed bearing,  but  the  oil  must  be  kept  sufficiently  viscous  to  keep  the 
rubbing  surfaces  apart.  The  greater  the  normal  viscosity  of  the  lubricant, 
the  higher  will  the  temperature  be,  due  to  greater  shearing  resistance,  and 
the  greater  the  allowable  bearing  pressure  at  a  given  speed. 

It  is  not  advisable  to  run  a  bearing  at  its  least  friction,  involving  as  it 
does  high  temperature  with  a  less  viscous  condition  of  the  lubricant,  as 
an  increase  in  temperature  from  any  cause  may  still  further  decrease  the 
viscosity  so  that  the  oil  film  will  not  be  dragged  completely  around  the 
bearing.  To  control  the  temperature,  some  bearings  are  constructed  so 
that  cold  water  may  be  circulated  around  them,  and  in  steam  turbine 
practice  with  forced  lubrication,  the  oil  is  passed  through  a  cooler  before 
being  fed  to  the  bearings. 

The  temperature  of  steam  turbine  bearings  is  not  all  due  to  the  shear- 
ing of  the  oil,  but  in  part  to  the  transmission  of  heat  of  the  steam  through 
the  shaft,  so  a  bearing  temperature  of  180  degrees  F.  is  probably  perfectly 
normal  for  a  turbine  if  there  is  no  foaming  of  the  oil. 

A.  G.  Christie,  Trans.  A.S.M.E.,  vol.  34,  p.  435, 
I     I     I     I  states  that  if  the  bearings  of  a  steam  turbine  are 

flooded  with  oil  at  100  degrees  F.  so  that  its  tempera- 
ture upon  leaving  is  about  125  degrees,  the  life  of 

the  oil  is  much  longer  than   when  very  hot  oil  is 

^x=.-=J^=-— -^^^       used,  and  the  wear  of  the  bearings  absolutely  pre- 

^•^  V  vented.     He    further  says  that  the  use  of  water- 

Fio.  61.  cooled  bearings  is  to  be  discouraged,  water  being 

much  better  employed  in  an  oil  cooler. 
A  light  oil,  with  ample  continuous  feed,  properly  filtered  and  cooled 
will    probably   give  minimum  friction  with  maximum  life  of  oil   and 
bearings. 

With  oil-bath  lubrication  as  in  Fig.  61,  oil  is  drawn  up  around  the  bear- 
ing as  shown,  the  layer  being  thicker  on  the  "on"  side  than  on  the  "off" 
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side.    This  has  been  shown  to  be  so  by  actual  experiment  by  Goodman, 
and  that  in  case  of  wear,  it  was  greater  on  the  off  side. 

Experiments  by  Tower  also  show  that  the  oil  pressure  varies,  being  a 
maxjmiun.  nearly  midway  between  the  on  and  off  sides,  and  greater  on  the 
off  side  than  on  the  on  side.  He  also  shows  that  to  feed  oil  at  the  center 
where  the  pressure  is  greatest  causes  the  oil  to  flow  out  rather  than  in. 
The  results  of  some  of  Tower's  tests,  given  by  Goodman  (Mechanics 
Applied  to  Engineering),  are  given  in  Table  16,  which  shows  the  seizing 
pressure  and  coeflicient  of  friction  for  different  methods  of  supplying 
lubricants,  and  for  different  kinds  of  bearings.  Bath  lubrication  gives  the 
best  results  and  may  be  taken  as  the  standard  of  lubrication.  Equiva- 
lent methods  are  those  in  which  the  bearing  is  flooded  with  oil,  or  has 
stream  feed,  such  as  some  of  the  forced  feed  systems. 


Table  16 


Form  of  bearing 


o 


Seizing  load, 
lb.  per  sq.  in. 

Coefficient  of 
friction 


O 


100 


0.01 


150  370      i      550      I      600 

i 
0.01    1     0.006    '     0.006    I     0.001 


200 
0.01 


90 
0.035 


Table  17 


Mode  of  lubrication 


Kolativc  friction 


Tower 


Bath '  1 .  00 

Saturated  pad .... 

Ordinary  pad \  6.48 

Syphon 7.06 


Goodman 


1.00 
1.32 
2.21 
4.20 


Pad  lubrication,  giving  next  best  results,  is  accomplished  by  having 
the  journal  in  contact  with  oil-soaked  pads.  Waste  in  railway  journal 
boxes  is  used  for  this  purpose.  A  comparison  between  methods  of 
appl3dng  lubricant  is  given  in  Table  17,  from  Goodman. 

51*  Lubricants  and  Their  Application. — As  acid  is  produced  by  the 
decomposition  of  animal  and  vegetable  oils,  they  are  Uttle  used  for  heat 
engine  lubrication,  except  as  the  former  may  be  combined  in  small 
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proportions  with  mineral  oil  to  form  cylinder  oil  for  saturated  steam, 
promoting  better  retention  of  the  oil  on  the  surfaces.  Mineral  oils  may 
then  be  considered  as  the  lubricants  for  heat  engines,  and  a  few  important 
characteristics  will  Ix)  mentioned.  Further  information  may  be  found 
in  Gill's  Engine  Room  Chemistry  and  in  treatises  on  Testing  and  Ex- 
perimental Engineering. 

Viscosity y  or  "body, *'  is  the  degree  of  fluidity  or  internal  friction  of 
an  oil.  This  varies  with  the  temperature  and  must  be  tested  at  some 
standard  temperature,  commonly  70  degrees  F.  for  engine  oils  and  212 
degrees  F.  for  cylinder  oils.  The  least  viscous  oil  which  will  stay  in  place 
and  do  its  work  should  be  used,  as  it  absorl)s  less  power  in  friction. 
Viscosimeters  for  testing  the  viscosity  of  oils  are  commonly  constructed 
upon  the  principle  of  the  rate  of  flow  thi^ugh  a  standard  orifice,  and  the 
results  are  given  in  seconds.  The  longer  it  takes  for  a  given  quantity  of 
oil  to  flow  through  the  orifice,  the  greater  the  viscosity.  When  viscosity 
is  given,  the  viscosimeter  should  be  named. 

Density  or  specific  gravity  of  mineral  oils  is  usually  measured  with  the 
Baum6  hydrometer,  and  expressed  in  degrees  Baum^  (degrees  B.).  The 
specific  gravity  is  found  by  the  formula: 

Specific  gra^dty  =  ^^Jfl^-^' 

The  cold  test  is  the  temperature  at  which  the  oil  will  just  flow.  In 
stationary  power  plants  this  is  of  little  importance,  but  for  exposed  work 
in  cold  climates  it  must  not  be  overlooked. 

The  flash  point  is  the  temperature  at  which,  oil  gives  ofif  vapors  in 
sufficient  quantity  to  explode  when  mixed  with  air,  but  the  oil  will  not 
continue  to  biuii. 

The  fire  test  or  burning  point  is  the  temperature  at  which  vapor 
enough  is  given  off  to  burn  continuously. 

The  guminmg  test  is  to  ascertain  the  amount  of  change  taking  place  in 
an  oil  when  in  use.  Gumming  may  seriously  interfere  with  the  distri- 
bution of  oil  to  bearing  surfaces. 

Add  Test, — Acid  in  mineral  oils  is  usually  sulphuric,  used  in  the  refin- 
ing process  and  not  entirely  washed  out.  An  acid  content  exceeding 
0.3  per  cent,  is  considered  harmful. 

The  friction  test,  to  determine  the  coeflScient  of  friction  is  made  with 
a  machine  specially  devised  for  this  purpose.  It  must  be  made  at  stand- 
ard temperature  and  with  a  definite  method  of  applying  the  lubricant. 

There  is  considerable  variation  in  the  characteristics  of  oils  as  given 
by  different  authorities,  but  a  few  values  are  given  in  Table  18. 
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Table  18  • 


Kind  of  oil 


Gravity,  dcR.  B 


Fladh  point, 
deg.  F. 


High-pressure  cylinder  oil i  26 . 0  to  28 

General  cylinder  oil 24 . 0  to  27 

Heavy  engine  oil 25 . 5  to  28 

Gas  engine  cylinder  oil j  26 . 0 

Automobile  engine  oil 29 .  o 

Air  compressor  oil 


550  to  600 
530  to  560 
385  to  410 
410  to  500 

430 
500  to  530 


The  cold  test  is  usually  30  or  32  degrees  F. 

A  turbine  builder  recommends  a  pure  mineral  oil  of  600  degrees  test. 

Charles  G.  Sampson,  Trans.  A.S.M.E.,  vol.  35,  p.  151,  says  that  for 
a  blast  furnace  gas  engine  main  bearing,  crosshead,  crank  pin  and  guides, 
an  oil  having  a  specific  gravity  of  0.888,  and  a  flash  point  of  435  degrees  F. 
gave  good  results.  For  the  cylinders,  when  the  piston  speed  was  600 
ft.  per  min.,  an  oil  having  a  specific  gravity  of  0.902,  and  a  flash  point  of 
380  degrees  F.  was  satisfactory,  but  was  not  at  850  ft.  per  min.;  for  this 
speed  a  specific  gravity  of  0.92  and  flash  point  of  502  degrees  F.  were 
used.  He  states  that  with  the  slower  speed  and  lighter  oil  the  wear  was 
excessive. 

Mathot  says  that  the  flash  point  of  gas  engine  cylinder  oil  is  negli- 
gible; that  it  should  have  a  viscosity  similar  to  bearing  oil;  in  fact  the 
same  oil  is  used  for  bearings  and  cylinder  in  the  best  practice. 

Greases  are  composed  of  oils  and  fats  mixed  with  soap,  forming  a 
more  or  less  solid  mass.  They  are  used  for  heavy  pressures  or  in  places 
difficult  to  lubricate  with  oil;  or,  where  the  movement  is  comparatively 
small,  as  in  valve  gears.  For  extra  heavy  pressures,  solid  lubricants, 
such  as  soapstone,  mica  or  graphite  arc  mixed  with  the  grease. 

Systems. — The  individual  systejn  of  lubrication  is  where  each  bearing 
is  provided  with  an  oil  cup  or  grease  cup,  with  restricted  feed,  or  with  an 
oil  hole  with  intermittent  feed.  The  latter  is  fortunately  passing  out  of 
date. 

The  forced  feed  or  continuous  system  may  be  diredy  in  which  oil 
under  pressure  of  from  3  to  20  lb.  per  sq.  in.  is  forced  directly  to  the 
bearings,  returned  through  a  strainer  or  filter — and  sometimes  through  a 
cooler — ^to  the  pump,  where  it  again  starts  upon  its  circuit;  or  it  may  be  a 
gravity  system,  in  which  the  oil  is  pumped  to  an  elevated  tank  located 
upon  the  wall  or  on  the  engine  frame,  and  flows  by  gravity  to  the  bearings. 
In  this  system  the  filter  may  be  in  the  basement,  on  the  ground  floor, 
or  elevated  with  the  storage  tank,  with  which  it  is  sometimes  integral. 


no 
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The  forced  feed  system  may  have  restricted  feed,  the  supply  being 
throttled  by  a  valve,  or  the  wearing  parts  may  be  continuously  "  flooded  " 
with  oil,  with  stream  feed,  being  a  form  of  oil  bath,  aud  this  method  is 
gaining  favor  for  heat  engine  lubrication.  The  oil  pump  may  be  a 
plunger  pump  operated  from  some  moving  part  of  the  ei^ine  as  the 
rocker  arm  or  valve  lever,  or  it  may  be  a  centrifugal  pump  (see  Fig,  252, 
Chap.  XIX)  operated  by  some  rotating  part.  With  steam  turbines,  a 
gear  pump  is  often  driven  by  an  extension  of  the  governor  spindle.  In 
lai^  units,  or  in  a  plant  in  which  thpro  arc  a  number  of  engines  of  tur- 


Fio.  62. — Siehl-loed  vuIm 


bines,  a  separate  pump  driven  by  a  steam  cylinder,  turbine  or  motor 
supplies  oil  for  the  entire  plant.  Manifold  oilers,  sometimes  having  a 
common  pump  and  sometimes  a  pump  for  each  line  which  is  led  from  it 
to  a  bearing,  are  often  used.  Sometimes  a  separate  compartment  con- 
tains cylinder  oil,  the  manifold  oiler  thus  furnishing  complete  lubrication. 
The  splash  system  of  lubrication,  used  mostly  on  the  smaller  engines, 
consists  of  an  enclosed  crank  case  containing  oil  at  suohu  level  that  the 
crank  or  counterbalance  enters  the  surface  at  each  revolution,  splashing 
the  oil  upon  the  bearing  surfaces.    In  single-acting  euginea  of  the  trunk- 
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piston  type,  this  also  lubricates  the  piaion,  which  is  lubricated  separately 
in  other  systemB,  sometimes  with  a  different  grade  of  oil. 

Mathot  depreciates  the  splash  system,  in  that  it  gives  impurities  no 
time  to  settle;  they  are  thus  brought  continuously  to  the  wearing  surfaces. 

A  combination  of  the  forced-feed  and  splash  system  is  used  in  some 
instances,  notably  with  automobile  engines.  The  oil  is  forced  into  the 
shaft  bearing  by  a  gear  pump,  from  thence  to  the  crank  pin  through 
holes  in  the  shaft  from  which  it  is  thrown.  It  is  claimed  that  the  rapid 
motion  of  the  cranks  (which  do  not  dip  in  the  oil  in  the  bottom  of  the 
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oil  pan)  whip  the  oil  into  a  fine  spray,  providing  ample  lubrication  for  the 
cylindere. 

In  feeding  oil  directly  to  the  bearing,  either  with  an  oil  cup  or  with 
the  forced-feed  system,  a  sight  feed  is  generally  employed;  a  sight-feed 
valve  is  shown  in  Fig.  62.  The  valve  may  be  placed  on  top  of  the  l)oaring 
or  it  may  be  a  part  of  an  oil  cup.  The  Sow  of  oil  in  both  cases  may  be 
r^ulated  by  a  valve.  A  special  sight-feed  oiler  is  shown  in  Fig.  63. 
This  is  made  by  the  Richardson-Phenix  Co. 

In  some  cases  the  sight-feed  valve  is  one  of  several  in  a  manifold  oiler 
located  on  some  part  of  the  engine,  or  turbine  frame,  with  pipes  leading 
to  the  different  bearings;  oritmay  be  located  near  the  bearing,  but  in  the 
leturn  pipe.    In  either  case  it  shows  whether  the  oil  is  flowing. 
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When  the  individual  system  is  used  on  engines  which  are  shut  down 
once  or  twice  a  day,  moving  parts  such  as  crosshead  pins,  crank  pins  and 
eccentrics  may  be  supplied  with  oil  cups,  but  as  these  cannot  be  filled 
while  in  motion,  special  devices  must  be  resorted  to  for  continuous  opera- 
tion. For  the  crosshead,  the  most  common  is  the  wiper  and  wiper  cup, 
shown  in  Fig.  64.  Oil  drops  upon  the  wick  from  a  sight-feed  cup  or 
valve  and  is  wiped  off  into  the  cup  near  the  end  of  the  stroke.  Eccen- 
trics are  also  oiled  in  this  manner.  An  alternative  in  both  cases  is  the 
telescopic  oiler  (also  called  trombone  oiler). 

For  the  crank  pin  a  cen- 
trifugal oiler  is  used.    A  con- 
venient form,  especially  for  the 
individual  system,  is  the  Nugent 
oiler.     The    weight    keeps  the 
cup  in  an  upright  position  at 
the  center    line    of  the  shaft. 
Sometimes  a  stand,  fastened  to  the  floor  or  engine 
frame  replaces  the  hanging  weight,   especially  in  the 
forced-feed  system. 
QAjj  I   [  '  The  telescope  oiler  is  sometimes  used  for  the  crank 

^^  '  '   '  '  '^  pin  in  center-crank  engines. 

Many  oiling  devices,   as  well  as  system  layouts, 
may  be  seen  in  the  catalogs  referred  to  at  the  end  of 

Fio.    64.— Crosshead  this  chapter. 

^^''  Oil  guards,   enclosing  the  crank  and  connecting 

rod,  and  sometimes  the  eccentrics,  are  often  used,  and  may  be  seen  in 
engine  catalogs. 

All  of  these  appliances  are  also  used  with  the  continuous  system.  In 
some  installations,  oil  cups  are  provided  with  each  bearing,  which,  when 
filled  with  oil  through  the  system  piping,  are  shut  off  by  a  valve;  in  case 
the  oiling  system  is  shut  down  for  cleaning  or  repairs,  the  cup  valves  are 
opened  and  lubrication  provided. 

Grease  Cups. — Two  types  of  grease  cups  are  used,  one  a  screw-feed 
cup,  the  other  an  automatic  cup.  In  the  latter,  when  the  handle  is 
screwed  up  to  the  top  of  the  stem,  the  spring  exerts  pressiu^  upon  the 
grease,  the  feed  being  regulated  by  a  screw  which  forms  a  plug  cock. 

Self-oiling  bearings  have  an  oil  pocket  in  the  bottom  from  which  oil 
is  carried  to  the  top  of  the  shaft  by  rings  or  chains  which  are  supported 
on  the  shaft.  A  gage  glass  on  the  outside  of  the  bearing  indicates  the 
amount  of  oil  in  the  pocket.  They  are  used  on  the  smaller  steam  turbines 
and  sometimes  in  connection  with  a  forced-feed  system;  they  are  also 
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used  on  outer  bearings  of  engines  and  sometimes  for  main  bearings  of 
]8trg,e  ei^ines.  Gttldner  objects  to  them  for  internal-combustion  engines 
as  they  reduce  the  wearing  surface  and  weaken  the  bearing.  Bearings 
are  shown  in  Chaps.  XXIX  and  XXXIII. 


Clearance. — For  proper  lubrication  there  must  be  some  clearance 
l>etween  journal  and  bearing.  No  hard-and-fast  rule  may  be  made' 
and  standards  differ  with  different  builders.  Goodman  says  that  for 
ordinary  lubrication  the  clearance  should  be  0.001  of  the  journal  diameter. 


Fia.  67.- — Crank-  and  crosahead  box  grooves 


and  slightly  more  for  Sooded  bearings.     Martin  says  the  clearance  for 
steam  turbine  bearings  should  be  from  0.006  to  0.008  in. 

OH  Grooves. — It  is  sometimes  claimed  that  oil  grooves  are  unnecessary, 
and  for  the  uniform  conditions  under  which  moat  bearing  tests  are  made, 


Kia.  68. — CTos^oad  shoB  grooves. 

this  may  be  true;  but  judging  from  the  practice  of  most  builders,  it  is 
apparent  that  there  is  a  general  feeling  in  favor  of  them.  Their  form  and 
arrangement  have  been  the  subject  of  considerable  discussion,  and  no 
attempt  of  a  eettlement  of  the  question  will  be  made  here;  but  a  number 
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of  forms  given  by  leading  authorities  and  used  by  successful  builders 
will  be  given.  The  grooves  are  shown  as  though  laid  out  on  a  flat  surface 
equal  in  length  to  the  projection  of  the  circular  arc  which  they  represent, 
and  of  a  width  equal  to  the  length  of  the  bearing. 

There  is  probably  no  doubt  but  that  bearings  should  be  chamfered 
at  the  edges,  and  the  comers  of  chamfer  and  grooves  rounded  as 
shown  in  Fig.  69. 

Bearing  Metal. — It  has  long  been  considered 
that  proper  lubrication  cannot  be  secured  be- 
tween surfaces  of  the  same  material,  and  while 
this  does  not  hold  for  cylinders  and  valves,  at 
least,  it  is  nevertheless  true  that  in  nearly  all 

^'"'  ^^Thlmfers^^   ^""^    ^^^>  ^^^  joumals  and  bearings  of  heat  engines 

are  of  different  materials.  The  journals  are 
practically  always  of  steel,  while  the  bearing  boxes  are  either  of  some 
form  of  bronze,  or  are  lined  with  a  soft  metal  such  as  babbitt  or  some 
other  "anti-friction"  metal,  the  latter  method  being  predominant. 

From  Law  4  for  lubricated  surfaces,  it  makes  little  difference  what  the 
bearing  metal  is  if  the  bearing  is  amply  lubricated,  as  the  journal  is  not 
in  contact  with  the  l)earing;  but  bearings  are  not  always  perfectly  lubri- 
cated, so  the  selection  of  the  material  is  important,  especially  for  heavy 
loads  or  high  speeds. 

For  heavy  loads  subject  to  blows,  bronze  is  usually  employed,  although 
the  crank-pin  boxes  of  most  gas  engines  are  lined  with  babbitt.  While  all 
bearings  should  be  properly  fitted,  this  is  especially  true  of  bronze,  but 
if  carefully  fitted  and  well  lubricated,  it  will  probably  outwear  babbitt. 

Goodman  gives  the  advantages  and  disadvantages  of  soft  white  metal 
for  bearings  as  follows : 

Advantages. 

(a)  The  friction  is  much  lower  than  with  hard  bronze»,  cast  iron,  etc.,  hence  it  is 
less  liable  to  heat. 

(6)  The  wear  is  very  small  indeed  after  the  bearing  has  once  got  well  bedded  (see 
disadvantages). 

(c)  It  rarely  scores  the  shaft,  even  if  the  l>earing  heats. 

(d)  It  absorbs  any  grit  that  may  get  into  the  bearing,  instead  of  allowing  it  to  churn 
round  and  round,  and  so  cause  damage. 

Disadvantages. 

(a)  Will  not  stand  the  hammering  action  that  some  shafts  are  subjected  to. 

(6)  The  wear  is  very  rapid  at  first  if  the  shaft  is  at  all  rough;  the  action  resembles 
that  of  a  new  file  on  lead.  At  first  the  file  cuts  rapidly,  but  it  soon  clogs,  and  then 
ceases  to  act  as  a  file. 

(c)  It  is  liable  to  melt  out  if  the  bearing  runs  hot. 

(d)  If  made  of  unsuitable  material  it  is  liable  to  corroda 
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e  crosshead  pins  of  nearly  all  steam-  and  internal-combustion 
s,  having  comparatively  small  wearing  motion,  are  provided  with 
J  bearings,  as  are  some  small  valve-gear  pins,  but  the  main  and 
bearings,  the  crank-pin  box  and  the  crosshead  shoes  are  babbitted, 
imes  steam  engine  pistons  have  rings  or  strips  of  babbitt,  but  this 
.   the  rule.    Steam  turbine  shaft  bearings  are  usually  babbitt 

e  term  babbitt  is  used  in  a  rather  general  way;  there  are  a  number 
-friction  metals  on  the  market  which  are  used  for  the  same  purpose, 
e  design  of  the  various  bearings  is  considered  in  connection  with 
ferent  engine  details  of  which  they  form  a  part. 
Bearing  Proportions. — The  bearing  formulas  in  common  use  are 
cal  and  are  not  based  upon  the  laws  of  friction.  The  most  common 
sionis: 

pV  =  C  (1) 

ch  p  is  the  pressure  in  pounds  per  square  inch  of  projected  area, 
velocity  of  rubbing  surfaces  in  feet  per  minute,  and  C  a  constant 
differs  for  various  bearings.  The  mean  pressure  is  assiuned,  which 
qual  the  maximum  in  some  cases.  In  steam-  and  gas-engine  work 
le  resultant  of  all  forces  acting  upon  the  bearing  surface,  which, 
in  and  outer  bearings  includes  weight  of  shaft,  wheel,  crank,  etc., 

belt  and  piston  thrust;  the  latter,  including  inertia,  is  explained 
.  103,  Chap.  XVI. 

B  piston  thrust  is  often  the  chief  factor  in  internal-combustion 
3,  especially  in  small  and  mediiun  powers,  and  consists  of  the  mean 
re  due  to  gas  pressure  and  inertia  of  reciprocating  parts.     This 

further  treated  in  Chap.  XVI. 

tnaximiun  pressure  Pm  is  also  prescribed,  beyond  which  it  is  best 
go.    Strength  considerations,  the  most  important  from  the  stand- 
^{  safety,  are  discussed  in  the  chapters  dealing  with  the  details 
jd. 
s  apparent  that  preliminary  assiunptions  must  be  made,  and  the 

checked  by  other  limiting  conditions. 

P  be  the  total  mean  load  on  the  bearing,  {  the  length  and  d  the 
er  of  the  bearing  in  inches,  and  N  the  r.p.m.    Then : 

P  =  g  (2) 

F=^  (3) 
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Substituting  in  (1)  gives: 


irPN  PN 

I  =  '[^%  =  0.262  ^/ 


(4) 


Table  19  gives  values  of  p^  and  C  which  have  been  used  in  practice. 


Table   19 


V 

a 

Ml 

a 

mm 

a 


60 

a 


S 

c3 


Bearing 


Pm 


Main  bearing 

Crosshead  pin 

Crosshead  pin — locomotive 

Crank  pin 

Crankpin — locomotive 

Crosshead  shoe 

Piston 

Main  bdkring 

Crosshead — or  piston  pin. . 

Crank  pin 

Crosshead  shoe 

Trunk  piston 


125  to  200 
1200  to  1500 
3500  to  4800 
1000  to  1200 
1200  to  1700 
35  to  75 
25 

50,000 

200,000 

50,000 
30,000 

350  to  400 
1000  to  1800 
1000  to  1700 

42,000 

90,000 

35  to  45 
21 


The  values. of  C  for  the  steam  engine  were  given  by  James  Christie 
in  the  American  Machinist,  Dec.  15,  1898,  and  have  been  used  as  a  check 
by  the  author  since  that  time.  For  light  loads,  high  speeds  and  efficient 
lubrication,  it  was  stated  that  the  values  may  be  doubled. 

The  values  for  internal-combustion  engines  are  those  given  by 
Guldner,  and  coincide  with  those  given  by  other  authorities.  In  all  cases 
it  is  assumed  that  steel  journals  and  bearings  lined  with  babbitt  are  used. 
Exception  is  made  for  crosshead  boxes — which  are  usually  of  bronze- 
and  crossheads  and  pistons. 

Where  the  force  acting  upon  a  bearing  is  rapidly  alternating,  better 
lubrication  is  possible,  as  time  is  given  for  the  oil  to  flow  between  the 
surfaces  when  the  pressure  is  removed.  This  obtains  to  some  extent  with 
all  cylindrical  bearings  of  a  reciprocating  engine,  but  especially  for  the 
connecting-rod  iSearings;  thLs  accounts  for  the  larger  value  of  Pm  and  C 
given  for  crank  and  crosshead  pins.  These  bearings  also  have  better 
air  circulation  due  to  their  motion. 

A  little  computation  will  show  that  under  the  same  conditions  of 
operation  regarding  temperature,  lubrication,  etc..  Formula  (1)  gives 
absurd  results  for  widely  varying  surface  speeds  unless  C  is  varied  with 
the  speed.    A  formula  credited  to  the  late  Edwin  Reynolds  has  been 
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used  for  the  main  bearings  of  engines,  and  has  also  been  used  by  the 
author  lor  heavy-duty  mill  bearings;  it  is: 

py/V  =  K  (5) 

the  notation  being  the  same  as  for  (1).  For  extremes  of  speed  the  con- 
stant K  must  vary,  but  a  given  value  covers  a  wider  range  of  conditions 
than  does  C  in  Formula  (1).     Table  20  from  the  author's  note  book  will 

illustrate. 

Table  20 

Service  I.  A' 


Main  bearing — horizontal  engine ^^^\~^ 

Main  bearing — ^vertical  engine ^^^\~oK 

Sugar  mill  gear  drive '         2500 

Sugar  mill  roll  shaft 5200 

Freight  car  journal 4900 

The  constants  for  the  engine  bearings  are  modified  to  give  a  smaller 
value  for  small  engines,  assuming  less  efficient  lubrication;  this,  however, 
will  probably  not  hold  today  in  many  cases,  and  the  quantity  within  the 
radical  may  be  ignored.  Neglecting  this,  the  same  value  is  used  for  slow 
turning  sugar  mill  gearing  as  for  the  horizontal  engine.  The  sugar  mill 
roll  shaft  works  under  a  steady  hydraulic  load  of  over  300  tons  at  ex- 
tremely low  speed;  the  diameter  is  limited  due  to  the  housing  bolts,  and 
strength  considerations  reduces  its  length.  Another  extreme  is  the 
freight  car  journal,  which  is  of  Umited  size,  under  heavy  pressure  and 
fairly  high  speed. 
Substituting  (2)  and  (3)  in  (5)  gives: 

In  solving  directly  for  the  bearing  dimensions  we  may  take  I  =  kd; 
then : 

The  ratio  k  will  be  considered  in  connection  with  the  details  concerned. 
In  main  bearings  it  ranges  usually  from  1.5  to  2.  The  smaller  values  are 
most  uaed  where  a  large  diameter  is  required  for  strength.  A  very  com- 
mon value  for  stationary  steam  engines  of  moderate  size  is  2. 

Steam  Turbine  Bearings. — Martin  gives  the  values  of  C  in  Formula  (1) 
as  from  150,000  to  180,000  for  stationary  turbines  driving  electrical  ma- 
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chinery,  and  90,000  for  marine  turbines.  A.  G.  Christie,  Trans.  A.S.M.E., 
vol.  34,  p.  435,  gives  a  value  of  p  from  80  to  100  when  V  is  3600.  This 
gives  C  from  288,000  to  360,000,  and  K  from  4800  to  6000. 

Martin  gives  a  formula  due  to  Nicholson,  which,  insofar  as  pressure 
and  speed  are  concerned,  follows  the  laws  of  friction  of  lubricated  bearings 
quaUtatively  at  least;  it  is  as  follows: 

This  formula  is  given  here  as  indicating  the  possible  trend  in  the  design  of 
turbine  bearings.  The  value  of  m  is  given  as  40.  According  to  Martin, 
Dr.  Lasche  successfully  ran  a  bearing  10?  ^  in.  in  diameter  by  0s  i^- 
long,  33  ft.  per  second  with  a  pressure  of  167  lb.  per  sq.  in.  of  pro- 
jected area.  With  the  same  total  load,  taking  m  as  40,  (8)  gives  a 
length  of  1.96,  for  which  the  pressure  is  372  lb.  To  adapt  (8)  to  Dr. 
Lasche's  bearing,  m  must  equal  18.3. 

A  value  on  m  which  would  border  upon  conservatism  according  to 
present-day  practice  in  the  United  States  might  be  used  without  destroy- 
ing the  general  rational  form  of  the  equation;  this  would  give  fc,  the  ratio 
of  length  to  diameter  between  about  1.75  and  3,  the  smaller  ratio  being 
for  the  higher  speeds. 

To  better  make  a  comparison  of  (4),  (6)  and  (8)  as  applied  to  steam 
turbine  bearings  with  the  value  of  the  constants  already  mentioned, 
approximate  data  from  an  actual  turbine  will  be  taken  and  the  results 
given  in  Table  21. 

P  =  25,000,  TV  =  750,  rf  =  12  and  V  =2350. 

Table  21 


1 
2 
3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

13 


1 

Actual 

53.5 

(4) 

64.0 

(4) 

76.8 

(4) 

123.0 

(4) 

153.0 

(6) 

61.2 

(6) 

61.5 

(6) 

100.0 

(6) 

123.0 

(6) 

87.0 

(8) 

393.0 

(8) 

180.0 

(8) 

98.0 

126,000 
150.000 
180,000 
288,000 
360,000 


2,600 

5.45 

39.00    ! 

•   •   •   • 

32.60 

•   •   •   • 

27.20 

■    •   •   • 

17.00 

•    ■   ■   • 

13.60 

2,500 

40.70 

3,000 

34.00 

4,800 

21.00 

6,000 

17.00 

4,200 

24.00 

40.00 

5.30 

18.30 

11.60 

10.00 

21.25 

3.25 
2.72 
2.27 
1.42 
1.14 
3.40 
2.83 
75 
42 
00 
44 
0.97 
1.77 


1 
1 
2 
0 
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The  diameter  of  the  bearing  may  be  found  tentatively  thus: 


=  75^5^ 


(9) 

SN 

where  H  is  the  horsepower  and  S  the  shearing  stress  (see  Chap.  XXXII). 

It  is  interesting  to  note  that  in  line  6  the  value  of  K  giving  a  length 
about  the  same  as  that  of  the  actual  bearing  (line  1)  is  the  same  as  for  the 
horizontal  engine  and  the  sugar  mill  gears — a,  wide  range  indeed. 

Lines  4,  5,  9,  11  and  12  seem  extreme  when  compared  with  present- 
day  practice,  but  2,  3  and  7  are  no  doubt  conservative.  Lines  8,  10  and 
13  give  less  conservative  values,  but  there  is  little  doubt  but  that  friction 
would  b3  less.  Formula  (6)  would  increase  the  length  for  higher  speeds 
and  decrease  it  for  lower — a  familiar  practice;  while  (8)  would  do  the  re- 
verse. Formula  (6)  would  therefore  reduce  unit  load  with  increased 
speed,  while  (8)  would  increase  it;  there  are  a  number  of  formulas  given 
by  different  authorities  giving  results  in  a  similar  direction  as  (8),  but  of 
simpler  form  (see  Leutwiler's  Machine  Design).  Formula  (8),  when  m 
is  40,  is  as  exceedingly  generous  when  applied  to  heavily  loaded,  slow- 
speed  shafts,  as  it  is  sparing  with  the  turbine  bearing,  and  gives  absurd 
dimensions.  In  view  of  successful  practice  with  such  bearings,  it  is 
obvious  that  it  is  not  a  general  rational  bearing  formula. 

It  is  apparent  that  all  bearing  formulas  have  their  limits,  but  that  (6) 
will  adapt  itself  to  a  wider  range  of  conditions  with  results  which  are  now 
considered  practical,  than  either  (4)  or  (8),  especially  if  a  single  constant 
is  to  be  used,  although  it  does  not  express  the  laws  of  friction  of  lubricated 
bearings. 

Thrust  hearings  are  used  to  locate  the  shafts-  of  steam  turbines.  The 
amount  of  thrust  is  indefinite  and  their  proportions  are  rather  arbitrary. 
In  ship  propulsion,  they  must  take  the  thrust  of  the  propeller;  this  is  due 
to  the  fraction  q  of  the  horsepower  of  the  engine  or  turbine  which  is 
transmitted  to  the  propeller.  In  good  practice,  p  ^  75  for  F  =  500, 
V  being  the  mean  speed  of  the  bearing  surface.  Then  C  =  37,500  and 
K  =  1677.  Let  M  be  the  speed  of  the  ship  in  knots  per  hour,  H  the 
horsepower  of  the  engine  or  turbine  and  a  the  area  of  the  bearing  surface 
in  square  inches.    Then: 

6080  MP  „ 


60  X  33,000 

or: 

p_  308gg 
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Then: 


_P      309qH 
^       a        aM 


and: 


By(l): 


and: 


By  (5) : 


a  = 


_  30SqH 
pM 


(10) 


p  = 


37,500 


^      122M 


(11) 


P  = 


1677 

V'v 


and: 


a  = 


_qHy/V 


5.08M 


(12) 


Tables  19,  20  and  21  may  be  used  as  a  guide  in  the  design  of  bearings, 

but  it  does  not  seem  wise  to  make 
dogmatic  statements  at  this  stage  of 
bearing  formula  development.  The 
length  of  a  bearing  is  often  com- 
puted, then  modified  by  judgment  or 
by  some  old  rule  of  thumb;  or  it  may 
be  designed  by  rule  of  thiunb  and 
checked  by  one  or  more  formulas. 
The  author  has  more  confidence  in 
Formula  (5)  and  the  derived  For- 
mulas (6)  and  (7)  than  in  any 
other  one  formula,  with  the  values 
of  K  given  in  Table  20.  For 
steam  turbines  K  may  be  taken 
from  3000  to  5000  accordmg  to  the 
intrepidity  of  the  designer. 

Eccentric  bearings  have  some- 
times been  used  to  obtain  increased 
bearing  surface  when  space  would  not  allow  an  increase  of  length  except 
by  eccentric  loading.  That  the  desired  end — reducing  bearing  pressure — 
is  often  defeated  by  this  arrangement  may  be  shown  by  the  following 
equations.    Fig.  70  is  a  diagram  of  a  bearing  with  eccentric  load  placed 
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X  inches  from  the  center  of  the  bearing.  Below  is  a  pressure-distribution 
diagram  which  assumes  a  condition  similar  to  a  rigid  bearing  resting 
upon  an  indefinitely  large  number  of  springs  exactly  alike,  the  deflection 
of  which  measures  the  unit  bearing  pressure  at  that  point  in  the  bearing 
length.  The  actual  case  is  near  enough  to  this  to  give  an  idea  of  the  effect 
of  eccentric  loading. 

The  center  of  area  of  the  load  diagram  being  at  x,  it  remains  to  find  the 
end  ordinates,  pi  and  p2,  which  will  agree  with  this  condition.  For  this 
purpose  the  diagram  may  be  divided  into  two  triangles  whose  centers  of 
gravity  are  1/6  from  the  center  of  the  bearing;  then  equating  moments 
gives: 

f  (-6-')-^(-6  +  «)  <•« 

A.I8O: 

£i±Pcfl  =  P  (14) 

Rearranging  Equations  (13)  and  (14)  and  adding  together  gives: 

^-a('-?)  (•« 

and: 

V.  =  |(l  +  f )  (16) 

From  (16)  and  (16)  it  may  be  seen  that  if  x  equals  i/6,  p2  is  zero,  while  pi 
is  twice  the  mean  pressure  on  the  bearing. 

63.  Forced-feed  Systems  from  Practice. — Few  engine  and  turbine 
builders  manufactm^  their  own  lubricating  appliances,  but  these,  which 
are  of  great  variety,  are  obtained  from  manufacturers  making  a  specialty 
of  this  line.  A  few  catalogues  and  bulletins  are  referred  to  at  the  end 
of  this  chapter.  These  may  be  had  for  the  asking,  and  space  will  not 
be  used  to  reproduce  the  numerous  cuts  necessary  for  an  adequate 
description. 

Fig.  71  shows  a  Bowser  7F  oil  clarifying  outfit  located  in  the  basement 
of  the  engine  room,  and  connected  with  a  gravity  tank,  forming  a  con- 
tinuous oiling  system.  CHI  is  forced  to  the  tank  by  a  separate  steam 
pump;  it  is  then  led  to  the  bearings,  which  are  also  shown  fitted  with 
emergency  oil  cups.  The  7F  outfit  is  regarded  as  a  portable  outfit  for 
small  plants,  and  is  given  here  to  illustrate  a  simple  piping  arrangement. 
The  more  complete  Bowser  system  will  be  mentioned  later. 

Taking  a  as  the  area  of  the  wearing  surfaces  of  a  thrust  bearing,  or  the 
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projected  area  of  a  cylindrical  lx;aring  in  square  inches,  Martin  gives  ior 
ths  heat  generated  by  a  bearing  per  hour  in  B.t.u. : 

where  V  is  the  velocity  in  feet  per  minute  as  before.  Then  the  weight 
of  oil  which  must  bo  supplied  by  the  pumps  in  pounds  per  hour  he  gives 
as  ^h/4,  and  the  cooling  surface  in  the  cooler  aa  lA/500  sq,  ft.  He  states 
that  the  tanks  may  have  a  capacity  of  J-f  o  the  total  quantity  of  oil 
pumped  per  hour. 


Fillralion  gyetema  may  be  classifipd  as  follows: 

1.  Contimurus  circulating  sy^ems,  in  which  all  the  oil  used  is  contin- 
uously passed  through  a  filter. 

2.  Partial  filtration,  in  which  part  of  the  dirtiest  oil  is  continuously 
removed  from  the  circulating  system,  passed  throT^h  a  filter  and 
returned  to  the  system. 

3.  Batch  filtration,  in  which  all  of  the  oil  is  removed  and  filtered,  the 
machine  being  supplied  with  fresh  oil  while  the  dirty  oil  is  being  purified. 

Method  (1)  may  be  used  on  steam  and  gas  ei^inee  where  large  quan- 
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titles  of  oil  are  not  needed  for  cooling  as  in  the  case  of  the  steam  turbine. 
For  the  latter,  the  filtering  surface  required  would  be  excessive,  and  it  is 
unnecessary  to  pass  all  the  oil  through  the  filter. 

Method  (2)  may  be  used  when  excessive  quantities  of  oil  are  used,  as 
for  large  steam  turbine  plants. 

Method  (3)  is  used  for  splash  lubrication  systems  and  where  ring-oiling 
hearings  are  used. 

In  aU  clarifying  systems,  precipitation  is  used  to  some  extent,  but  it 
is  a  large  factor  in  Method  (3). 

The  S3rstems  thus  far  illustrated  in  this  paragraph  have  been  continu- 
ous circulating  systems.  Another  example  is  the  2F  filtration  system  of 
the  S.  F.  Bowser  Co.,  Inc.,  Ft.  Wayne,  Ind.  This  system  was  especially 
designed  for  reciprocating-engine  plants  where  basement  space  is  avail- 
able for  the  two  floor  units;  viz.,  the  separator  and  refuse  tank,  and  the 
filter  tank. 

A  quite  generally  apphcable  system  is  the  Bowser  6F  filtration  system. 
This  is  a  continuous  system  with  large  precipitating  capacity.  The  system 
was  designed  to  meet  several  important  operating  conditions  as  follows: 

1.  For  power  plants  where  there  are  no  basements  and  the  engines 
are  located  on  the  ground  floor. 

2.  When  large  volumes  of  water  return  with  the  dirty  oil. 

3.  For  general  application  to  large  plants  requiring  an  individual  filter- 
ing and  circulating  system  of  considerable  capacity,  or  a  central  system 
to  which  all  the  units  in  the  power  plant  are  connected. 

4.  The  6F  system  can  be  used  with  reciprocating  steam  engines,  gas 
or  Diesel  engines,  and  other  machinery  when  a  speedy  separation  of  large 
volumes  of  impurity  is  essential.  This  system  is  of  well  nigh  universal 
application  and  can  be  specified  for  any  class  of  lubrication  requiring 
stream  feed. 

The  6F  system  is  also  recommended  when  it  is  desired  to  filter  a  large 
number  of  batches  so  frequently  that  it  is  necessary  to  pass  oil  through 
with  a  very  short  time  for  precipitation.  It  would  thus  take  the  place 
of  the  5F  system  of  batch  filtration.  A  diagram  of  the  6F  system,  which 
may  aid  in  an  understanding  of  its  operation  is  given  in  Fig.  72. 

64,  Cylinder  Lubrication. — Steam  cyUnders  are  lubricated  by  intro- 
ducing oil  with  the  steam,  sometimes  by  means  of  a  simple  gravity  oil 
cup  on  the  steam  chest,  but  in  stationary  engines,  more  often  by  forcing 
the  oil  into  the  steam  pipe  by  a  hydrostatic  lubricator.  A  small  pipe 
from  the  top  of  the  lubricator  connects  with  the  steam  pipe  about  three 
feet  above  where  the  oil  enters  the  steam  pipe;  the  condensed  steam  in 
this  small  pipe  gives  the  head  which  forces  in  the  oil. 
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Positive  Lvbricatian. — Hand  oil  pumps  are  sometimes  used  to  supple- 
ment the  hydrostatic  lubricator,  but  these  depend  upon  the  engine-man 
for  operation.  Probably  the  most  reliable  method  of  lubrication  for 
cylinders,  for  either  steam-  or  internal-combustion  engines  is  by  a  i>ositive 
lubricator  operated  from  some  moving  part  of  the  engine.  The  stroke 
of  the  piunp  is  adjustable,  so  that  the  proper  quantity  of  oil  is  fed  at  each 
stroke  of  the  piston.     Such  lubrication  may  feed  into  the  steam  pipe  or 


RCCICVING   TANK 
FiQ.  72. — Diagram  of  Bowser  6F.  filtration  system. 


directly  into  the  cylinder,  and  in  some  large  engines,  may  have  branches 
going  to  the  valves,  especially  if  superheated  steam  is  used. 

In  using  superheated  steam  in  cylinders  previously  using  saturated 
steam,  the  rounding  off  of  the  edges  of  valves  and  ports  has  been  advised 
to  prevent  wiping  off  the  oil. 

For  high  steam  pressures  and  superheated  steam,  pure  mineral  oil  is 
\yesty  but  it  is  sometimes  difficult  to  get  it  to  adhere  to  the  surfaces; 
graphite  has  been  found  effective  in  this  case.  It  is  best  mixed  with  oil 
and  may  be  applied  by  a  graphite  lubricator,  a  description  of  which 
may  be  found  in  the  catalogues  cited. 
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The  cylinders  of  internal-combustioii  engines  are  best  lubricated  by  a 
positive  sight-feed  oil  pump  which  forces  the  oil  onto  the  piston  between 
the  rings  at  the  crank  end  of  the  stroke      The  usual  place  for  oil  injec- 


^mn  u  between  the  first  and  second  rings  counted  from  the  head  of  the 
piston.  Giildner  says  that  oil  grooves  on  the  surface  of  the  cylinder  are 
rf  doubtful  value  if  a  forced  feed  is  not  used  and  the  forcing  of  the  oil  is 
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not  rightly  timed.    He  also  eays  that  oil  should  be  supplied  at  several 
points  on  the  circumference  of  the  piston  in  large  engines. 

A  check  valve  is  used  in  the  cylinder  wall  for  forced  feed  and  this  must 
be  constructed  so  as  to  penetrate  the  water  jacket.  Such  a  valve,  fur- 
nished by  the  Bichardson-Phenix  Co.  is  shown  in  Fig.  73. 

In  many  internal-combustion  engines,  especially  those  with  small 
cylinders,  the  cylinders  are  not  directly  lubricated;  the  oiling  system 
of  such  engines  properly  comes  under  Par.  53.  In  these  engines,  the 
bearings  have  forced  feed  but  the  cylinders  are  lubricated  by  oil  thrown 
from  the  cranks. 

The  system  of  forced  lubrication  used  on  the  Busch-Sulzer  Bros. 
Diesel  Engine  is  shown  in  Fig.  74.  The  oil  flow  is  indicated  by  the 
arrows. 
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PART  IV— POWER  AND  THRUST 

CHAPTER  XII 

THE.  SIMPLE  STEAM  ENGINE 

Notation. 

P  =  pressure  per  square  inch  absolute. 
Pb  =  back  pressure  in  pound  per  square  inch  absolute. 
Pt  =  terminal  pressure  in  pounds  per  square  inch  absolute. 
Pc  =  compression  pressure  in  pounds  per  square  inch  absolute. 
Pu  =  mean  eflfective  pressure  (m.e.p.)  in  pounds  per  square  inch. 
Pz  =  maximum  total  unbalanced  pressure  exerted  by  piston, 
p  ■=  maximum  xmbalanced  pressure  per  square  inch.    Also  pres- 
sure used  in  general  discussion. 
p  s  =^  maximum  unbalanced  pressure  per  square  inch  taken  as 

some  standard  pressure. 
V  =  volume  of  stroke.    Also  volume  in  general. 
V  =  specific   volume — cubic   feet   per  pound.    Also  volume  in 

general, 
n  =  exponent  in  equation,  pt;**  =  constant. 
h  =s  ratio  of  clearance  volume  at  one  end  of  cylinder  to  volume 

stroke. 
{  =  ratio  of  portion  of  stroke  up  to  cut-off,  to  entire  stroke; 

commonly  known  as  cut-oflF. 
X  =  ratio  of  portion  of  stroke  up  to  exhaust  closure,  to  entire 

stroke;  usually  called  compression. 
c  =  ratio  of  volume  of  cushion  steam  in  one  end  of  cylinder  at 

initial  pressure,  to  volume  of  stroke. 
F  =  ratio  of  volume  of  cylinder  feed  in  one  end  of  cylinder  at 

initial  pressure,  to  volume  of  stroke. 
r  ==  ratio  of  expansion. 
Tc  =  ratio  of  compression. 

C  =  heat  content  of  one  pound  of  steam  (see  Chap.  VII). 
H  =  indicated  horsepower  (i.h.p.). 

A  =  effective  piston  area  in  square  inches  acted  upon  by  the  steam. 
D  =  cylinder  diameter  in  inches. 
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Da  =  diameter  of  cylinder  when  designed  for  standard  unbalanced 
pressure  ps- 
L  =  stroke  of  piston  in  inches. 
N  =  revolutions  of  engine  crank  per  minute  (r.p.m.). 
S  =  mean  piston  speed  in  feet  per  minute. 
W  =  theoretical  steam  consumption  (or  water  rate)  in  pounds  per 

i.h.p.-hr.  measured  from  indicator  diagram. 
w  =  weight  per  cubic  foot  of  dry  saturated  steam. 
/  =  diagram  factor — ^ratio  of  actual  to  theoretical  m.e.p. 
Log^  =  hyperboUc,  natural  or  Naperian  logarithm;  it  is  the  result 
of  integration  and  used  only  as  a  factor. 

55.  Indicator  Diagrams. — The  indicator  diagram  is  of  great  im- 
portance in  all  phases  of  steam  engine  design,  and  due  to  the  fact  that 
the  maximum  and  minimum  steam  pressures  are  known  with  accuracy 
and  the  opening  and  closing  of  inlet  and  exhaust  valves  may  be  positively 
effected  for  any  load  or  speed,  a  conventional  indicator  diagram  may  be 
safely  used  for  all  design  problems. 

Although  the  curves  employed  are  not  theoretical  curves  for  steam 
from  a  thermodynamic  standpoint,  such  a  diagram  is  commonly  known 
as  a  theoretical  diagram  to  distinguish  it  from  a  diagram  traced  with  an 
indicator,  giving  actual  pressures  within  the  engine  cylinder.  The  differ- 
ence between  the  two  is  treated  under  diagram  factors  in  a  later  paragraph. 

A  conventional  diagram  is  traced  through  a  complete  cycle  of  events  in 
Chap.  Ill,  a  perusal  of  which  is  assumed.  An  important  use  of  the  diagram 
is  the  determination  of  the  m.e.p.,  and  to  greatly  simplify  the  operation, 
admission  and  release  are  assumed  to  occur  at  the  extreme  ends  of  the 
stroke.  The  discrepancy  due  to  this  is  usually  small  except  for  high- 
speed engines  with  single-eccentric  gears,  nmning  with  light  loads,  and  is 
covered  by  the  diagram  factor  already  alluded  to. 

The  conventional  curve  most  convenient  for  plotting  and  calculation 
has  the  equation: 

py"  =  constant. 

The  exponent  n  may  equal  or  be  greater  or  less  than  unity.  If  n  is 
unity  the  curve  is  a  rectangular  hyperbola,  which  has  been  most  widely 
used,  and  represents  with  considerable  accuracy  the  expansion  curves 
for  saturated  steam,  and  for  superheated  steam  when  the  superheat  is 
moderate;  this  may  be  seen  in  Fig.  75  which  is  reproduced  from  an  actual 
diagram;  the  hyperbola  is  plotted  from  the  same  point  of  cut-off.  After 
examining  a  number  of  diagrams  from  engines  using  100  degrees  superheat, 
it  seems  that  little  is  to  be  gained  by  using  other  than  the  hyperbola  for 
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the  conventional  curves  of  superheated  steam;  the  deviation  is  probably 
not  greater  than  for  some  saturated  steam  diagrams. 

The  actual  point  of  cut-off  on  many  diagrams  is  not  well  defined,  as 
may  be  seen  in  Fig.  76.     The  A.  S.  M.  E.  Committee  on  Standardizing 
Engine  Tests  (Trans.  A.  S.  M.  E.,  vol.  24,  p.  749),  in  order  that  this 
"point  may  be  defined  in  exact  terms  for 
commercial    purposes,   as    used  in  steam- 
engine  specifications  and   contracts,"  rec- 
ommends that  a  horizontal  line  be  drawn 
touching   the  point  of  maximum  pressure 
as  pbf  Fig.  2.      A    hyperbola    from   6  to 
c,  forming  a  continuous  smooth  curve  with 
the  expansion  line  marks  the  cut-off  at  6. 
The  fraction  of  cut-oflF  is  ab/ag,  and  is  called 

the  commercial  cut-off.  The  actual  cut-off  is  some  later  in  the  stroke 
and  should  be  provided  for  in  valve-gear  design;  the  commercial  cut-off, 
however,  will  be  assumed  in  power  calculations. 

To  draw  the  hyperbola  through  two  points  of  a  curve  on  an  actual 
diagram,  a  clearance  line  must  be  located.  Referring  to  Fig.  77,  let  x 
represent  the  imknown  distance  to  the  clearance  line,  pi  and  ps  the  ab- 
solute pressures  at  the  two  points  and  a  the  horizontal  distance  between 
them.     Then  from  the  equation  of  the  hyperbola: 

pix=p2(a  +  x) 
from  which: 

P20 


FiQ.  76. 


X  = 


Pi   -   P2 


Fio.  76. 


FiQ.  77. 


It  may  also  be  located  graphically  as  shown  by  the  dotted  lines. 
This  line  will  enable  us  to  draw  the  curve,  but  may  not  be  the  actual 
clearance  line. 

The  compression  isurve  likewise  fails  to  locate  the  point  of  exhaust, 
and  a  similar  method  may  be  resorted  to  as  shown  in  Fig.  76.  The  con- 
tinuation of  the  compression  wrve  up  to  e  gives  the  volume  of  steam  re- 
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tained  in  the  cylinder  by  exhaust  cloeure,  raised  to  initial  presaure.  This 
is  known  as  cushion  ^eam.  The  additional  steam  admitted  to  the 
cylinder  up  to  the  point  of  cut^fT  is  called  the  q/linder  feed  and  its  volume 
is  given  by  the  line  «6.  The  horizontal  distance  between  the  expansion 
and  compression  curves  at  any  pressure  represents  the  volume  of  cylinder 
feed  at  that  pressure,  as  e'b'.  Then  had  the  cylinder  feed,  after  filling 
the  portion  of  the  clearance  space  not  occupied  by  the  cushion  steam, 
been  received  at  maximum  pressure,  the  cut-off  would  have  been  the 
commercial  cut-oBf  just  described. 

It  is  perhaps  more  satisfactory  for  a  general  non-mathematical  dis- 
cussion to  assume  the  curves  he  and  ed  to  be  actual  steam  curves.  Mathe- 
matical calculations  dealing  with  them  can  be  considered  as  approximate 
only. 

66.  Mean  Effective  Pressure. — This  may  be  found  from  an  actual 
diagram  by  dividing  the  area  of  the  diagram  in  square  inches  as  found 
by  a  plammeter,  by  its  length  in  inches,  and  multiplying  by  the  indicator 
sprmg  scale.  With  the  conventional  diagram  the  mean  ordinate  in 
terms  of  pressure  may  be  found  by  calculation  and  this  process  will  now 
be  followed  step  by  step. 

The  hyperbola,  being 
most  used,  will  alone  be 
considered.  The  area  of 
the  diagram  may  be  best 
determined  by  first  takii^ 
the  total  area  between 
steam  line,  expansion  curve 
and  the  codrdinate  axes, 
p,Q_  7g_  then   subtracting  the  por- 

tions which  do  not  belong 
to  the  diagram  proper.  Notation  is  given  at  the  beginning  of  chapter 
and  on  the  di^p-ams. 

In  Fig.  78,  area  A  =  PiV,.     From  the  equation  of  the  rectangular 
hyperbola  with  the  asymptotes  as  codrdinate  axes: 
pv  =  PiV'i  =  constant 

or:  p  = also         t  =  y   ■ 

Then: 

Area  B  =    (  'p.dv  =  PyV^  f  '-  =  P,F,{log,^  T,  -  log,  Vj) 


^_ J    J. 


=  /'iV'ilog, 


PiVi  log,  r 
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Then: 

Total  area  =  area  A  +  area  B  =  PiV,{l  +  logs  r) 
The  mean  ordinate  in  tertns  of  pressure  is: 


The  back  pressure  of  all  engines  is  greater  than  zero,  and  neglecting 
clearance  and  compression,  is  represented 
by  a  straight  line  of  uniform  pressure  a 
in  Fig.  79;  then: 

"  r  * 

Because  of  its  simphcity  this  formula 
is  often  used,  r  being  taken  as  the  reciprocal 
of  the  cut-ofF.  This  leads  to  considerable 
error  with  early  compression.  "'"'  "" 

It  is  impossible  to  operate  engines  without  clearance,  and  practically 
all  engines  have  a  certain  amount  of  compression;  therefore,  it  is  more 
satisfactory  to  employ  a  conventional  diagram  which  includes  these  items. 
Pig.  80  is  such  a  diagram,  being  a  reproduction  of  Fig.  78  so  far  as  boundary 
lines  and  total  area  are  concerned.  The  areas  A,  B  and  C  are  subtracted 
from  the  total  area,  leaving  the  effective  area.    Substituting  the  new 


Fia.  80. 


notation  in  the  formulas  for  ratio  of  expansion  and  total  area  of  Fig.  80 
pve«: 

V  A.  l■^r       1  J.  ^ 

(2) 


r  +  kV  _l+k 
'iV-^kV       l  +  i 


and: 
Total  area  -  P(.IV  +  kV)  +  P(/I'  +  tFjlog,  r  -  PF(I  +  )i)(l+log,r). 
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Also: 

Area  A  -PkY.    Area  C  -  P,xV.    Area  B  -  PJcV  log. 
As  the  curves  are  hyperbolas  it  is  obvious  that: 
P^ky  =P.[(1  -i)Y  +  kY\ 

1  +J;  -  : 


(1  -  x)r  +  kV 
kV 


Then: 


Areas  -  P,f  (1  +  t  -  x)log,  i 


The  ratio  iu  this  expression  is  the  ratio  of  compression;  or: 
_  1_+  t  -  » 
''■  k 

The  effective  area  of  the  diagram  then  is: 

E  -  PF[(!  +  *)(!+  log,  r)  -k]-  P,V[x  +  he  log,  rj. 


'! 

"■"■■^r ] 

i 

]     ; 
i    It' 

4 

j_.i_ 

. 

--~~l::rs—      ^^..r        U- 

I*- — VVt 


=  m  +  A)C1  +  log,  r)-k\-  P,[x  +  fcrc  log,  rj        (5) 


Then  (5)  may  be  written : 

ri  +  fc 


Pm  =  P[^>      (1  +  log.  ')-*]-  Pb[^  +*rclog,rd  (6) 


a  form  sometimes  convenient. 
From  (3),  if  x  is  Assumed; 


m 
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Or  if  Pf7  is  assumed: 


I  =•  1  -  *[^  -  l]  =  1  -  k{rc  -  1) 


(8) 

Fig.  81  is  a  diagram  in  which  the  effective  area  ia  shaded.  The  coDtin- 
uation  of  the  compression  curve  up  to  initial  pressure  shows  the  cushion 
^eam  cV  and  the  cylinder  feed  FV.  It  may  be  easily  shown  that  the 
product  of  cylinder  feed  and  pressure  is  a  constant  for  a  given  diagram 
when  the  curves  are  hyperbolas,  but  as  this  is  not  a  general  case  it  is 
of  little  importance. 

It  is  often  convenient  to  know  the  cutx>£f  which  will  produce  a  certain 
m.e.p.  when  other  data  are  known.     This  is  especially  true  when  the 


^-— " 

^^ 

/ 

i            -/ 

^  7 

/ 

=7 

t 

engine  is  of  a  type  having  constant  compression.     Formula  (6)  may  be 
transposed  to  read : 

1+log, T  _Pm+  Pk+Pjfi 


where 

With  values  of 


P(l  +  k)  _ 
B  =  X  +  krc  log«  Tc. 


(9) 


as  ordinates  and  1/r  as  abscissas,  Fig.  82  has  been  plotted.     In  using  the 
cwrve  the  ordinate  is  found  from  (9),  the  right-hand  member  of  which 


13 
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L-ontains  only  knowu  quantities;  referring  to  the  chart,  1/r  is  found,  and 
from  (2) : 

I  =  ^  (1  +  fc)  -  fc  (10) 

Ab  pv  is  constant  for  the  hyperlntla  it  is  obvious  from  (2)  that : 

.-;^  (11) 

The  difference  between  Pr  and  Pb  is  known  as  terminal  drop.  It  is  clear 
that  the  limiting  value  of  Pr  —  Pb  for  operating  conditiona  ]s  zero,  and  it 
is  usually  considered  that  this  should  never  be  less  than  the  m.e.p.  which 
would  be  required  to  run  the  engine  without  load,  or  friction  m.c.p. 
This  places  a  maximum  limit  upon  the  ratio  of  expansion.  The  minimum 
limit,  giving  maximum  cutniff,  depends  upon  the  type  of  valve  gear  em- 
ployed, and  if  the  gear  has  no  limit,  upon  the  conditions  of  service  for 
which  the  engine  is  designed.  The  cutKiff  giving  maximura  economy 
is  usually  between  '^  and  |^,  exceeding  these  limits  in  some  cases.  If 
greatly  exceeded  in  either  direction,  loss  of  economy  ensues,  as  may  be 
seen  from  Fig,  83,  which  is  a  water  rate  curve  of  a  Corliss  engine. 

Assuming  an  economical  cut-o£F  for  the  rated  power,  the  chart  in 
Fig.  82  may  be  used  to  determine  the  cut-off  required  for  a  certain  per 
cent,  of  overload. 

Example. — Assume  an  initial  pressure  of  125  lb.  per  sq.  in.  gage  and 
^_^_^_^_^_^_^__^_^  a  back  pressure  of  15  lb.  absolute,  a  clear- 

I ance  of  4  per  cent,  and  compression  0.9 

=1  *  I     I     I      I      I     1      i         stroke.     For  constant  compression  as  with 
a  Corliss  engine,  find  the  cut-off  for  50  per 
cent,   overload   if  the  rated  cutxiff  is  Ji 
'  stroke  (the  various  ways  of  expressing  the 
j^^  gg  ratios — clearance,  compression  and  cutK)ff 

are  given  here  as  these  are  so  used  in  prac- 
tice; they  must  all  be  reduced  to  fractions  or  decimals  for  numerical 
use  in  the  formulas). 
The  m.e.p.  from  (5)  is: 
P„  =  140[(0.29  X  2.2?8)  -  0.04|  -  I5|0.9  +  (0.04  X  3.5  X  1.2525)] 
=  (140  X  0.62)  -  (15  X  1.075)  =  70.7  lb. 
For  50  per  cent,  overload: 

Pm  =  70,7  X  1.5  =  lOGlb. 
From  (9) : 

l  +  logr  ^-106 -h  4.32  +  16.1  ^  QgQg 
r  145.5 


N 

- 

— 

— ' 
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Prom  the  chart,  the  corresponding  value  of  1/r  is  0.562,  which  placed 
in  (10)  gives: 

I  =  (0.54  X  1.04)  -  0.04  =  0.522 

This  is  a  longer  cut-oflf  than  can  be  obtained  under  governor  control 
with  a  single-eccentric  Corhss  gear,  as  will  be  explained  in  Chap.  XX,  so  a 
double-eccentric  gear,  or  some  other  type  must  be  used. 

Unifiow  Engines. — In  appl3ring  the  formulas  of  this  paragraph  to  the 
uniflow  engine,  the  clearance  must  be  determined  which  will  give  a 
compression  pressure  equal  to  the  initial  pressure.  Solving  for  k  in 
(8)  gives: 

^-  1 
Pb 

In  determining  k  for  the  condensing  engine,  it  is  well  to*  limit  the  value 
of  Pb  to  not  much  less  than  6  or  7  lb.  absolute,  even  though  a  higher 
vacuimi  is  to  be  used;  otherwise,  excessive  compression  pressure  is 
experienced  if  the  vacuum  is  decreased  for  any  reason.  Should  a  better 
vacuum  be  obtained,  the  cut-oflf  will  shorten  somewhat.  In  determining 
the  maximimi  thrust,  the  best  vacuum  (minimum  back  pressure)  should 
be  used. 

67.  Diagram  Factors.  Method  1. — The  A.S.M.E.  Rules  for  Con- 
ducting Steam  Engine  Tests  (Code  of  1902)  contains  the  following: 
"  The  diagram  factor  is  the  proportion  borne  by  the  actual  mean  eflfective 
pressure  measured  from  the  indicator  diagram  to  that  of  a  diagram  in 
which  the  various  operations  of  admission,  expansion,  release  and  com- 
pression are  carried  on  \mder  assumed  conditions.  The  factor  recom- 
mended refers  to  an  ideal  diagram  which  represents  the  maximum  power 
obtainable  from  the  steam  accoimted  for  by  the  indicator  diagrams  at  the 
point  of  cut-oflF,  assimiing  first  that  the  engine  has  no  clearance;  second, 
that  there  are  no  losses  through  wire-drawing  the  steam  either  during 
the  admission  or  the  release;  third,  that  the  expansion  line  is  a  hyper- 
bolic curve;  and  fourth,  that  the  initial  pressure  is  that  of  the  boiler 
and  the  back  pressure  that  of  the  atmosphere  for  a  noncondensing  en- 
gine, and  of  the  condenser  for  a  condensing  engine. 

''The  diagram  factor  is  useful  for  comparing  the  steam  distribution  losses 
in  different  engines,  and  is  of  special  use  to  the  engine  designer,  for  by  multiplying 
the  mean  eflfective  pressure  obtained  from  the  assumed  theoretical  diagrams  by  it 
he  will  obtain  the  actual  mean  eflfective  pressure  that  should  be  developed  in  an 
engine  of  the  type  considered.  The  expansion  and  compression  curves  are  taken 
as  hyperbolas,  because  such  curves  are  ordinarily  used  by  engine  builders  in  their 
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work,  and  a  diagram  based  on  such  curves  will  be  more  useful  to  them  than  one 
where  the  curves  are  constructed  according  to  more  exact  law. 

'^In  cases  where  there  is  considerable  loss  of  pressure  between  the  boiler  and 
the  engine,  as  where  steam  is  transmitted  from  a  central  plant  to  a  number  of 
consumers,  the  pressure  of  the  steam  in  the  supply  main  should  be  used  in  place 
of  the  boiler  pressure  in  constructing  the  diagrams/'^ 

Only  the  first  paragraph  is  given  in  the  revised  code  of  1915,  in  vol. 
37,  but  the  diagrams  are  reproduced  from  vol.  24. 

According  to  this  definition  and  the  accompan3ring  diagranus,  the 
m.e.p.  of  the  reference  diagram  would  be  due  to  the  expansion  of  the 
cylinder  feed  to  a  volume  equal  to  •  the  volume  of  stroke,  and  would  be 
calculated  by  Formula  (1),  using  for  the  ratio  of  expansion,  the  value: 

^ 1 

From  Fig.  82: 

Pc  =  Pb{1  +  k-  x),  ot  c=y{l  +  k-  x)' 
Then: 

r  = pj (12) 

l  +  k-'^il+k-x) 

Method  2. — While  the  simple  formula  (1)  is  used  in  the  preceding 
method  to  find  the  m.e.p.  of  the  reference  diagram,  the  value  of  r  given 
by  (12)  requires  as  full  a  knowledge  of  the  valve  setting  as  the  more  exact 
formula  (5),  and  the  labor  of  calculation  is  reduced  but  little.  Further- 
more, Formulas  (1)  and  (12)  do  not  represent  actual  cylinder  operations 
and  there  appears  to  be  little  logical  reason  for  the  assxmiptions,  as  it  is 
a  physical  impossibility  to  realize  the  maximum  work  from  the  cylinder 
feed  in  this  way.  Neither  does  this  method  bear  any  closer  relationship 
to  efficiency  when  it  is  remembered  that  in  the  use  of  saturated  steam  a 
goodly  percentage  of  the  steam  actually  fed  into  the  cylinder  is  condensed 
by  the  time  cut-oflf  is  reached,  the  actual  cylinder  feed  being  known  only 
from  an  elaborate  test. 

For  these  reasons  the  author  favors  Fig.  7  as  a  reference  diagram,  and 
Formula  (5)  or  (6)  for  determining  the  m.e.p.  Cut-off  and  compression 
are  assumed  to  be  as  given  \mder  commercial  cut-oflf. 

Tables  of  diagram  factors  are  given  in  engineering  handbooks  and 
are  usually  not  the  results  of  recent  practice.     Kent,  Mechanical  Engi- 

^  Trans.  A.S.M.E.,  vol.  24,  p.  753. 
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neera'  Pocket  Book,  8th  edition,  p.  931,  following  the  derivation  of  the 
in.e.p.  formula  says:  "The  actual  indicator  diagram  generally  shows  a 
mean  pressure  considerably  less  than  that  due  to  the  initial  pressure  and 
the  rate  of  expansion.  The  causes  of  loss  of  pressure  are:  (1)  Friction 
in  the  stop  valves  and  ateam  pipes,  (2)  Friction  or  wire-drawing  of  the 
steam  (luring  admission  and  cut-off,  due  chiefly  to  defective  valve  gear 
and  contracted  steam  passages.  (3)  Liquifaction  during  expansion. 
(4)  Exhausting  before  the  engine  has  completed  its  stroke.  (5)  Com- 
pression due  to  early  closure  of  exhaust.  (6)  Friction  in  the  exhaust 
porta,  passages  and  pipes. 

"Re-evaporation  during  expansion  of  the  steam  condensed  during  ndmisaion, 
and  valve  letikage  after  cut-off,  tend  to  elevate  (he  expansion  line  and  increase 
the  mean  pressure. 

"If  the  theoretical  mean  pressure  be  calculated  from  the  initial  pressure  and 
the  rate  of  expansion  on  the  supposition  that  the  expansion  curve  follows 
Mariott's  law,  po  =  a.  constant,  and  the  necessary  corrections  arc  made  for 
clearance  and  compression,  the  expected  mean  pressure  in  practice  may  be 
foiind  by  multiplying  the  calculated  results  by  the  factors  (commonly  called  the 
"diagram  factor")  in  the  following  table,  according  to  Seaton. 

Partinilua  of  enginn  FaiMor 

Expansive  engine,  special  valve  gear,  or  with  a  separate  cut-off  valve, 
cylinder  jacketed 0.94 

Expansive  eagine  having  large  porta,  etc.  and  good  ordinary  valvps, 
cylinder  jacketed ,  0  9  to  0.02 

Expansive  engines  with  the  ordinary  valves  and  gear  as  in  general 
pnictioe,  unjacketcd.. , O.S  lo  0.85 

Fast  running  engines  of  the  type  and  design  URuaily  fitted  in  war 
ihips 0.6to0.8." 

The  portion  of  the  table  related  to. compound  engines  is  reserved  for 
the  next  chapter. 

Method  3. — A  diagram  giving  the  maximum  possible  m.e.p.  for  steam 
of  any  quality  expandetl  to  a  given  terminal  pressure  is  furnished  by  the 
RaokiQe  cycle  with  incomplete  expansion.  The  m.e.p.  is  given  by 
Formula  (11),  Chap.  VII,  and  is  reproduced  here  with  change  of  sub- 
scripte,  as  follows : 

^■«  =  5-4  ^if—  +Pt-Pb  (13) 

Cond  Cr  are  heat  cont.ents  for  initial  and  terminal  pressures  respectively 
and  Cr  the  specific  volume  at  pressure  Pt-  These  values  may  be  found 
in  Peabody's  entropy  table,  or  calculated  as  explained  in  Chap.  VII.  The 
value  of  ff  may  be  taken  as  0.017  and  is  so  small  that  it  may  be  neglected. 
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The  effect  of  compression  is  ignored  and  no  idea  given  of  valve  setting 
other  than  that  required  to  give  the  assumed  or  measured  value  of  Pt^ 

This  method  is  mentioned  more  as  a  matter  of  interest  than  with  any 
idea  of  inviting  its  adoption,  although  it  possesses  advantages  if  maxi- 
mxmi  theoretical  work  in  a  given  cylinder,  with  a  practical  economical 
terminal  pressure  is  desirable  as  a  standard  of  comparison. 

The  m.e.p.'s  of  the  reference  diagrams  for  the  three  methods  outlined 
may  best  be  compared  by  numerical  examples,  assuming  a  certain  valve 
setting. 

Example  1.— Let  P  =  140,  Pb  =  15,  J  =  0.25,  k  =  0.05,  x  =  0.85 
and  the  steam  be  dry  saturated  at  point  of  cut-off.     . 

Method  1.— From  (12),  V  =  3.59  and  from  (1),  Pm  =  74. 

Method  2.— From  (2),  r  =  3.5  and  from  (4),  re  =  4.  Then  from  (5), 
PAr=  70.9. 

Method  3. — ^From  (11),  Pt  =  40.  Then  from  the  entropy  table, 
C  «  1188. 

Ct  =  1092  and  Vt  =  9.695.     From  (13),  P,w  =  78.8. 

Example  2. — Data  the  same  as  before  except  x  =  0.1  as  for  a  unifiow 
engine  and  Pc  =  P- 

Method  1.— From  (8),  k  =  0.108.     Then  r  =  4  and  Pj^  =  68.6. 

Method  2.—k  =  0.108,  r  =  3.09  and  Vc  =  9.34.     ThenP^  =56.1. 

Method  3.— P.V  =  78.8  as  before. 

Example  3. — Same  as  example  1  except  that  there  is  no  compression 
and  X  =  h 

Method  1.-^  =  3.39  and  Pm  =  76.7. 

Method  2.-^  =  3.59,  re  =  1  and  P.v  =  73.8. 

Method  S,—Pm  =  78.8  as  before. 

■ 

There  is  no  doubt  that  in  all  eases  the  results  of  Method  2  are  more 
nearly  like  the  values  from  an  actual  indicator  diagram;  the  diagram 
factor  would  be  nearer  imity  and  less  error  would  follow  if  too  high  a  value 
were  selected. 

68.  Governing. — In  practically  all  stationary  engines  the  speed  is 
constant  except  for  the  slight  variation  necessitated  by  the  practical 
operation  of  the  governor.  Neglecting  this,  the  m.e.p.  is  proportional 
to  the  power  of  the  engine,  and  possible  load  variations  may  be  predeter- 
mined by  the  design  of  the  conventional  indicator  diagram,  which  must 
precede  valve-gear  design. 

Small  engines  are  often  governed  by  throttling  the  steam;  this  changes 
the  initial  pressure,  the  valve  events  being  the  same  for  all  loads.  The 
conventional  diagram  for  several  different  loads  is  given  in  Fig.  15,  Chap. 


til.  The  maximum  load  is  limited  by  the  maxinmin  initial  pressure, 
'  or  pressure  in  the  steam  hue;  the  minimum  load  by  the  allowable  terminal 
pressure  Pt  discussed  in  Par,  56,  The  total  range  of  load  may  thus  be 
determined  by  finding  the  maximum  and  minimum  m.e.p.,  and  some 
intermediate  load  selected  as  the  rated  load,  which  will  allow  a  certain 
overload.  The  initial  pressure  required  for  the  rated  load  may  be  foimd 
by  solving  for  P  in  Formula  (5);  or: 


p  ^  P»  +  P^jx  +  kr^log^rc) 
(i  +  fe)(l+log„r)  -k 


(14) 


As  the  cut-off  is  fixed,  it  is  usually  later  in  the  stroke  than  is  conducive 
to  the  best  economy,  in  order  to  increase  the  maximum  capacity  of  a 
cylinder  of  given  size.  To  have  equal  capacity  with  an  automatic  cutrofF 
engine  of  equal  size,  speed  and  pressures,  the  fixed  cut-off  of  a  throttling 
engine  must  be  the  same  as  the  maximum  cut-off  of  the  automatic  engine; 
this  may  be  about  ^i  stroke.  When  but  small  overload  capacity  is 
required,  a  shorter  cut-off  may  be  used,  resulting  in  better  economy— 
in  some  cases  exceeding  that  of  the  automatic  cut-off  engine  of  the  same 
power,  especially  at  light  loads. 

The  autotnalic  cut-off  engine  is  governed  by  changing  the  cut-off. 
In  the  Corhss  engine  and  some  four-valve  engines  with  two  eccentrics, 
the  compression  is  constant,  the  cut-off  only  being  changed  to  suit  the 
load.  Thie  is  illustrated  in  Fig.  16,  Chap.  III.  The  limits  of  allowable 
load  are  the  maximum  cutr-off  and  minimimi  terminal  pressure  discusse<i 
in  Par.  56. 

The  chart  of  Kg.  82  may  then  be  used  to  determine  the  cut-oflf  for  the 
rated  load  which  will  allow  a.  certain  overload;  if  this  cannot  be  fixed 
within  the  economical  limits — -usually  from  ,'-^  to  ^^  cut-off— a  compro- 
mise must  be  made  or  a  different  type  of  gear  chosen. 

With  single-valve  engines  and  four-valve  engines  with  a  single  ec- 
centric, the  compression  is  changed  with  the  cut-off;  as  both  affect  the 
area  of  the  diagram  in  the  same  way,  less  change  of  cut-off  is  necessitated 
for  the  same  change  of  load.  A  diagram  for  this  tj-pe  is  given  in  Fig.  17, 
Chap.  III.  The  compression  having  been  decided  upon  for  a  given  cut- 
off, it  can  only  be  found  for  another  cut-off  by  the  use  of  a  valve  diagram, 
therefore  the  chart  in  Fig,  82  can  not  be  used  for  determining  the  cut-off 
for  rated  load,  and  it  must  be  found  by  trial  and  error. 

A  combination  of  throttling  and  change  of  cut-off  is  sometimes  used, 
but  as  tile  relation  between  cut-off  and  initial  pressure  may  not  be  pre- 
determined except  for  maximum  load,  such  engines  must  be  designed 
•  lot    maximura   power   and   correct   relations   obtained   by   adjustment 
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after  the  engine  is  built.  This  combination  is  sometimes  obtained  unin- 
tentionally, the  throttling  being  due  to  restricted  port  opening  at  short 
cut-oflf.     This  method  is  shown  in  Fig.  18,  Chap.  III. 

As  more  fully  explained  in  Chap.  XIX,  slight  changes  of  speed  accom- 
pany changes  of  load;  assimiing  constant  boiler  and  exhaust  pressures, 
speed  increases  with  decrease  of  load,  and  decreases  with  increase  of  load 
for  both  throttUng  and  automatic  cut-oflf  engines.  This  is  not  on  the 
principle  of  the  work  of  a  horse,  which  can  run  faster  with  a  light  load 
and  must  slow  down  when  given  a  greater  load;  it  is  simply  because  the 
governor  must  run  at  a  given  speed  to  set  the  valve  gear  for  the  cut-oflF — 
or  with  the  throttling  engine,  throttle  the  steam  pressure — ^necessary  to 
carry  a  certain  load.  It  is  obvious  that  not  only  change  oT  load,  but  any- 
thing which  influences  the  setting  of  the  valve  gear  may  produce  these 
slight  speed  changes;  if  an  engine  changes  while  running,  from  condensing 
to  noncondensing  without  change  of  load,  it  will  slow  down  slightly,  be- 
cause the  back  pressure  has  been  increased,  and  to  keep  the  same  m.e.p. 
the  cut-oflf  must  be  lengthened;  to  eflfect  the  required  position  of  the  gear 
the  governor  must  run  slower.  In  other  words,  removing  part  of  t}ie 
work-producing  force  is  equivalent  to  increasing  the  load  as  far  as  it 
aflfects  the  valve-gear  adjustments.  Likewise,  lowering  the  steam  pres- 
sure slows  the  engine  for  the  same  reason  and  not  because  there  is  not 
sufl&cient  pressure  to  carry  the  load,  provided  the  change  is  not  outside 
the  Umit  of  adjustment. 

59.  Piston  Thrust — An  important  consideration  in  engine  design  is 
the  maximum  force  exerted  by  the  piston,  or  piston  thrust.  This  is  the 
product  of  the  maximum  imbalanced  pressure  per  square  inch  p  and  the 
eflfective  piston  area  A  in  square  inches.  The  imbalanced  pressure  is 
the  diflference  between  the  pressure  on  the  two  sides  of  the  piston  and  is 
measured  between  the  steam  or  expansion  line,  which  together  form  the 
forward-pressure  line,  of  one  diagram,  and  the  back-pressure  line  of  the 
other.  This  is  shown  in  Fig.  84,  the  full  lines  representing  the  pressures 
on  opposite  sides  of  the  piston  during  one  stroke,  and  the  dotted  lines 
during  the  other.     Such  a  diagram  is  called  a  stroke  diagram. 

The  maximum  piston  thrust  is  then: 

Px  =  pA  (15) 

If  D  is  the  diameter  of  the  cyhnder  in  inches,  and  the  sectional  area 
of  the  piston  rod  be  neglected  as  being  on  the  safe  side: 

Px  =  P-^-  =  (P  -  PnPi-  (16) 
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The  force  required  to  accelerate  the  reciprocating  parts  of  an  engine, 
known  as  the  inertia  of  the  reciprocating  parts,  offsets  a  portion  of  the 
steam  pressure.  This  is  discussed  in  Chap.  XVI  but  is  shown  by  Fig.  85, 
which  is  drawn  by  plotting  the  distance  between  the  two  full  lines  of  Fig. 
84  from  a  horizontal  line.  The  curve  ABC  is  the  inertia  curve,  and  the 
effective  pressures  transmitted  to  engine  parts  are  measured  between 


Fig.  84. 

the  two  lines  as  shown  by  ps.  It  may  be  seen  that  if  cut-off  is  long  enough 
to  lie  over  or  beyond  B,  as  shown  by  the  dotted  hne — which  is  usual  in 
practice  for  overloads — the  inertia  has  no  offsetting  effect  upon  the  steam 
pressure,  and  the  maximiun  imbalanced  pressure  is  as  given  by  (15) 
and  (16),  or  even  greater. 

The  effect  of  inertia  is  quite  fully  discussed  in  Chaps.  XVI  and  XXI 
(the  last  paragraph  of  the  latter). 


Fig.  85. 


60.  Indicated  Horsepower. — In  Par.  23  of  Chap.  VI,  general  Formula 

(6)  is  derived  for  the  i.h.p.  of  one  working  cylinder  end  of  any  piston  heat 

engine. 

The  formula  is: 

^  _  2  X  144    P^vsN  ..^. 
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If  L  and  D  are  stroke  and  diameter  of  piston  respectively: 

^  LA 
^^       1728 
and  as  m  is  2  for  steam  engines,  (17)  becomes: 

jj^PmLAN 

396,000  ^  ^ 

Letting  H  and  C  denote  the  head  and  crank  ends  respectively,  the 

total  power  of  a  single-cylinder  engine  is: 

IN 

H  =  Hh+  He  =  {PmhAh  +  PmcAc):^^^  (19) 

Formula  (19)  is  general  for  steam  engines;  if  the  engine  is  single-acting 
Pitc  is  zero.  In  double-acting  engines  the  piston  rod  reduces  the  piston 
area  at  the  crank  end,  and  if  a  tail  rod  is  used  the  head-end  area  is  also 
reduced.  Formula  (19)  must  be  used  for  determining  the  power  from  a 
test. 

For  the  purpose  of  design  it  is  more  convenient  to  assume  the  areas 
Ah  and  Ac  equal.  The  piston  rod  may  be  neglected  and  the  discrepancy 
provided  for  by  the  diagram  factor;  or  a  percentage  of  the  piston  area 
may  be  deducted  which  will  be  approximately  correct  for  most  practical 
cases.  In  special  cases  with  exceptionally  large  rods,  more  careful  cal- 
culation must  be  made. 

In  general,  if  d^  is  the  diameter  of  the  tail  rod,  or  extension  for  tan- 
dem engine,  and  dc  is  the  diameter  of  the  main  ix)d;  and  if  Pm  is  the  same 
in  both  ends  of  the  cylinder,  which  is  always  assumed  in  designing,  an 
equivalent  area  which  would  give  the  same  total  power  is: 

A.  =  ^[Z)*-^ti£!]  =  ^aD  (20) 

Then  (19)  becomes,  for  double-acting  steam  engines: 

^  PmLAeN  ^  6PmD'LN 

198,000  252,100  ^^^ 

Piston  speed  is  usually  more  convenient  than  stroke  and  r.p.m  in. 
design.     If  this  is  denoted  by  S: 

S  =  ^  (22) 


Then  (21)  becomes: 


^  "    42,000  ^^^ 


If  du  —  dc  =  ^,  which  is  good  proportion  for  average  practice, 

h  =  0.96  with  tail  rod, 
b  =  0.98  without  tail  rod. 
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Assuming  a  mean  of  these  two  values  to  apply  to  double-acting  engines 
with  or  without  tail  rods  with  close  approximation,  and  5  =  1  for  single- 
acting  engines,  special  equations  may  be  written. 
Case  1. — Single-acting,  single-cylinder. 

^  P_mD*LN  ^  P^D'S 

504,200        84,000  ^^^ 

Prom  which: 


^  =  7^<>>0^.=  ^>S  ^"^^ 


Case  2. — Double-acting,  single-cylinder. 


From  which; 


^  P^D'LN  ^  P^D*S 

260,000        43,300  ^     ' 


The  relation  between  S,  L  and  N  may  be  determined  from  (22); 
if  iV  is  fixed  by  such  conditions  as  direct-connection  to  an  electric  genera- 
tor, S  or  L  may  be  assumed.  Should  the  ratio  L/D  not  prove  desirable, 
S  and  L  may  be  changed  and  a  new  value  of  D  foimd. 

If  Pm  is  the  theoretical  value  it  should  be  multiplied  by  a  diagram 
factor. 

The  effect  of  piston  speed,  ratio  of  stroke  to  diameter  and  the  factors 
affecting  Pm  upon  economy  is  discussed  in  Par.  47,  Chap.  IX.  Their  effect 
up>on  capacity  may  be  seen  from  Formulas  (24)  and  (26).  For  a  given 
piston  speed,  long  stroke  means  less  capacity  for  a  given  weight;  for  a 
given  rotative  speed,  long  stroke  means  reduced  cylinder  diameter  and 
piston  thrust,  and  greater  capacity  for  a  given  weight.  Conservative 
designers  prefer  to  keep  the  piston  speed  within  800  ft.  per  min.,  this 
having  been  considered  a  maximum  a  short  time  ago;  but  with  materials 
now  available  there  is  little  doubt  but  that  1000  ft.  may  now  be  considered 
conservative  for  well-constructed  engines  of  good  design.  This  value 
has  been  far  exceeded  in  special  cases  for  stationary  engines,  while  loco- 
motives develop  as  high  as  1700  ft.  per  min. 

Rotative  speeds  vary  greatly  with  size  and  tjrpe,  Umitations  as  to  the 
latter  appl3dng  generally  to  releasing  valve  gears;  however,  certain 
builders  list  releasing-gear  engines  with  speeds  up  to  200  r.p.m. 

Ratios  of  stroke  to  diameter  vary  for  simple  engines  from  1  to  3,  some- 
times slightly  exceeding  these  Umits. 

High  steam  pressure  is  discussed  in  Chap.  IX;  this  is  largely  a  question 
of  boiler  construction  and  operation. 
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From  Formulas  (5)  and  (6)  it  is  apparent  that  a  given  valve  setting  will 
produce  a  certain  theoretical  m.e.p.  Then  from  (26)  it  appears  that  with 
a  given  valve  setting  and  cylinder  diameter  the  i.h.p.  will  increase  with 
the  piston  speed. 

This  is  true  within  certain  limits,  and  the  range  of  speed  over  which 
this  appUes  depends  largely  upon  the  capacity  of  steam  passages  and 
ports  to  provide  for  easy  steam  flow;  but  in  any  case,  even  though  there 
were  no  constructional  limitations,  a  very  high  speed  would  result  in 
wire-drawing  through  ports  which  would  decrease  the  m.e.p.,  and  a  point 
would  be  reached  where  the  product  PmS  would  no  longer  increase,  but 
on  the  contrary,  may  decrease. 

Practical  considerations  which  involve  both  port  and  boiler  capacity 
thus  limit  the  horsepower  of  locomotives.  The  tractive  power,  which  is 
the  mean  effort  at  the  rail,  not  including  friction,  is  computed  by  the 
American  Locomotive  Co.  for  a  piston  speed  of  250  ft.  per  min.,  and  a 
mean  cylinder  pressm-e  85  per  cent,  of  the  boiler  pressure.  For  higher 
speeds  this  is  multipUed  by  speed  factors  less  than  imity.  The  product  of 
speed  factor  and  piston  speed — and  therefore  the  horsepower — ^increases 
for  saturated-steam  locomotives,  up  to  700  ft.  piston  speed,  remaining 
constant  to  1000  ft.,  after  which  it  gradually  decreases.  For  super- 
heatednsteam  locomotives  the  maximum  is  reached  at  1000  ft.  and  main- 
tained up  to  1600  ft.,  which  is  as  high  as  the  table  goes.  The  maximiun 
i.h.p.  for  saturated  steam  locomotives  is: 

H  =  0.0212PiA 
and  for  superheated  steam: 

H  =  0.0229PiA 

where  Pi  is  boiler  pressure  by  gage  and  A  the  area  of  one  piston  in  square 
inches. 

At  1600  ft.  piston  speed  the  superheated  locomotive  has  25  per  cent, 
greater  capacity  than  the  saturated  locomotive,  to  say  nothing  of  the 
increase  in  economy. 

In  designing  stationary  engines,  the  best  guarantee  against  reduction 
of  power  by  wire-drawing  is  to  proportion  the  ports  so  that  excessive 
steam  velocity  is  not  necessary.    This  will  be  discussed  in  Chap.  XX. 

61.  Theoretical  steam  consumption  may  be  computed  from  either 
an  actual  or  theoretical  diagram.  It  is  the  measure  of  the  cylinder 
feed,  neglecting  condensation  and  quality,  although  it  may  be  api^ed 
in  case  of  initial  superheat.  The  total  weight  of  steam  in  the  cylinder 
is  usually  measured  at  cut-off,  while  the  cushion  steam  is  taken  at  back 
pressure.    Such  a  computation  is  of  little  practical  value  as  it  is  only  a 
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partial  indication  of  economy;  a  correction  factor,  involving  as  it  does 
so  many  variables,  is  also  of  doubtful  value.    However,   theoretical 
steam  consxmiption  indicates  whether  a  certain  steam  distribution  aids 
or  coimteracts  any  measure  for  improvement  of  economy. 
Let  w    =  weight  per  cubic  foot  of  steam  at  initial  pressure. 
Wb  =  weight  per  cubic  foot  of  steam  at  back  pressure. 
W  =  weight  of  steam  per  i.h.p.-hr. 
The  weight  of  steam  per  cycle  of  two  strokes  for  one  cylinder  end  is: 

w{l  +  k)  77^7^  —  Wb(1  +  fc  —  x) 


1728       "     •  M728 

As  there  are  60iV  cycles  per  hour,  the  total  weight  per  hour  is: 

LAN 


28.8 


[w(l  +  fc)  -  Ws(l  +k  -  x)]. 


Dividing  this  by  the  i.h.p.  of  a  single-acting  engine  given  by  (18)  gives 
the  water  rate  per  i.h.p.-hr.;  or 

13,750 


W 


[w(l  +  k)  -  Wb{1  +k  -  x)] 


(28) 


FiQ.  86. 

If  Pm  is  for  a  conventional  diagram  it  should  first  be  multiplied  by  a 
diagram  factor. 

62.  Compression. — The  capacity  of  an  engine  cylinder  of  given  size 
is  not  affected  by  clearance  if  the  expansion  of  the  clearance  steam  is 
equal  to  the  imbalanced  work  of  compression,  or  if  the  two  shaded  areas 
of  Fig.  86  are  equal.  The  volume  of  the  stroke  is  unity.  The  lower 
expansion  line  is  without  clearance  while  the  upper  one  is  for  clearance. 
Then,  assuming  expansion  and  compression  to  be  hyperbolic,  the  im- 
balanced work  of  compression  is: 

A  =  Pck  logs  re  —  PsiXck  —  k) 
=  PbKI  +  rc(log*  Tc  -  1)] 

10 
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The  work  of  clearance  steam  is: 

B  .  p[t! +1:)  log.  [i|  -  nog.i] 
Equating  and  solving  for  a  term  oontainii^  re  gives: 

r.Oog,r,.  -  1)  +  1  =  ^^^  [^'+*>l^r^  -  "°S.  J]        (29) 
The  right-hand  member  of  (29)  contains  only  known  quantities. 
The  corresponding  values  of  r^  may  be  found  from  Fig.  87. 
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Theoretical  indioaied  economy  is  the  ratio  of  work  done  to  steam  sup- 
plied, or  more  properly,  to  heat  supphed.     For  given  pressures  and  con- 
ditions of  at«am  this  may  be  expl^aaed  thus: 
Pv 


E  - 


Prom  Fig.  86: 
F-l  +  k- 


(30) 
(31) 
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Some  numerical  examples,  the  results  of  which  are  contained  in  Tables 
22,  23  and  24,  give  some  idea  of  the  way  E  is  affected  by  different  condi- 
tions, but  it  must  be  remembered  that  the  equations  of  this  paragraph, 
as  in  the  one  previous,  only  show  whether  a  certain  cycle  of  valve  events 
tends  for  or  against  economy;  other  features,  mentioned  in  Chap  IX,  may 
more  than  offset  the  effects  apparent  from  these  equations.  Table  22 
gives  values  of  re  from  Formula  (29)  and  the  corresponding  values  of  E 
for  three  cut-offs;  also  E  for  the  imaginary  condition  of  zero  clearance, 
and  the  ratio  of  compression  to  initial  pressures.  The  economy  for  the 
clearance  assumed  (4  per  cent.)  is  95  per  cent,  of  that  for  zero  clearance 
in  all  cases.    The  work,  of  course,  is  the  same. 

If  cut-off  were  full  stroke  when  k  is  zero,  E  would  be  125,  which,  com- 
pared with  Table  23,  incidentally  shows  the  advantage  of  using  steam 
exp>ansively. 

Table  23  gives  E  for  4  per  cent.,  8  per  cent,  and  for  zero  clearances 
and  (for  the  former  two)  re  from  Formula  (29) ;  also  for  the  case  of  no 
compression,  or  re  =  1,  and  when  compression  is  carried  to  the  initial 
pressure.     When  re  is  calculated  from  (29),  giving  the  same  work  as 

Table  22 


P-140 

P^-16 

/ 

A: -0.04,  and 

r^  from  (29) 
E 

A--0 

Pc/P 

m 

V 

E 

0.2 
0.3 
0.4 

6.70 
6.36 
3.95 

275 
245 
218 

290 
258 
230 

0.717 
0.574 
0.423 

Table  23 


re  from(29) 
re  =  1 
re  »  P/Pb 


P-140 


0.04 


246.00 
239.00 
242.50 


P^-15 


J^forA;- 


0.08 


232.00 

222.00 
224.00 


/-0.3 


258 


zero  clearance,  E  is  the  greatest,  and  from  calculations  with  re  a  little 
on  either  side  of  those  given  by  (29)  it  is  apparent  that  the  results  of  this 
equation  give  conditions  of  maximum  economy  for  a  given  clearance; 
ftbo,  when  compression  is  thus  determined,  clearance  has  less  effect 
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upon  economy;  i.e.,  for  this  case,  the  8  per  cent,  clearance  gives  95  per 
cent,  of  the  economy  of  the  4  per  cent,  clearance  and  with  no  compression 
this  ratio  is  93  per  cent.;  when  the  compression  is  carried  to  initial  pres- 
sure the  ratio  is  90  per  cent.,  which  points  to  certain  advantages  of  the 
uniflow  principle  which  enable  it  to  overcome  this  apparent  drawback. 
However,  with  shorter  cut-oflfs,  such  as  obtained  for  rated  load  for  the 
imiflow,  the  high  compression  is  not  so  far  from  that  given  by  (29); 
nevertheless,  the  equation  indicates  that  if  the  clearance  can  be  reduced 
without  counteracting  other  economical  features,  a  gain  in  economy  might 
be  expected. 

In  Chap.  IX  certain  tests  were  mentioned  in  which  economy  was  im- 
proved by  carrying  the  compression  presstire  to  45  per  cent,  of  the  initial 
pressure.  From  Table  22  it  may  be  seen  that  (29)  gives  this  ratio  for  a 
cut-off  some  less  than  0.4  stroke  when  the  clearance  is  4  per  cent. 


Table  24 


P-140 

P^-16 

ik-0.06            P^-P  when/-0.05 

I 

From  (29) 

By  valve  gear 

X 

0.63 

8.80 

X 

V 

0.1 

0.66 

8.22 

0.2 

0.66 

6.66 

0.64 

6.90 

0.3 

0.76 

6.17 

0.72 

6.66 

0.4 

0.80 

4.26 

0.77 

4.83 

0.5 

0.86 

3.45 

0.82 

4.08 

0.6 

0.89 

2.86 

0.86 

3.33 

0.7 

0.94 

2.00 

0.87 

2.90 

Table  24  gives  the  theoretical  values  of  re  and  x  for  a  single-valve  en- 
gine with  cut-offs  ranging  from  0.1  to  0.7  stroke;  also  in  actual  values 
produced  by  the  valve  gear  for  the  conditions  named  in  the  table,  as- 
suming a  shifting  eccentric  with  constant  lead  and  neglecting  the  angular- 
ity of  the  connecting  rod.  The  method  of  determining  these  values  is 
given  in  Chap.  XX. 

The  value  of  E  varies  but  Uttle  for  quite  considerable  deviations  of 
Tc,  so  that  it  appears  from  Table  24  that  a  single-valve  engine  or  its 
equivalent  in  steam  disttibution,  provides  for  the  maximum  value  of  E 
for  a  given  cut-off,  if  not  offset  by  other  conditions  mentioned  in  Chap.  IX; 
however,  the  fact  that  in  Table  23  the  maximum  deviation  of  E  from  the 
value  given  by  (29)  is  only  2.5  per  cent,  when  the  clearance  is  4  per  cent., 
and  but  4.2  per  cent,  for  8  per  cent,  clearance,  may  account  for  the 
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siiDerior  economy  of  certain  types  of  engiiies  with  a  constant  L-ompression 
which  may  not  agree  with  that  given  by  (29)  for  loads  usually  carried  by 
the  engine. 

The  indications  of  this  paragraph  are  probably  more  nearly  fulfilled 
in  large  cylinders,  or  when  steam  jackets  or  superheated  steam  is  used. 
In  small  cyhnders  the  larger  ratio  of  surface  to  volume  makes  high  com- 
pression less  desirable,  especially  if  the  engine  is  not  of  high  rotative 
speed. 

63.  Standard  Engines. — Most  steam-engine  parts  may  be  standard- 
ized to  the  great  advantage  of  both  the  engineering  department  and 
shops.  This  may  be  done  by  designing  a  line  of  engines  to  carrj'  some 
standard  maximum  imbalanced  pressure  per  square  inch  which  will  be 
denoted  by  p^.  This  pressure  acting  upon  the  piston  of  a  standard 
cylinder  of  diameter  Dg  will  give  the  same  maximiun  thrust  upon  the 
piston  rod  as  some  actual  pressure  p  upon  the  piston  rod  of  a  cylinder  of 
iietual  diameter  D.  This  thrust  is  given  by  (16). 
Equating  gives: 

From  this: 

Ds  =  dJ^-  ^  KD  (32) 

Then  all  engine  parts  excepting  those  pertaining  dh-et;tly  to  the  cylinder 
would  be  the  same  as  for  the  standard  engine  with  a  cylinder  diameter  of 
Dj.  The  end  of  the  frame  pattern  containing  the  flange  for  attachment 
Ui  the  cylinder  may  be  a  loose  piece,  ho  that  the  frame  may  be  attached 
to  cylinders  of  different  diameter  by  using  other  flange  pieces. 

To  illustrate,  let  it  be  desired  to  determine  dimensions  of  engine  parts 

fw  a  cylinder  24  in.  in  diameter,  carrj-ing  a  pressure  of  150  lb.  gi^e  and 

ediausting  to  atmosphere.     Then  p  is  150.     Let  the  standai'd  pressure 

_bel25(orpa=  125).     Then  from  (32) : 

When  the  standard  cylinders  are  not  in  fractions  of  an  inch,  it  is  safer 
to  select  the  next  largest  whole  nmnber;  this  would  give  Dg  as  27  inches. 
Should  the  standards  be  baaed  upon  diameters  which  are  multiples  of  2, 
the  next  hwger  is  28  inches,  but  it  ia  probable  that  26  inches  might  be 
used  in  this  case,  the  usual  factor  of  safety  taking  care  of  the  slight  di»- 
crepany.     Then  for  the  24-in.  engine  for  a  pressure  of  150  lb,,  the  parts 

lUd  be  the  same  as  for  the  standard  26-in.  engine. 
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Pins,  rods,  etc.,  may  be  designed  and  tabulated  for  the  full  line  of  cylin- 
ders varying  by  1  or  2  inches,  but  the  frame  pattern  may  cover  a  number 
of  sizes  when  the  advantage  of  reducing  the  number  of  patterns  outweighs 
the  cost  of  using  a  heavier  frame  than  is  necessary  for  the  smaller  engines 
using  the  same  pattern.  In  this  case  the  frame  must  be  designed  for  the 
largest  standard  cylinder  with  which  it  is  to  be  used.  The  diameter  of 
the  bearings  may  be  varied  by  the  box  patterns,  and  the  length,  by  vary- 
ing the  boss  on  the  wheel  side  of  the  bearing;  this  is  sometimes  necessary 
even  if  the  pressure  is  not  changed,  as  may  be  seen  from  Chap.  XXVIII. 

The  same  crank  and  crosshead  patterns  may  also  be  used  for  the 
range  of  sizes  covered  by  the  frame.    The  smaller  this  range,  the  better. 

64.  Application  of  the  formulas  derived  in  this  chapter  will  be  made 
in  the  following  example.  In  such  work  it  is  sufficiently  accurate  to  take 
15  lb.  as  atmospheric  pressure. 

Example. — Design  a  simple,  noncondensing  Corliss  engine  to  develop 
450  i.h.p.  with  an  initial  gage  pressure  of  125  lb.  and  a  piston  speed  of  800 
ft.  per  min.  Let  the  cut-off  be  j^i  stroke,  the  compression  0.8  stroke  and 
and  assimie  the  clearance  to  be  4  per  cent.  Let  the  diagram  factor  be 
0.9. 

From  (5) : 

P.v  =  140[(0.29X2.278) -0.04]- 15[0.8+(0.04X6X1.79)]  =  68.4  lb. 
Let  70  per  cent,  overload  be  provided  for;  then: 

p^  =  1.7  X  68.4  =  1161b. 

From  (9)  : 

l+logi,r      116  +  4.32  +  18.4       ^  _^ 

From  the  chart,  Fig.  82, 1/r  is  0.71 ;  then  I  is  0.7,  and  a  long-range  cut-ofT 
must  be  used  for  such  an  overload.  The  limit  of  cut-off  and  corres- 
ponding overload  for  a  single-eccentric  CorUss  engine  will  be  explained  in 
Chap.  XX. 

From  (27),  including  the  diagram  factor: 


^m^^xm  =  ^^■^^'  ^^'  20  "»• 


A  good  ratio  of  L  to  D  is  obtained  if  L  is  48;  then  from  (22)  N  is  100, 
and  the  size  of  the  engine  is: 

20"  X  48"  -  100. 

This  may  be  taken  as  one  of  a  series  of  standard  engines  designed  for  a 
standard  unbalanced  pressure  of  125  lb. 
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In  tabulating  engines  for  power  it  is  convenient  to  emit  the  diagram 
factor,  as  this  may  vary  for  different  conditions.  Initial  pressure  is 
usually  taken  as  boiler  pressure,  but  if  a  long  steam  line  is  used  there  will 
be  a  pressure  drop  and  the  diagram  factor  will.be  less.  Taking  Pm  as 
the  theoretical  m.e.p.  in  (26),  we  may  write,  where /is  the  diagram  factor: 

H  ^  PmD^S 
/       43,300 

where  H  is  the  actual  required  i.h.p.  and  Ht  the  tabular  value;  the  dia- 
gram factor  may  be  chosen  to  suit  any  particular  case. 

If  125  lb.  is  taken  as  standard  unbalanced  pressure,  the  value  of  K 
in  (32)  may  be  tabulated  for  other  pressures  as  in  Table  25. 


Ht  ''^  't  ^^ 


Table  25 


V 

K 


100 
0.895 


110 
0.938 


120 
0.980 


130 
1.02 


140 
1.06 


150 
1.10 


160 
1.13 


170 
1.17 


180 
1.20 


190 
1.24 


200 
1.27 


CHAPTER  XIII 

THE  COMPOUND  STEAM  ENGINE 

Notation. 

P  =  absolute  pressure  in  pounds  per  square  inch. 

Ph  =  m.e.p.  in  high-pressure  cylinder. 

Pl  =  m.e.p.  in  low-pressure  cylinder. 

Pk  =  an  arbitrary  pressure  used  in  Formula  (10) ;  value  from  3  to  6. 

Px  =  maximum  total  unbalanced  pressure  transmitted  by  piston 
rod  to  engine  parts. 
p  ~  terminal  pressure  in  pounds  per  square  inch,  absolute.     Also 
pressiu'e  in  general. 

Ps  =  standard  unbalanced  pressure  per  square  inch  used  in  design- 
ing standard  simple  engines. 

V  =  volume  of  stroke  used  on  diagrams. 

V  =  volume  used  in  geiieral  discussion. 

d  =  terminal  drop  in  pounds  per  square  inch. 

k  =  ratio  of  clearance  in  one  end  of  cylinder  to  voliune  of  stroke. 

I  =  ratio  of  stroke  up  to  cut-off  to  entire  stroke. 

X  =  ratio  of  stroke  up  to  exhaust  closure  to  entire  stroke. 

c  =  ratio  of  cushion  steam  in  one  end  of  cylinder  at  initial  pressure 

to  volume  of  stroke. 
a  =  difference  in  volume  of  low-pressure  and  high-pressure  cush- 
ion steam  at  receiver  pressure. 
/  =  diagram  factor  (see  Par.  57,  Chap.  XII). 
m  =  ratio  of  maximum  absolute  pressure  in  low-pressiu^  cylinder 

to  pressure  at  cut-off. 
g  =  ratio  of  receiver  volume  to  volume  of  stroke  of  low-pressure 

cylinder. 
R  =  cylinder  ratio — ratio  of  low-pressure  to  high-pressure  volimie 

of  stroke, 
rr  =  total  ratio  of  expansion  of  cylinder  feed, 
r  =  ratio  of  expansion  in  one  cylinder. 
Tc  =  ratio  of  compression  in  one  cylinder. 
H  =  i.h.p. 

D  =  cylinder  diameter  in  inches. 

Ds  =  diameter  of  standard  simple  engine  cylinder,  which  with 
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pressure  ps  will  give  the  same  maximum  thrust  on  piston 
rod  as  compounfl  enRine. 
S  =  mean  piston  5p«;ed  in  feet  per  minute, 
W  =  theoretical  water  rate — pounds  per  h.p.-hr. 
w  =  weight  per  cubic  foot  of  steam. 
Ix)gB  =  hyperbolic,  natural  or  Naperian  logarithm. 
Subacripta  H  and  1  refer  to  liigh-prcasure  cylinder  while  L  and  2  refer 
to  low-pressure  cylinder.     For  triple-expansion  engines,   1  and  2  refer 
t  II  intermediate  cylinder  while  L  and  3  refer  to  low-pressure  (see  diagrams 
for  notation). 

66.  Indicator  Diagrams. — Generally  speaking,  the  economy  of  the 
compoimd  engine  is  so  much  superior  to  that  of  the  simple  engine  that  it 
is  used  in  most  important  engine  installations  notwithstanding  its  greatly 
increased  first  c^ost,  A  description  of  the  compound  engine,  with  a 
statement  of  the  genera!  principle  of  operation  is  given  in  Par.  3,  Chap.  Ill, 
while  a  discussion  of  its  economical  advantages  is  given  in  Par.  47,  Chap. 
IX;  these  may  be  considered  as  introductory  to  this  chapter,  although  in 
some  measure  dependent  upon  a  knowledge  of  a  portion  of  its  contents. 
A  simple  but  practical  method  of  determining  pressure  and  volume 
relations  will  be  given  first,  based  upon  the  following  assumptions: 

(1)  That  the  expansion  and  compression  curves  arc  hyperbolas. 

(2)  That  the  work  is  equally  divided  between  the  high-pressure  and 
low-pressure  cylinders. 

(3)  That  cut-off,  compression  and  clearance  are  the  sanie  in  both 
cylinders. 

(4)  That  the  receiver  vol- 
ume is  so  large  that  change  of 
pressure  due  to  exhaust  from 
the  high-pressure  cylinder  and 
intake  of  steam  of  the  low- 
pressure     cylinder     may    be 

I     neglected,    these   lines    l>eing 
straight  horizontal  Unes  which 

r    coincide.  Fia.  88. 

With  diagrams  and  for- 
mulas established  upon  this  basis,  practical  modifications  may  be  made. 
It  is  of  course  assumed  that  a  condition  of  equiUbrium  obtains  between 
I  ylinder  and  receiver  pressures,  the  effect  upon  these  due  to  starting  and 
fiiiinge  of  load  being  considered  later.  Conventional  diagrams  for  the 
foregoing  conditions  may  be  arrived  at  as  follows: 

K  all  pressures  of  diagram  1,  Fig.  88  arc  multiplied  by  a  constant  and 
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the  corresponding  volumes  divided  by  the  same  constant,  and  the  values 
plotted  to  the  same  scale,  diagram  2  would  be  produced  with  an  area 
equal  to  that  of  diagram  1.  If  this  constant  be  so  chosen  that  the  lower 
boundary  line  of  diagram  1  coincides  with  the  upper  line  of  diagram  2, 
the  required  conventional  diagram  will  be  formed,  as  shown  in  Fig.  89. 
The  cylinder  ratio,  or  ratio  of  volume  of  stroke  of  low-pressure  to  that 
of  the  high-pressure  cyUnder  is : 


R  = 


It  is  obvious  that  R  is  the  constant  previously  referred  to,  and  that: 

Pi 
R 


=Pi 


(1) 


and: 


Fio.  89. 


'i'-p.- 


R 


Pi 
R* 


From  (2) : 


R 


'^k 


(2) 


(3) 


The  receiver  pressure  is  given  by  (1),  after  having  found  the  cylinder 
ratio  from  (3).  The  total  ratio  of  expansion  is  found  from  the  pressure 
ratio  (for  the  hyperbola),  pt  being  usually  assumed  in  compound  engine 
design;  then: 

rr  =  ^^  =  ^«  =  Rr  (4) 
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From  which: 


and  from  (10),  Chap.  XII: 


^  =  2  <^) 


I  =  -"t^  -  Ifc  (6) 

r 


After  assuming  the  value  of  x,  the  m.e.p.  of  the  high-pressure  cylinder 
is: 

Pb  =  ^i[^^^  (1  +  log*  r)  -  fc]  -  Pa  [x  +  krc  log^  re]  (7) 

The  value  of  re  may  be  determined  from  (4),  Chap.  XII. 

Prom  (1)  and  (2),  and  the  fact  that  the  quantities  in  brackets  are  the 
same  in  both  high-pressure  and  low-pressure  cylinders,  it  is  clear  that: 

Pl  =  ~  (8) 

The  terminal  drop  in  the  high-pressure  cylinder  is: 

di  =  Rd2  (9) 

66.  Condensing  Engines. — For  these  engines  the  value  of  Pa  is 
sometimes  so  small  that  the  value  of  R  given  by  (3)  is  excessive,  neces- 
sitating the  selection  of  some  other  value.  To  preserve  imiformity, 
Formula  (3)  may  be  used  by  replacing  Pa  by  some  limiting  value,  the 
actual  value  of  Pa  to  be  used  should  it  equal  or  be  greater  than  the  limiting 
value,  which  may  be  denoted  by  Pjc,  and  which  may  have  a  range  of 
from  3  to  6,  according  to  the  judgment  of  the  designer;  then: 

(10) 
Let  the  ratio  found  by  (3)  be  denoted  by  Rk.    Then: 

«.  -Vf;  (") 

Should  Pi,  the  receiver  pressure  be  found  as  in  Par.  65,  using  the  value 
given  by  (10),  it  would  be  too  high;  if  by  (11),  too  low.  If  the  latter 
value  were  used  and  multiplied  by 


4 


siRk 

R 


it  will  result  in  nearly  equal  work  in  high-pressure  and  low-pressure 
cylinders;  this  gives  for  the  receiver  pressure: 

p,  =  -A   afc  =      ^^  (12) 

'    RKyJ-R    vrr?  ^  ^ 
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This  is  an  empirical  expression  and  should  be  carefuUy  checked, 
especially  outside  the  range  of  Pk  given  (3  to  6) ;  in  all  cases  it  is  safer 
to  check  the  relation  of  high-pressure  to  low-pressure  work  by  (33). 

If  equal  compressions  are  retained  the  compression  curves  wiD  not 
lie  on  the  same  hyperbola.  This  affects  the  cut-off  and  terminal  pressure 
in  the  low-pressure  cylinder  if  the  high-pressure  cut-off  remains  the  same, 
and  while  perhaps  not  of  great  importance  nimxerically,  a  brief  considera- 
tion of  these  relations  may  aid  in  a  better  understanding  of  compound 
engine  operation. 

Going  on  assumptions  1  and  4,  and  approximately  assumption  2  of 
the  previous  paragraph,  Fig.  90  has  been  constructed  for  any  relation  of 


Fio.  90. 


compression  in  the  two  cylinders.     The  volume  of  cushion  steam  in  the 
low-pressure  cylinder  at  pressure  Pi  is  CtVt;  then: 


or: 


From  Fig.  90: 


PfCiW  =  PsFjCI  +  ^2  -  X2) 


C2V2  ^  VFad  +k2-  Xt)' 


or: 


a  = 


1  +  *=•  -  _^'  _  -Pjd  +  k,  -  Xt) 


(13) 


R  Pi 

If  a  is  negative  the  low-pressure  curves  lie  to  the  right  of  the  high- 
pressure  curves. 
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CSylinder  feed  is  the  distance  between  the  expansion  and  compressioi 
curves,  and  its  weight  is  assumed  to  be  the  same  in  both  cyUnders;  ther 
at  receiver  pressure,  a  pressure  common  to  both  cylinders,  the  volume  h 
the  same,  and  the  quantity  aVi  is  also  the  horizontal  distance  between 
the  higfa-presBure  and  low-presswe  expansion  curves.  Equating  the 
product  of  pressure  and  volume  at  P2  gives : 

PiViih  +  ki)  =  P^V^ih  +  k2  +  a)  (14J 

To  facilitate  appUcation  a  summary  of  the  foregoing  method  is  given. 
Summary. 


IfP,<Px,     R 


-VB 


and: 


R, 


-vs 


Then: 


P2    = 


Pi 


\^RRk^ 


approx. 


If  xi  and  xt  are  assumed : 

1  +  ki  -  Xi 


a  = 


R 


-  &(1  +  A:2  -  Xt) 
1^2 


and: 


If  Ps  is  assumed,  as  is  usual  for  rated  load: 

P2 

I  -1+A^-ik 

{,0    —    —  1^2 


Then  from  (14) : 


li  =  -jR{l2  +  k2  +  a)-ki 
*  1 


and: 


Also: 


ri  = 


Tr  = 


1+fci 
h  +  ki 

Pi 


Pt 


If  h  is  known,  as  for  an  overload : 


h  =  — g —  p-  -  («2  +  a) 
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Or,  if  ^2  is  fixed  as  in  some  engines: 


From  (4),  Chap.  XII: 


_l+ki-  xi 
Tci -j^ U7) 


and: 

re,  =  1_±^Z1±«  (28) 

Then  from  (6),  Chap.  XII: 

Ph  =  P,[^-i-^'(l  +  Iog,ri)  -  *!,]  -  P,[x,  +  kirci  logs  rci]    (29) 
and: 

Pl  =  P«[-^- (1  +  log,  r,)  -  A:,]  -  P,[x,  +  hrc  log, re]     (30) 

Terminal  drop  in  high-pressure  cylinder  is: 

d.  =  y|  -  Pt  *  (31) 


In  investigating  an  engine  already  designed  or  built: 


" '  (2:) 


(32) 


This  assumes  the  stroke  of  high-pressure  and  low-pressure  cyUnder  to 
be  the  same-:— which  is  practically  always  true — and  may  be  used  in  place 
of  (15)  or  (16),.  the  remainder  of  the  calculations  being  as  before. 

Neglecting  the  influence  of  the  receiver,  the  method  of  this  paragraph 
is  general  for  the  assumptions  made.  The  pressure  at  which  high- 
pressure  compression  begins  is  slightly  different  when  the  receiver  is 
considered;  otherwise  all  lines  are  the  same  except  the  back-pressure  line 
of  the  high-pressure  diagram  and  the  steam  line  of  the  low-pressure 
diagram. 

For  preliminary  calculations  for  noncondensing  engines,  and  for  con- 
densing engines  when  P$  is  but  httle  different  from  Pk,  the  method  of 
Par.  65  may  be  used  and  greatly  simplifies  the  work.  In  fact,  much  less 
refined  methods  than  this  are  often  used  in  practice — perhaps  advisedly; 
but  a  better  grasp  of  principles  and  a  sounder  knowledge  of  engine 
operation  are  obtained  by  a  more  exact  analysis,  especially  with  a  wide 
range  of  valve  setting. 

If  the  work  is  equal  in  high-  and  low-pressure  cyHnders: 

PhVi  =  Pi.V2    or,    Ph^PlR 
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The  ratio  of  low-pressure  to  high-pressure  power  is  therefore: 

The  statement  that  ho  hard-and-fast  rule  can  be  made  for  determining 
i-yhnder  ratios  is  a  well-known  and  well-worn  one,  and  undoubt^nlly  tnie. 
Custom  has  usually  settled  the  (juestion,  and  the  high  ratio  advocates 
have  raised  the  figure  to  a  certain  extent,  but  there  is  still  not  much  uni- 
formity. The  question  is  briefly  discussed  from  a  thermal  standpoint 
in  Chap.  IX,  Par.  47,  and  there  seems  to  be  advantages  in  a  reasonably 
high  ratio. 

A  high  ratio  lengthens  the  cut-off  in  the  high-pressure  cylinder,  and 
for  a  single-eccentric  Corliss  gear — -at  one  time  largely  used  on  high-prea- 
Bure  cylinders  even  after  the  double  eccentric  had  been  used  for  some 
time  on  the  low-pressure  gear— the  overload  capacity  under  governor 
control  is  reduced.  This,  no  doubt,  has  had  some  influence  and  the 
resulting  low  ratio  became  custom. 

With  douEle-eccentric  Corliss  and  other  long-range  gears,  it  has  some- 
times been  considered  that  a  large  high-pressure  cylinder  was  necessary 
for  large  overload  capacity,  but  Example  1,  Par.  73  shows  that  such  is 
not  the  cose,  and  that  practically  100  per  cent,  overload  may  be  carried 
it  %  cut-off  with  a  cylinder  ratio  of  6.42.  Such  a  ratio  gives  a  good 
eut-off  at  rated  load,  and  in  the  author's  opinion,  has  a  number  of  advan- 
tage.s.  At  any  rate,  why  use  a  largo  cylinder  when  a  smaller  one  will 
do  the  work  as  well,  and  with  at  least  as  good  economy? 

67.  Influence  of  the  Receiver. — While  it  may  not  be  considered  of 
great  practical  value  to  treat  the  subject  of  compound  engines  more 
elaborately,  a  better  understanding  of  the  principles  of  compounding  may 
W  g^ed  thereby:  therefore  sets  of  formulas  will  be  derived  for  fom- 
casts  which  occur  in  practice  with  2-cylinder,  double-acting  engines  with 
double  expansion,  showing  the  influence  of  the  receiver  on  the  back- 
pressure line  of  the  high-pressure  diagram  and  the  steam  line  of  the  low- 
pressure  diagram.  The  angularity  of  the  connecting  rod  is  neglected  to 
avoid  complicated  calculation;  however,  this  may  be  easily  accounted 
for  by  plotting  the  diagrams  to  a  large  scale  and  measuring  the  volumes 
From  them. 

The  method  employed  is  a  modification  of  that  used  by  Prof.  Unwin 
in  his  Machine  Design,  so  arranged  that  the  valve  events  and  connection 
■vilh  receiver  to  both  ends  of  each  cylinder  may  easily  be  seen  for  the 
nure  cycle.  Ekjuilibrium  of  operation  is  assumed,  the  changes  of  re- 
iver pressure  during  starting  and  change  of  load  being  reserved  for  the 


160 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


following  paragraph.  Pressures  and  volumes  are  denoted  by  the 
letters  p  and  v,  the  subscripts  referring  to  points  so  numbered  on 
indicator  diagrams;  vh,  vi,  ch  and  Cl  indicate  volumes  of  stroke 
clearance  of  high-  and  low-pressure  cylinders  respectively;  p«  is 
receiver  volume. 


'Piston  Stroke  — 
Fig.  91. 


Fig.  92. 


In  numerical  computation,  either  Vh  or  Vl  may  be  considered  ai 
unity,  the  other  values  of  v  being  in  proportion.  For  simplicity,  Te- 
lease  and  admission  are  assumed  to  occur  at  dead  center,  and  the  expanr 
sion  and  compression  curves  are  hyperbolas. 

The  diagram  employed  to  show  the  relation  of  events  consists  of  a  curve 
of  piston  displacement  plotted  on  a  rectified  crank  circle,  as  in  Fig.  91. 


Pig.  93. 

If  angularity  of  connecting  rod  is  to  be  taken  into  account,  this  ma 
be  done  as  in  Fig.  92.     This  is  neglected  m  the  diagrams  which  follow. 

In  order  to  avoid  confusion,  the  relation  of  cyUnder  and  crank  is  tJ 
same  as  in  Chap.  XX,  the  cylinder  being  at  the  left  of  the  crank  as  sho^ 
in  Fig.  93.  The  crank  rotates  clockwise  and  crank  positions  are  nui 
bered  from  the  headend  dead  center  of  the  high-pressure  engine^    For  i 
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tandem  compound  this  coincides  with  the  low-pressure  engine  and  may 
be  shown  in  the  form  given  in  TJnwin's  Machine  Design,  which  is  also  in- 
troductory to  the  method  to  be  employed. 

Tandem  Compound. — Fig,  94  produces  the  head-end  high-pressure 
dii^am  and  the  crank-end  low-pressure  diagram.  Dividing  Vr  into 
equal  parts  to  represent  a  rectified  crank  circle,  the  receiver  pressure  may 
be  plotted,  representing,  however,  the  pressure  changes  for  but  one  stroke 
of  the  pistons. 


Je^jnnlng  with  the  head  end  of  both  diagrams,  operations  may  be 
I  tisced.    From  0  to  1  on  the  high-pressure  diagram,  steam  is  admitted 
f  lo  the  cylinder.     At  1,  expansion  of  all  steam  including  clearance  steam, 
'  hegpta  in  the  high-pressure  cylinder;  at  the  same  time  steam  is  being 
t  forced  out  of  the  low-pressure  c^inder  until  14  is  reached,  when  compres- 
'  son  begins  and  is  finished  at  15.    At  the  same  time  high-pressure  ex- 
pansion ends  at  2.     High-pressure  release  and  low-pressure  admission 
I  ire  now  assumed  to  occur  simultaneously.     Pressure  pu  in  the  low-pres- 
'  sure  clearance,  pressure  pt  in  the  receiver  and  pt  in  the  high-pressure 
cylinder  are  now  all  changed  to  pa  (=  pio),  as  both  cylinders  are  now 
I  open  to  the  receiver. 

The  piston  now  starts  on  the  return  stroke  from  right  to  left,  and  as 
the  low-preasure  piston  displaces  volume  as  it  takes  steam  from  the 
receiver,  noore  rapidly  than  the  h^h-pressure  piston  as  it  exhausts  into 
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the  receiver,  the  presBure  falls  until  low-pressure  cut-off  is  reached  at  11. 
Low-pressure  expansion  now  begins,  and  at  the  corresponding  point  4 
of  the  high-pressure  diagram,  compression  of  steam  into  the  receiver  is 
begun  by  the  high-pressure  piston.  This  continues  until  Uie  high- 
pressure  exhaust  valve  closes  at  5,  shutting  off  the  communication  with 
the  receiver.  Compression  in  the  high-pressure  cylinder  is  complete 
at  6,  and  at  the  same  time  low-pressure  expansion  is  complete. 

Fig.  95  is  a  modification  of  this  diagram,  from  which  indicator  diar 
grams  may  be  traced  for  both  ends  of  each  cylinder.  The  diagrams  used 
in  forming  the  equations  are  m  full  lines.  With  this  method  the  receiver 
volume  may  not  be  drawn  to  scale,  but  all  shaded  areas  extending  into 


the  central  square  indicate  communication  with  the  receiver.  All  such 
areas  join  a  diagonal  line  as  shown,  and  if  shaded  areas  from  two  cylinder 
ends  meet,  they  are  both  in  communication  with  the  receiver.  The  upper 
end  of  the  diagonal  corresponds  to  head-end  dead  center  of  the  high- 
pressure  crank,  and  following  this  line  to  its  lower  extremity,  all  events 
of  the  cycle  may  be  traced. 

The  indicator  diagrams  of  Kgs.  95,  97,  100  and  103  are  for  a  small  r^f" 
ceiver,  exaggerating  the  pressure  variation.  The  volume  of  the  lo^^" 
pressure  cylinder  is  drawn  one-half  the  computed  volume  to  save  spac^^ 
No  special  work  division  is  aimed  at,  the  diagrams  being  used  to  illustrft*x 
the  method.     Figs.  96,  99,  102  and  105  are  for  condensing  engines  with     ^ 
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cylinder  ratio  of  6.42,  a  back  pressure  of  2  lb.  absolute  and  a  receiver 
volume  equal  to  the  volume  of  the  low-pressure  cylinder. 
From  Fig.  95  the  following  equations  may  be  written. 

piVi  «  ptVt    (a)  p^t  +  PiVb  +  PuCl  =  Ps(v2  +  vb  +  cl)     (b) 

Pi(vt  +  Vb  +  Cl)  =  Pa(Va  +  Vb  +  »ii)     (c)     Pa  =  Pio     (d) 
Pa  =  Pu     (e)        Pa(va  +  Vb)  =  Psiv^  +  Vb)     (J) 
PfVi  =  Pt^H    (g)         PiiVn  =  piiVii     (h)        pi4Pu  =  PibCL     (i) 
From  (a),  (6),  (c)  and  (t): 

Pa{Va  +  »«  +  Vu)  =    PlVl  +  Put^u  +  PhVB      0) 

and  from  (/), 

W6  +  t;« 
Then  from  (J)  and  (fc) : 

V<iv,  +  t>.  +  rxi)  -  ^^!^''lt  '"^  =  Pxf  X  +  P.^L  (I) 

t's  ~r  Vjj 

From  {e),  (i)  and  (i),  an  equation  containing  only  known  quantities 
is  derived;  or: 

Pa  =  Pu  =  ,,  /,,     ■   „  \  W 

{V,  +  VB  +  .n)  -  'Z'l'f^ 

Vh  i"  Vb 

The  equations  f oUowing  give  all  other  points  on  the  diagram. 
From  (i): 

Pu  =  2y^*  (n)     From  (A),     p»  =  ^  (o) 

From  if),  p,  =  2f^^    IP)     From  (ff),      p.  =  ^  (g) 

t;5  -r  t;«  Ch 


From  (a),  pa  =  ^^  (r)     From  (c)  and  (d),  pa  =  pio  = 

v% 

Pa{Va  +  v«  +  Wii) 


W 


v%  +  Vb  +  Cl 
If  t  =  low-pressure  cut-off: 

^4  =    1^2  -  IlVw  (<) 

Combined  diagrams  for  the  head  end  are  shown  in  Fig.  96,  in  which 
the  receiver  volume  equals  the  volume  of  the  low-pressure  cylinder. 
The  dotted  lines  show  the  indefinitely  large  receiver  assumed  in  Par.  66. 
Except  for  the  back-pressure  line  of  the  high-pressure  diagram  and  the 
steam  line  of  the  low-pressure  diagram  the  lines  are  practically  identical. 
The  larger  the  receiver  the  more  nearly  will  the  lines  mentioned  approach 
the  dotted  lines. 
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It  is  plain  that  the  influence  of  the  receiver  ia  to  increase  the  maximum 
pressure  in  the  low-pressure  cylinder,  increase  the  work  done  in  this 
t'ylinder  and  decreafie  the  work  of  the  high-pressure  cylinder. 


Cross  Compouml. — Diagra^ns    for    rross-coinpound    engines   will   l>e 
drawn  with  the  high-pressure  crank  leading  the  low-preseure  crank  by 
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90  degrees.  They  would  be  identical  with  those  in  wliich  the  low-pressure 
crank  leads  so  long  as  angularity  of  the  connecting  rod  were  neglected. 

There  are  three  sets  of  diagrams  required  to  show  conditions  commonly 
found  in  practice  due  to  the  action  of  the  governor  upon  the  valve  gear. 

Cdse  1. — In  which  low-pressure  cut-off  occurs  after  compression  in 
one  end  of  the  high-pressure  cylinder  and  before  release  in  the  other  end. 
The  diagram  is  shown  in  Fig.  97  and  is  similar  to  Fig.  94  except  that  the 
piston  displacement  curves  for  the  low-pressure  cyUnder  are  not  in  phase 
with  the  high-pressure  curves. 

In  Fig.  98, 

v,i   . 

Va   =   V&   =    .,    +C// 


>v./? 


Fig.  98. 


and  I'll  is  determined  by  the  pK)8ition  of  the  low-pressure  crank  when  the 
high-pressure  crank  is  in  the  compression  position  as  in  Fig.  98.     Then : 


versin  A 


^2(t^ej:_c^.  B  =  90-A     and 


Vh 


vn  =  ~k  versin  B  +  Cl- 


Or,  a  Xb^  the  fraction  of  stroke  up  to  high-pressure  compression: 

f  11  =  t;L(0.5  —  \/xa  —  Xu^)  +  Cl. 
If  vii  >  Vi2,  use  Case  2. 

From  Fig.  97  the  following  equations  may  be  written : 
PiVi  =  P2V2     (a)        P2V2  +  ViuVr  =  Vz{vi  +  Vr)     (6) 

P3(V2  +  Vh)    =   P4(t'4  +  Vr)  (c) 

P4(f4  +  Vjt)  +  PibCl  =   Vh{VA  +  Vr  +  Cl)  (d) 

PbivA  +  Vr  +  Vl)  =  Pfiiva  +  Vr  +  I'll)         (e) 
7?io  =  Pb     if)         Pn  =^  Pa     (g)         PuVe  =  PtCh     {h) 
PeivR  +  Vn)  =  pnivR  +  Vu)     (?')         pnVn  =  PuVn     (j) 

Pi^vn  =  PuCl         (fc) 


\6  DESIGN  A\l)  CONSTRUCTION  OF  IIBAT  ENGINES 

From  (a)  to  (e): 

p.(»»  +  v„  +  vn)  =  PiVi  +  pitci  +  pijog     (0 


Fio.  IDO. 

From  (t)i  multiplying  both  sides  of  the  equation  by  vmI 

^  PtVa{Vit  +  "u) 

Va  +  I'll 


PuVm  ' 
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Substituting  (fc)  and  (m)  in  (i),  solving  for  pe  and  equating  with  (g) 
gives  an  equation  containing  only  known  quantities: 


p«  =  Pii  = 


PlVl  +  PlhVlb 


{Vt  +  Vr  +  Vii)   - 


Vr{Vr  +  Vu) 


(n) 


Vr  +  Via 

The  equations  which  follow  locate  all  other  points  on  the  diagram. 
From  (A), 

(o)         . 


PeVa 
P7  =-— 


From(t),     Pi«  =  £#^"^        (P) 


»«  +  »ij 


(r) 


From  0),  p„  =  £^*      (g)  From  (ifc),    p..  =  ^i^» 

From  (e)  and  (/),     p.  =  p„  =  P^^li+i^")  («) 

V4  -r  v«  -r  Cl 


Pio.  101. 


From  (d)  and  (fc),     j,^  ^  Mv*  +  v. +  c,)  -  p^^v^, 

Vi  +  Vr 


From  (a),     p^  =  ^^ 

Vi 


(u)         From  (c),     ps  = 


P4(y4  +  l^i?) 


(v) 


Vi  +  Vjj 

Combined  diagrams  for  the  head  end  are  sho^Ti  in  Fig.  99,  using  the 
same  data  as  in  Fig.  96.  The  dotted  Unes,  as  before,  show  an  indefinitely 
large  receiver,  and  the  variation  of  pressure  and  work  due  to  a  receiver 
of  practical  size  may  be  seen. 

Case  2. — In  which  low-pressure  cut-off  occurs  before  compression  in 
the  Mgh-pressiure  cylinder.  This  is  shown  in  Fig.  100,  which  is  in  other 
respects  like  Fig.  97. 

In  Fig.  100, 

Vh    . 
Vi  =  Vi  =  -^    +  Ch 
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and  i;«  is  determined  by  the  position  of  the  high-pressure  crank  when 
the  low-pressure  crank  is  in  the  cut-off  position,  as  in  Fig.  101.     Then: 

versin  B  =  — ~ •  A  =  90  —  B  and  v^  =  -^versin  A  +  cjy. 

Vl  2 

Or,  if  II  —  fraction  of  stroke  up  to  low-pressure  cut-off: 

re  =  f//(0.5  -  V/l  -  //.*)  +  C//. 

If  t'e  <  ''7,  use  Case  1. 

From  Fig.  100,  the  following  equations  may  be  written: 

PiVi  =  pir2     (a)         P2V2  +  Vi^n  =  PsCt^a  +  v^     (b) 

Pz(v2  +  Vr)  =  p^ivA  +  Vh)     (c) 
Pi{Vi  +  Vr)  +  pnCL  =  PsiVi  +  v«  +  Cl)     (d) 
PbiVi  +  Vh  +  Cl)  =  PeO'e  +  t;«  +  t^u)      (e) 
Pio  =  Pb     (/)  Pii  =  P«     (^)  PeCt'e  +  r«)  =  PtO't  +  t»«)      (A) 

P7V7  =  PsCw     (t)         piiVu  =  pnvit     (J)         puVu  =  PibCL     (k) 

From  (a)  to  (e),  and  (fc), 

PeCt'e  +  t^«  +  Vn)  «  piVi  +  PiWi?  +  PuVu     (0 
From  (A),  multiplying  both  terms  of  the  equation  by  Vr  and  solving 

for    PiVRy 

P$Vr{Vb  +  Vr)  , 

t'?  -r  t'i? 

Substituting  (m)  in  (i),  solving  for  pe  and  equating  with  (gf)  gives 
an  equation  containing  only  known  quantities. 

PiVi  +  PuVu ,  X 

{v,  +  v,  +  vn)-     ^^^^^ 

All  other  points  are  located  by  the  foUowing  equations: 
From  (A),     p,  =  l*^±J^       (o).  From  (t),     p.  =  f^'  (p) 

t'?  "T  Va  Ch 

FromO),    P«  =  ^i^'       (?).  From  (A),    pn  =  ^^        (r) 

From  (c)  and  (/),        p.  =  pxo  =  ^'^^/'J',-"^  W 

Va-T  Vr  -r  Cl 

From  (rf)  and  (Jfc),       p,  =  E5(£i±i^+^^^lPii^:y  (,) 

From(«),        p,  =  .^       («).         From'(c),    p,  =  H^?!t±i!?>  („) 
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Combined  diagramB  for  the  head  end  &re  shown  in  Fig.  102. 
Case  3. — In  which  high-preasure  release  occurs  before  low-pressure 
:ub-off,  which  is  greater  than  one-half  stroke.    This  is  shown  in  Fig.  103. 


From  Fig.  103, 

Ps  -  Pi  =  -ST  +  Cs 
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and  va  is  determined  by  the  high-pressure  crank  position  at  the  time  of 
low-pressure  cut-off  as  shown  by  Fig.  104. 
Then: 


cos  A  = 


2{vn  -  t;i4) 


Vl 


B  =  90  -  A      and 


t^4  =  ^  (1  +  cos  B)  +  Cf. 


Or,  if  i^  ~  fraction  of  stroke  up  to  low-pressure  cut-off: 

The  value  of  vn  is  determined  by  the  low-pressure  crank  position  at 
the  time  of  high-pressure  compression  and  is  found  as  for  Fig.  101,  re- 
placing Ve  by  V7,  or:  


(b) 
(e) 


Fio.  104. 

in  which  Xu  =  fraction  of  stroke  up  to  compression  in  the  high-pressure 
cylinder. 

From  Fig.  103,  the  foUowing  equations  may  be  written: 

PiVi  =  P2V2     (a)        ptVi  +  piiivn  +  t;i2)  =  Pi(vt  +  v^  +  v^) 
Pz{v2  +  Vn  +  1^12)  =  ^4(^4  +  t'A  +  Vu)    (c)     pn  =  Pa     (d)     Pu  =  Pa 

PiiVi  +  Vr)  =  p^{v^  +  v^)     (J) 
Ph{Vh  +  Vr)  +  pifiCL  =  p%{Vf,  +  r«  +  Cl)         (g) 
Puivs  +  Vr  +  Cl)  =  pi{v7  +  Vr  +  Vn)         (h) 
Pio  =  Pe     {i)         Pn  =  Pi     (j)         PiVi  =  PffiH     (Jc) 
Pn{vn  +  Vr)  =  pnivR  +  Vu)         (l)         PuVu  =  Pist'is 

Pi7fi7  =  PisCl     (n) 
From  (a)  to  (c),  p4(t;4  +  Vr  +  vu)  =  piVi  +  Pit{vR  +  Vn) 
From  0)  to  (J),  pwC^ft  +  r;^)  =  PiivR  +  Vn)     {p) 
Substituting  (p)  in  (0)  and  solving  for  p^  gives: 


(m) 
(0) 


^  Pit^i  +  P7(rjg  +  Vn) 

Vi+Vs  +  Vu       I 


(?) 
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From  (J)  to  (fc),  and  (n) : 

W4  +  f« 
Equating  (9),  (r)  and  (7)  &i^d  solving  for  p^  gives  an  equation  con- 
taining only  known  quantities. 

^         ^ ^1^1(^4  +  Vh)  +  Pnvn(vi  +  Vb  +  Vu) .  v 

^       ^"       {V7  +  Vr  +  Vn){v4  +  Vb  +  Vu)  -  (va  +  t;ii)(r4  +  Vj*) 
The  foUowing  equations  locate  all  other  points. 

PVom  (A)  and  (i), 


PtC^t  +  yjg  +  yn) 
vs  -r  Vb  -f-  Cl 


From  (fc),     Pa  =  ^^'    (w). 


(0 


Pig.  105. 


From  (ff)  and  (n),      p,  =  P«(!!L+!!«JlgLz^H£l!  («,) 

t^6  "!"  Vr 

From  (n),   pu  =  ^  (x).    From  (c)  and  (/),   P*  =  Pi4  =  ^^'m.!"'^   ^V^ 

Cl  .  Vi  -f-  Vr 


From  (m), 


Pn  =  — — 

Vih 


iz) 


From(a),p,  =  ^(A).    From  (c) and  (d),  p,  =  p.,  =  ^^^^^^  (B) 

Ck)mbined  diagrams  for  the  head  end  are  shown  in  Fig.  105. 

The  foregoing  discussion  covers  all  practical  cases  of  tandem  and  cross- 
compound  engines,  the  latter  with  cranks  90  degrees  apart.  It  is  obvious 
that  the  same  analysis  may  be  applied  to  any  arrangement  of  cylinders 
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and  cranks,  to  3-cylinder  compounds,  or  to  the  large  variety  of  cases 
found  in  triple-  and  quadruple-expansion  engines;  but  due  to  the 
large  number  of  formulas  involved  and  their  infrequent  application,  it 
was  thought  best  to  limit  the  treatment  to  the  2-cylinder  compound 
engine. 

The  method  of  this  paragraph  is  helpful  in  the  study  of  compoimd- 
engine  diagrams,  the  ability  to  rightly  interpret  which  being  impossible 
without  the  knowledge  due  to  such  an  analysis.  For  instance,  the 
sloping  line  of  the  low-pressure  diagram  has  often  been  attributed  to  wire- 
drawing, and  in  one  instance  to  the  author's  knowledge,  the  point  in 
the  steam  line  of  the  low-pressure  diagram  of  a  cross-compound  engine 
caused  by  high-pressure  exhaust  closure  was  thought  by  a  consulting 
engineer  to  be  the  point  of  cut-off. 

The  distorted  diagrams  sometimes  taken  from  triple-expansion  engines 
are  not  the  result  of  improper  valve  setting  or  too  small  ports,  but  are 
due  to  compression  and  expansion  of  receiver  steam. 

The  sharp  comers  do  not  appear  on  actual  diagrams,  and  with  large 
receivers,  both  high-  and  low-pressure  diagrams  often  closely  resemble 
those  from  simple  engines.  If  plotted  to  different  scales  for  combining, 
however,  the  general  form  is  more  like  the  conventional  diagrams. 

68.  Governing. — The    speed    regulation    of    compound    engines    is 
accomplished  in  two  ways:  (1)  by  direct  governor  control  of  lx)th  cylin- 
ders;   (2)  by  direct  control  of  the 
high-pressure     cylinder    only.     In 

method    (1)    the  increased  or  de 

creased  weight  of  steam  exhausted-- 
into  the  receiver  is  provided  for  ii^h- 
the  low-pressure  cylinder  by  am^ 
lengthened  or  shortened  cut-off^ 
thus  maintaining  a  nearly  con^ — 
stant  receiver  pressure,  as  showr^ 
in  ligs.  99,  102  and  105,  in  whicl 
the  receiver  pressure  at  the  time  oi 
low-pressure  cut-off  is  the  same.  Assuming  an  indefinitely  large  receiver 
the  receiver  pressure  would  be  constant  for  this  method  of  governing 
the  low-pressure  cut-off  were  rightly  selected,  as  shown  in  Fig.  IOC  — 
Both  cylinders  then  respond  to  the  governor,  and  the  regulation  shoulc 
be  practically  as  sensitive  as  with  a  simple  engine. 

In  method  (2)  the  low-pressure  cut-off  is  fixed,  and  for  different  loadj 
on    the  engine,   equilibrium   requires   different  pressures  as  shown 


Fig.  106. 


Fig.  107,  in  which,  for  convenience,  the  compression  curves  are  shown  on:^ 
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.^^ 


the  same  hyperbolas  for  all  loads,  necessitating  different  points  of  high- 
pressui-e  exhaust  closure. 

If  these  receiver  pressures  were  attained  instantly  upon  change  of 
high-pressure  cut-off,  the  control  would  probably  be  as  sensitive  as  with 
method    (1)  and  perhaps  more  sensitive,  as  the  high-pressure  terminal 
drop  being  more  uniform,  the  change  of  total  diagram  area  is  greater 
for  a  given  change  of  high-pressure  cut-off;  but  a  number  of  strokes  are 
required  to  raise  or  lower  the  receiver  pressure  to  meet  the  new  load,  dur- 
ing which  time  the  change  of  high- 
pressure  cut-off  must  be  greater 
than  for  method  (1)  with  a  con- 
sequent   increased    speed    fluctu- 
ation.    As   the  receiver  pressure 
changes,     the    cut-off    gradually 
changes     to     that    required    for 
equilibrium     at    the    new    load. 
It  is  obvious  that  the  larger  the 
receiver  the  longer  the  time  re- 
quired for   pressure   adjustment, 
which,  however,  means  a  more  uniform  receiver  pressure,  an  advantage 
gained  by  a  large  receiver  in  any  case.     SUghtly  better  economy  is 
obtained  by  method  (2)  according  to  some  engine  builders. 

Were  it  not  for  the  great  labor  of  determining  the  changing  high- 
pressure  cut-off  during  receiver-pressure  adjustments  to  correspond  to 
a  new  load,  the  equations  of  the  previous  paragraph  could  be  used  for 
this  purpose.  Some  idea  of  the  pressure  changes  may  be  given  by 
assuming  a  constant  new  cut-off.  Then  taking  the  data  from  which 
Fig.  96  for  a  tandem  compound  is  plotted,  the  pressure  at  low-pressure 
cut-off  is: 

7>4=  Pii=  20.2  1b. 


Fig.  107. 


The 


maximum  receiver  pressure  is: 


P5=  22.15  1b. 


iVssuming  the  low-pressure  cut-off  as  given  and    the   high-pressure 
cut-off  increased  to  0.5  stroke,  the^new  value  of  pn  for  equilibrium  is, 

from  (m) : 

P4=  Pii=   43.311). 

• 

Then  finding  p5  from  (fc)  and  p4  again  from  (j)  by  substituting  the 
value  of  ps  just  found,  and  so  on,  alternating  between  (J)  and  (fc),  7)4  grad- 
ually rises  and  is  shown  in  Fig.  108,  in  which  ordinates  are  changes  of  pres- 
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sure  from  20.2  to  43.3,  and  abedasas  are  the  number  <^  strokes  ance  the 
change  of  bigh-preasure  cut-off.  The  calculations  were  made  with  a 
slide  rule,  but  it  is  obvious  from  tlie  nature  of  the  operation  that  theore- 
tically, the  curve  would  never  touch  the  upper  line. 

Under  the  assumptions  of  constant  high-pressure  cut>off,  the  en^ne 
load  must  gradually  increase  as  the  receiver  pressure  is  built  up.    For 
constant  load,  the  high-pressure  cutroff  would  gradually  shorten,  length-  - 
ening  the  time  required  to  regiun  equilibrium,  as  less  steam  is  exhausted 
into  the  receiver  with  each  stroke. 

On  engpnes  governing  by  meUiod  (2)  there  is  usually  a  hand  adjustr 
ment  for  the  low-pressure  cut-off.  If  there  is  a  considerable  load  change, 
being  fairly  constant  for  quite  a  period  during  the  day,  the  cut-off  may 
then  be  adjusted  so  as  to  keep  a  more  uniform  receiver  pressure  and  a 
more  even  division  of  work  between  the  cylinders. 

45.J 


A\\\\\\\\\\\\\ 

r~^ — 1  4  6  8  10  12  i* 


Number  of  »ntMi 
Fio-  108. 

In  starting  a  compound  engine,  the  initial  pressure  in  the  receiver  is 
approximately  that  of  the  atmosphere.  The  pressure  is  gradually 
built  up  80  in  the  case  of  changing  load,  but  requires  a  longer  time.  To 
hasten  pressure  increase,  the  low-pressure  cut-off  may  be  shortened  by 
the  hand  adjustment,  and  gradually  lengthened  a^ain  as  the  pressure 
rises,  giving  a  better  work  distribution  between  the  cylinders. 

In  engines  governing  by  method  (1)  there  is  usually  a  provimon  for  ad- 
justing the  relative  high-pressure  and  low-pressure  cut-offs,  making  it 
posable  to  obtain  any  demred  work'divimon.  On  some  en^nes  there  is 
also  an  independent  adjustment  for  starting,  by  means  of  which  the 
low-pressure  gear  connections  may  be  temporarily  taxtken  and  a  short 
low-pressure  cutroff  obtained;  then  when  equilibriimi  is  attained  the  con- 
nection is  again  made  and  both  cylinders  controlled  by  the  govenu^. 
These  various  appliances  are  illustrated  in  Chap.  XX. 
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The  relative  merits  of  the  two  methods  depend  somewhat  upon  con- 
ditions. Both  are  used  on  high-grade  engines.  For  engines  with  large 
overload  capacity,  especially  when  the  overload  may  come  on  unexpect- 
edly and  remain  for  an  appreciable  period,  method  (1)  is  probably  pref- 
erable. For  comparatively  small  ranges  of  load,  it  is  simpler  to  govern 
only  the  high-pressure  cylinder.  With  a  large  receiver  and  a  sensitive 
governor  this  method  will  give  good  results  even  with  fluctuating  load?. 

For  the  rated  power,  the  terminal  pressure  in  the  low-pressure  cylinder 
is  usually  selected,  presumably  so  as  to  give  maximiun  economy.  This 
may  vary  from  2  to  4  lb.  above  back  pressure,  but  should  not  be  below 
5  lb.  absolute. 

69i«  Maximum  Thrust-^In  Figs.  96  and  99  it  may  be  seen  that  the 
maximum  pressure  in  the  low-pressure  cylinder  is  greater  than  the  pres- 
sure at  cut-oflf,  which,  returning  to  the  notation  used  previous  to  Par.  68, 
is  denoted  by  P2.  Let  the  ratio  of  the  maximum  absolute  pressure  to 
Pt,  be  denoted  by  m,  then  the  maximum  piston  thrust  may  be  determined. 

Tandem  Compound.  The  thrust  of  both  high-pressure  and  low-pres- 
sure pistons  is  taken  by  the  main  piston  rod  and  transmitted  to  the 
other  engine  parts.  Let  this  be  denoted  by  Px]  then,  neglecting  the 
effect  of  inertia  of  reciprocating  parts: 

Px  =  -~-(P,  -  mP,)  +^{mP,-  P,) 

=  ^  [--~R—  +  "^*-  P^]  (34) 

Cross-compound. — The  maximum  thrust  of  the  high-pressure  piston 
is,  from  Par.  66: 

Px  =  (Pi  -  PO  '^-  (35) 

The  influence  of  the  receiver  is  to  reduce  this  somewhat,  as  may  be  seen 
in  Figs.  99  and  102,  but  may  be  neglected  on  the  side  of  safety. 
The  mftyimiiin  low-pressure  thrust  is: 

Px  =  '^kmP2  -  Pa)  (36) 

The  influence  of  the  receiver  may  not  safely  be  neglected  and  is  provided 
for  by  the  factor  m,  to  be  derived  presently. 

The  parts  of  the  high-  and  low-pressure  engines  are  alike,  therefore,  the 
greater  value  given  by  Formulas  (35)  and  (36)  must  be  used.  Except  for 
smaD  values  of  R  or  when  very  large  receivers  are  employed,  the  maximum 
value  of  Px  is  given  by  (36),  and  should  this  be  much  in  excess,  the  high- 
premre  piston  rod  may  be  determined  to  resist  the  thrust  given  by  (35). 
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With  tandem  engines  with  the  low-pressure  cylinder  next  the  frame — 
the  more  usual  arrangement — (35)  may  be  used  for  the  high-pressure 
rod;  should  the  high-pressure  cylinder  be  next  the  frame,  the  low- 
pressure  rod  must  be  found  from  (36)  and  the  main  rod  from  (34). 

The  value  of  m  for  a  tandem  engine  may  be  found  by  taking  the  ratio 
Pi/p Af  Fig.  95,  from  (s).  Substituting  the  notation  of  Par.  66  and  letting 
q  be  the  ratio  of  the  receiver  volume  to  volume  of  stroke  of  the  low-pres- 
sure cylinder: 


m=  1  + 


~R~  +  *«  +  ^ 


(37) 


It  is  obvious  from  (37)  that  m  increases  with  ^  but  not  in  the  same 
ratio;    the  maximum  low-pressure  cut-off  must  therefore  be  assumed. 

Table  26  is  computed  from  (37)  for  J^  cut-off,  assuming  that  ki  = 
^2=  0.04,  and  with  values  of  q  ranging  from  0.25  to  1.5,  and  R  from  3 
to  8.    Table  27  is  for  a  ^  cut-off. 


Table   26 


Q 

R 

0.25 

0.5 

0.75 

1 

1.5 

3 

1.63 

1.38 

1.30 

1.24 

1.18 

4 

1.60 

1.47 

1.36 

1.29 

1.21 

5 

1.81 

1.54 

1.41 

1.32 

1.23 

6 

1.90 

1.59 

1.44 

1.35 

1.25 

7 

1.98 

1.63 

1.46 

1.37 

1.26 

8 

2.05 

1.67 

1.48 

1.38 

1.27 

Table  27 

R 

0.25 

0.5 

Q 
0.75 

1 

1.5 

3 

1.80 

1.57 

1.45 

1.36 

1.27 

4 

2.04 

1.71 

1.54 

1.44 

1.32 

5 

2.22 

1.81 

1.62 

1.48 

1.36 

6 

2.35 

1.89 

1.66 

1.53 

1.38 

7 

2.47 

1.95 

1.69 

1.56 

1.39 

8 

2.58 

1.99 

1.72 

1.57 

1.41 
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For  a  croes-compound  engine  the  maximum  value  of  m  is  found  under 
Case  1,  by  the  ratio  of  is)  to  (p),  which  gives,  when  U  <  0.5: 

I  +ki-  Zi 


J 


R{q  +  ki  +  0.5  -  y/x[xx^) 


\ 


+  1  \{q  +  h^  +  U) 


kx  +  0.5 
R 


+  5  +*2 


(38) 


Comparing  Kg.  97  with  Fig.  103,  it  is  obvious  that  the  maximum 
value  of  m,  neglecting  angularity  of  the  connecting  rod,  occurs  when  U 
=  0.5;  substituting  this  in  (38)  and  assuming  that  ifci  =  fcg  =  0.04, 
and  that  X\  =  0.8,  Table  28  may  be  computed  for  different  values  of  q 
and  R, 

Table  28 


o 

Q 

R 

0.25 

0.5 

0.75 

1 

1.5 

3 

2.03 

1.63 

1.45 

1.36 

1.25 

4 

2.15 

1.69 

1.49 

1.38 

1.27 

5 

2.23 

1.73 

1.52 

1.40 

1.28 

6 

2.30 

1.76 

1.54 

1.41 

1.29 

7 

2.35 

1.78 

1.55 

1.42 

1.29 

8 

2.38 

1.80 

1.56 

1.43 

1.30 

The  slight  rise  in  pressure  shown  in  the  cross-compound  low-pressure  dia- 
grams at  the  beginning  of  the  stroke  may  be  neglected.  This  rise  is 
due  to  the  fact  that  the  high-pressure  piston  is  near  mid-stroke,  traveling 
at  about  maximum  velocity  while  the  low-pressure  piston  is  leaving  the 
end  of  the  stroke;  the  high-pressure  piston  is  displacing  volume  more 
rapidly  for  a  short  time  than  the  low-pressure  piston,  causing  the  rise 
in  pressure,  usually  not  more  than  1  pound. 

The  effect  of  inertia  of  the  reciprocating  parts  has  the  same  effect 
as  with  the  simple  engine.     In  the  latter  it  was  neglected  when  maxi- 
mum thrust  was  considered  as  explained  in  Par.  59,  Chap.  XII.    In  the 
compound  it  tends  to  offset  the  effect  of  m,  but  except  in  high-speed 
engines  it  naay  be  neglected,  which  is  usually  on  the  side  of  safety.     In 
any  engine,  the  inertia  of  the  piston  only  should  be  deducted  from  the 
effect  on  the  piston  rod,  the  inertia  of  piston  and  rod  from  the  effect  on 
the  crosshead  and  so  on.     In  view  of  this,  and  the  possibility  of  more 
or  less  erratic  action  of  a  compound  engine,  inertia  may  usually  be 
i^eglected  except  in  its  effect  upon  turning  effort. 

Fonnulas  (34)  to  (36)  may  be  used  in  determining  the  engine  parts 
la 
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of  compound  engmes,  selecting  m  from  Tables  26,  27  or  28;  shoold  i 
lie  between  two  tabular  values  the  next  higher  may  be  taken. 

It  is  sometimes  said  that  a  tandem  compound  requires  no  reoem 
other  than  the  connecting  piping;  a  comparison  of  Tables  26  and  27  wift 
28  will  show  that  if  extreme  maximmn  thrust  is  to  be  avoided,  the  reqiare- 
ments  are  practically  the  same  as  for  a  cross-compoimd  en^ne,  eqwciaUy 
for  long-range  cut-ofif. 

70.  Indicated  Horsepower. — ^If  the  power  is  to  be  determined  fKon  t 
test,  general  Formula  (17),  Chap.  XII  may  be  applied  to  each  cylinder, 
the  sum  being  the  total  power.  For  the  piupose  of  design,  (22)  to  (25), 
Chap.  XII  may  be  applied. 

Case  1. — Single-acting,  2-cylinder  compound. 

„  _  PhDh'S      PJ)^^S 
^        84,000  ■*"  84,000 


From  which: 


(40) 


From  (32) : 

T\      _ 

Vr 

Case  2. — Double-acting,  2-oylinder  compound. 

H  =  (?«-\-p\    ^'■"^ 
\R  I  43,600 


D„  =  -^  (41)  1 


From  which: 


(42) 


(43) 


Dif  may  be  found  from  (41). 
From(22),  Chap.  XII: 

.S  =  ^^  (44) 

6 

where  L  is  the  stroke  in  inches. 

If  Pa  and  Pl  are  from  theoretical  diagrams  they  should  be  multiplied 
by  a  diagram  factor.    In  Par.  57,  Chap.  XII,  a  quotation  from  Kent'0 
Mechanical  Engineers'  Pocket  Book  is  given,  with  a  portion  of  a  taUe 
of  diagram  factors  from  Seaton.    The  remainder  of  the  table,  applying 
to  marine  engines  is  as  follows: 
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Particulars  of  engine  Factor 

Compound  engines  with  expansion  valve  to  h.-p.  cylinder,  jacketed, 
with  large  ports,  etc.  0.9  to  0.02 

Compound  engines  with  ordinary  slide  valves,  cylinders  jacketed, 
good  ports,  etc 0.8  to  0.85 

Compound  engines  as  in  early  practice  in  the  merchant  service,  with- 
out jackets  and  expansion  valves 0.7  to  0.8 

Fast  running  engines  of  the  type  and  design  usually  fitted  in  war  ships  0.6  to  0 . 8. 

Creighton  gives  the  following  diagram  factors  for  stationary  com- 
pound engines: 

Kind  of  engine  Factor 

High  speed,  short  stroke,  unjacketed 0.60  to  0.80 

Slow  rotative  speed,  unjacketed 0.70  to  0.85 

Slow  rotative  speed,  jacketed 0.86  to  0.90 

Corliss 0.86  to  0.90 

Triple-expansion 0. 60  to  0. 70 

Bauer  and  Robertson  give  for  marine  compounds: 

Kind  of  engine  Factor 

Large  engines  up  to  100  r.p.m 0.60  to  0.67 

Small  engines  greater  than  100  r.p.m 0.55  to  0.60 

Triple-expansion — war  vessels  with  high  r.p.m 0.53  to  0.54 

Triple-expansion— merchant  vessels  up  to  100  r.p.m 0.56  to  0.61 

71.  Theoretical  steam  consumption  may  be  calculated  as  in  Par.  61, 
— liap.  XII.  The  weight  of  steam  is  measured  by  the  high-pressure  cylin- 
^^r;  then,  referring  the  low-pressure  m.e.p.  to  the  high-pressure  cylinder, 
sJS6),  Chap.  XII  becomes: 

W  =  p^^y^p^  [w{h  +  ki)  -  ws{l  +  fci  -  X,)]  (45) 

"Wliere  W  is  the  water  rate  in  pounds  per  horsepower-hour,  w,  the  weight 
per  cubic  foot  of  steam  at  initial  pressure  and  Wb  its  weight  at  back 
pressure. 

72.  Standard  Engines. — Standard  engine  parts  may  be  selected  for 
compoimd  engines  in  the  same  manner  as  for  simple  engines  working 
under  different  pressures,  as  explained  in  Par.  63,  Chap.  XII,  by  equating 
the  maximum  thrust  of  the  standard  engine  with  that  of  the  compound. 

For  the  tandem  compound: 

Px  =  -4— =  ^p[ R +  ^«-^»J 

Fiom  which: 


J  Pi  -  mPt 
'■ '- -'  =  KD^  (46) 


+  mP,-Pt 
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For  the  cross-compound : 

High-pressure  cylinder  ,.         ,.       jPi  —  Ft       ,,y.  .--v 

from  (35),  ^^  =  ^"  yj  "^    =  ^^^  (^7) 

Low-pressure  cyUnder              ,.         ,.     /w/^s  —  Pa       t-r^  z^on 

from  (36),  ^-^  =  ^W p7    "  =  ^^^  (^) 

As  explained  in  Par.  69,  the  greater  value  must  be  used. 

Values  of  K  may  be  tabulated  for  given  pressure  ranges,  receiver 
ratios,  etc.,  and  it  will  be  found  that  cylinder  ratio  has  little  effect  on  power 
if  within  practical  limits. 

73.  Application  of  the  formulas  of  this  chapter  to  design  will  be 
shown  by  a  number  of  examples.  As  noncondensing  compounds  may 
be  designed  by  the  simple  method  of  Par.  65,  the  examples  will  be  confined 
to  the  more  important  condensing  compound. 

Example.  1.— Let  Pi  =  165,  P^  =  2,  Pjc  =  4,  ps  =  6,  Xi  =  0.9,  Xi  =  0.8 
and  ki=  k2~  0.04. 
From  (16): 

«  =  ^f  =  6.42. 


From  (17): 
From  (18): 


From  (19): 


From  (20) : 


From  (21): 


From  (22) : 


From  (23) : 


From  (24) : 


Rk-  =  82.5. 

P2  =  -37— =  20.4  lb. 

V^6.42  X  82.5 

._0.14       2X0.24 
^  =  6:42  "  -   20:4      =  -^•^^^• 


20.4       ^  ^ 
rs  =  -^-  =  3.4. 


1  04 
k  =  ^  -  0.04  =  0.266. 
0.4 


,        20.4  X  6.42  X  0.304      ^  ^       ^  ^^- 

li  = 17,. —    —  0.04  =  0.201. 

165 


_  104  _  ^  Q 


r,  =  ^f  =  27.5 
0 


From  (27): 


From  (28) : 


From  (29) : 
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From  (30) : 


''''' "  o:o4 "  ^• 


Ph  -=  165[(0.24  X  2.458)  -  0.04]  -  20.4(0.9  + 

(0.04  X  3.5  X  1.2528)] 
=  69.4  lb. 

Pl  =  20.4[(0.306  X  2.224)  -  0.04]  -  2[0.8  + 

(0.04  X  6  X  1.791)1 
=  10.6  lb. 


The  high-pressure  terminal  drop  given  by  (31)  is: 

di  =  i^^  -  20.4  =  18  lb. 

The  total  m.e.p.  referred  to  the  low-pressure  cylinder  is: 

^"  +  P.  =  g|+10.6  =  21.4. 

V  H  =  1000,  S  =  800  and  the  diagram  factor  is  0.85,  (43)  gives: 
rf^    =  56^    and  from   (41),  Dh  =  22^     K  L  be  taken  as  48^  N  =  100. 
Tile  size  of  the  engine  is  then: 

22*^  and  56*'  by  48"  -  100. 

The  ratio  of  low-pressure  to  high-pressure  work  is  given  by    (33), 
and  is: 


Hl  ^  6.42  X  10.6 
Ha  69.4 


=  0.982. 


The  cylinder  ratio  in  Example  1  is  above  average  practice.  High 
ratios  have  been  objected  to  as  lacking  overload  capacity.  Assuming  a 
cutroff  of  ^^4  in  each  cylinder,  P2,  found  from  (26),  is  24.54.  Substituting 
these  values  in  (29)  and  (30),  gives:  Ph  =  133.6  and  P^  =  21.34.  The 
ratio  of  low-  to  high-pressure  work  is: 


Hi^    •  21.34  X  6.42 


=  1.025. 


Hh  133.6 

Them.e.p.  referred  to  the  low-pressure  cylinder  is: 

^11  +  21.34  =  42.14 
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Then: 

21.4       ^-^ 
and  the  overload  capacity  is  97  per  cent.,  which  seems  ample. 

Assuming  a  receiver  volume  equal  to  0.5  the  volume  of  stroke  of  the 
low-pressure  cylinder,  the  maximum  value  of  m  from  Table  28  is  1.78 
for  a  cross-compound  engine.  Then  the  standard  engine  having  the 
same  parts  as  the  compound,  has  from  (47)  for  the  high-pressure  side, 
a  diameter  of: 


Ds  =  D^yj^  =  1-075Z), 


if  ps,  the  standard  pressure  is  125.     As 


Dh  =  — p^'  Ds  =  0.423Z)l. 
V6i42 


For  the  low-pressure  side,  from  (48) : 


Ds  =  D^^ 


78  X  20.4)_-2  ^  ^^3242).. 


125 

This  is  larger  and  should  be  used.  A  small  receiver  was  taken  for  safety, 
as  such  a  receiver  might  be  used;  but  for  special  cases,  if  standard  com- 
pound engine  tables  are  not  to  be  used,  actual  values  of  q  may  be  taken. 
If  5  =  1: 


Ds  =  D,yj^ 


42  X  20.4)_-_2  ^  ^^^^^^ 


125 

This  value  is  still  larger  than  for  the  high-pressure  cylinder  and  should 
be  used  in  this  case  if  g  is  no  smaller  than  1. 

For  the  tandem  compoimd  with  a  maximum  cut-oif  of  ^^  stroke  and 
q  =  0.5,  m  =  1.95;  and  from  (46): 

165  -  (1.95  X  20_^  ^  ( -^^  ^  20.4)  -  2 


Ds  =  Dj^^l ^^^^= T^ =  0.677D. 


6.42 

.  125 

If  g  =  1,     2)5  =  0.636Z)l. 

Example  2. — Assume  the  same  data  as  before  except  Pjr,  which  is 
3 — the  minimum  extreme  given.  Without  taking  step  by  step  as  was 
done  in  Example  1,  the  principal  results  are; 

R  =  7.42,  P2  =  19.45,  I2  =  0.281,  U  =  0.237,  Ph  =  77.7,  Pl  =  10.34. 
Also: 

^  =  0.988  §  +  H  =  20.82  d^  =  24.55. 

tia  K 

For  q  =  0.5,  Ds  =  0.513Z)l  for  cross-compound,  and  0.656Z)x,  for  tandem. 
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Example  3. — ^The  same  as  1  and  2  except  Pk  is  6,  the  maximum  ex- 
treme given. 

Then:    R  =  5.25,  P,  =  21.8,  h  =  0.246,  h  =  0.161,  P„  «  57.6,  Pl  = 
10.82. 
Also: 


El 


=  0.986. 


^  +  Hl  =  21.77. 


di  =  10.1. 


For  q  =  0.5,  Da  =  0.54Dl  for  cross-compoimd,  and  0.72Dl  for  tandem. 
If  g  is  1.5  for  this  cylinder  ratio,  the  high-pressure  cylinder  gives  a  greater 
thrust  than  the  low-pressure;  it  is  safe  to  try  both  (47)  and  (48)  for 
erofis-compound  engines. 

It  may  be  seen  that  throughout  the  entire  range,  Formula  (18)  gives 
very  close  results,  and  that  the  maximum  variation  of  the  total  m.e.p. 
referred  to  the  low-pressure  cylinder  is  0.95  lb.,  or  4.6  per  cent,  of  the 
smallest  value.  Due  to  reasons  explained  in  Par.  47,  Chap.  IX,  the  actual 
variation  would  probably  be  even  less;  this  shows  that  the  power  of  a 
compound  engine  depends  mainly  upon  the  low-pressure  cylinder,  the 
cylinder  ratio  affecting  it  but  little.  The  m.e.p.'s  of  the  examples  given 
must  be  multiplied  by  a  diagram  factor  before  using  in  the  power  formula. 

Taking  Dl  =  56  as  just  calculated,  q  =  0.5,  and  the  nearest  safe  whole 
number  for  Dsy  Table  29  is  given  so  that  comparison  may  be  easily  made.  • 

Table  29 


Pk 

R 

Dh 

Dl 

Ds 

Example 

C.C. 

Tandem 

2 

3 

7.42 

• 

20 

56 

29 

37 

1 

4 

6.42 

22 

56 

30 

38 

3 

6 

6.25 

24 

56 

31 

41 

Da  increases  as  the  value  of  R  decreases,  and  this  is  a  measure  of  the 
weight  and  cost  of  the  engine;  it  also  probably  has  some  influence  on  the 
friction.  A  slightly  greater  maximum  power  may  be  obtained  from  the 
lower  ratio  when  the  low-pressure  is  of  the  same  diameter  in  all  cases, 
but  ample  overload  may  be  carried  by  engines  of  higher  ratio  as  shown  in 
Elxample  1. 

Example  4. — A  comparison  will  now  be  made  with  a  Nordberg  engine 
referred  to  in  their  Bulletin.  It  is  a  19  and  44  by  42  in.  cross-compound 
engine,  and  the  cylinder  ratio  from  (32)  is: 


^  =  (fe)  =  ^•37- 


i 
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For  the  particular  test  mentioned:  Pi  =  169.18,  P%  =  1.91  and  the 
receiver  pressure,  which  would  be  somewhere  between  P2  and  mPs, 
was  20.75  lb.     Actual  m.e.p.'s  were 

fiPi,  =  52.605,  and/jPx.  =  9.557. 

The  total  m.e.p.  referred  to  the  low-pressure  cylinder  was  19.352. 

Clearance  and  compression  are  not  given,  and  it  will  be  assumed  that 

fci  =  0.07,  fcj  =  0.05,  Xi  =  0.9,  and  xs  =  0.8;  also  that  pi  =  6  lb. 

With  the  above  data,  the  results  from  the  formulas  of  Par.  66  are: 
P2  =  21.7,  U  =  0.24,  li  =  0.14,  P„  =  61.4  and  Pl  =  11.21. 

Using  a  diagram  factor  of  0.85: 

fiPn  =  52.2  and  /jPl  =  9.55. 

The  total  m.e.p.  referred  to  the  low-pressure  cylinder  is  19.28,  differing 
from  the  test  value  by  less  than  0.5  per  cent. 

Assuming  a  receiver  volume  1.5  times  the  volume  of  stroke  of  the  low- 
pressure  cylinder,  (38)  gives:  m  =  1.028.  The  maximum  receiver  pres- 
sure is  then: 

mP2  =  1.028  X  21.7  =  22.3. 

^This  is  1.55  lb.  greater  than  the  actual  receiver  pressure  given,  a  result 
to  be  expected  due  to  shrinkage  of  the  diagram  as  shown  by  the  diagram 
factor. 

The  data  of  Example  1  is  plotted  in  Figs.  96  and  99,  the  dotted  lines 
for  an  indefinitely  large  receiver  and  the  full  lines  showing  the  effect  of  a 
receiver  of  practical  volume. 


CHAPTER  XIV 

THE  INTERNAL-COMBUSTION  ENGINE 

74.  Introduction. — In  the  treatment  of  this  chapter  a  knowledge  of  the 
contents  of  Chaps.  V  and  VI  is  assumed.  A  thorougji  understanding  of 
the  principles  of  operation  of  the  internal-combustion  engine  can  not  be  had 
without  following  through  the  power  formulas  based  upon  heat  quantities; 
but  certain  practical  formulas  have  value  and  are  derived  in  this  chapter; 
their  constants  are  also  given  in  terms  of  the  quantities  in  the  more 
theoretical  formulas. 

Notation. 

h  =  heating  value  (high  or  low)  in  B.t.u.  per  pound  of  liquid  fuel, 

or  per  cubic  foot  of  gaseous  fuel  at  standard  temperature  and 

pressure, 
o  =  actual  air  supply  in  cubic  feet  per  pound  of  liquid  fuel,  or 

per  cubic  foot  of  gaseous  fuel,  at  standard  temperature  and 

pressure. 
en  =  mechanical  efficiency  of  engine. 
6  =  indicated  thermal  efficiency  of  engine. 
I  eir  =  thermal  efficiency  referred  to  brake   horsepower;  called   by 

Guldner,  economic  efficiency. 
ey  =  volumetric  efficiency — the  ratio  of  the  volume  of  the  charge 

(fresh  air  and  fuel)  at  standard  temperature  and  pressure,  to 

the  volume  of  stroke.    See  Chap.  VI,  Par.  27. 
Pm  =  mean  effective  pressure  in  pounds  per  square  inch. 
p  =  unbalanced  pressure  in  pounds  per  square  inch  at  any  point 

of  stroke. 
px  =  the  maximum  value  of  p. 
P  =  total  unbalanced  pressure  at  any  |X)int  of  stroke. 
Px  =  m&rimum  value  of  P. 
D  =  diameter  of  cylinder  bore  in  inches. 
L  =  length  of  piston  stroke  in  inches. 
N  =  r.p.m. 

S  =  mean  piston  speed  in  feet  per  minute. 
m  =  number  of  strokes  per  cycle. 
H  =  horsepower  in  general. 

185 


186  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

Hi  =  indicated  horsepower  per  working  cylinder  end. 
Hb  '''  brake  horsepower  per  working  cylinder  end. 
Hm  =  maxixnnxn  horsepower,  indicated  or  brake. 
Hb  =  rated  horsepower,  indicated  or  brake. 
Hm 
^-Wb' 
Wp  =  liquid  fuel  used  in  pounds  per  hour. 

Vp  =  gaseous  fuel  used  in  pounds  per  hour,  at  standard  temperatuxe 
and  pressure. 

76.  Mean  E£Fective  Pressure. — ^The  absence  of  accurately  predeter- 
mined pressures  possible  in  the  steam  engine  makes  the  study  of  indicator 
diagrams  for  the  internal-combustion  engine  more  difficult,  and  a  good 
collection  of  diagrams  more  desirable.  These  diagrams  are  useful  for 
determining  the  proper  valve  setting,  timing  of  ignition,  best  fuel  mixture, 
and  for  finding  the  output  and  efficiency  of  the  engine.  However,  the 
uncertainty  of  limiting  pressures,  the  lack  of  uniformity  of  assumptions 
for  a  theoretical  diagram  and  the  wide  deviation  of  the  actual  from  such 
a  reference  diagram,  makes  the  use  of  the  diagram  factor  (see  Chap.  XII, 
Par.  57)  for  determining  the  m.e.p.  less  satisfactory  than  for  the  steam 
engine  and  other  methods  of  calculation  are  more  in  favor. 

In  Par.  29,  Chap.  VI,  the  following  formulas  are  derived  from  a  more 
general  discussion  in  Par.  23  of  the  same  chapter. 

For  gaseous  fuel  Pm  =  5Aeev  —j^-^  (1) 

For  liquid  fuel.  Pm  =  5Aeev  -  (2) 

These  apply  to  both  2-stroke  and  4-stroke  cycles,  the  difference  in 
the  values  of  Pm  for  the  two  cycles  being  usually  due  to  the  different 
values  of  e  and  6v,  the  indicated  thermal  efficiency  and  volumetric  effi- 
ciency respectively. 

As  explained  in  Chap.  VI,  this  is  the  mean  pressure  which,  if  exerted 
throughout  one  stroke  of  the  piston,  would  do  the  work  of  the  cycle  for 
one  working  cylinder  end. 

76.  Horsepower. — In  Chap.  VI,  Par.  23,  the  following  general  formula 
for  indicated  horsepower  is  derived  for  one  cylinder  end: 

^  2X144    PmVsN 

33,000  m  ^"^^ 

where  N  is  the  r.p.m.,  m  the  number  of  strokes  per  cyde,  and  Vs  the 
volume  of  stroke  in  cubic  feet. 
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If  L  is  the  length  of  stroke  in  inches,  and  D  the  diameter  of  the  cylin- 
der bore  in  inches: 

^T    D^     L 

^^      4 '  144  '  12 
Substituting  in  (3)  gives: 

_  PmD'LN  _  PmD'S 

'      252,100  m      42,000  m  ^^ 

where  S  is  the  mean  piston  speed  in  feet  per  minute,  which  is: 

The  brake  horsepower  is: 

„  „  _  e^PuD^LN  _  euPuD'S  ... 

H,  -  e^H,-  252,100  m  "  42,000  m  ^^^ 

For  gaseous  fuel,  substituting  (1)  in  (4)  and  (6)  gives: 

„  _  h         D*LN    _  h         D*S  ,_. 

'^^  ~  ^T+T ■  46,700 m  ~  **" a  +  r 7790  m  ^^^ 

And  as  e^e  —  €«: 

^' =  ***"  HTT  ■  46700i^  =  *'*"  ^n  •  7790^^  (8) 

From  (7)  and  (8) : 

For  liquid  fud,  substituting  (2)  in  (4)  and  (6)  gives: 

„  h     D^LN  h     D*S  ,,^, 

^^  =  ^"a  ■  46700^^  "^^a-  7796iii  ^^^^ 

„  h     D*LN  h     D^S  ,„, 

Prom  (10)  and  (11): 

''-««■^'^/^-««•^^^^   ,         <■« 

Although  derived  in  a  different  manner,  these  equations  give  results 
identical  with  the  formulas  of  Guldner,  which  are  in  terms  of  brake 
horsepower. 

Formulas  (9)  and  (12),  being  used  for  design,  are  in  terms  of  piston 
speed  rather  than  stroke  and  revolutions.  Some  discussion  of  piston 
speed  is  given  in  Par.  48,  Chap.  IX;  with  proper  design  there  seems  to  be  no 
restrictions  within  reasonable  limits,  other  than  those  of  gas  velocity, 
which  will  be  discussed  in  Chap.  XX. 
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The  relatioD  of  S,  L  and  N  may  be  adjusted  by  means  of  (5)  when 
the  cyUnder  diameter  has  been  determined;  if  A'^  is  fixed  by  reason  of 
service  considerations,  L  may  be  found.  If  not,  the  questioD  is  ooe  of 
the  ratio  of  stroke  to  diameter;  this  ranges  from  1  to  2,  Diesd  engines 
commonly  having  the  ratio  1.5.  Some  discussion  of  this  ratio  is  given 
in  Par.  47,  Chap.  IX,  under  Des^n  of  Cyhnders,  and  insofar  as  it  concerns 
the  weight  of  the  engine  parts  it  applies  to  internal-combustion  engines. 
For  an  extensive  discussion  of  the  subject,  the  reader  is  referred  to  Giild- 
ner's  Internal-combustion  Engines. 

The  heating  value  of  fuel  and  theoretical  air  supply  ate  gives  in  Table 
30.  Also  see  Par,  42,  Chap.  VIII.  The  actual  air  supply  must  be  greater 
than  the  theoretical  to  insure  perfect  combustion;  amde  from  this  there 
should  be  an  excess  of  air  to  provide  for  an  increase  of  fuel  supply  for 
overloads.  Even  if  an  engine  is  rated  at  its  maximum  capacity  there  are 
enough  uncertain  factors  in  its  design  to  make  it  unsafe  to  allow  too  small 
a  mai^in  over  the  air  theoretically  required  for  perfect  combustion. 

Table  30  is  abridged  from  Giildner's  Internal-combustion  Engines,  and 
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limy  be  used  as  a  guide  in  the  selection  of  A,  a  and  Bb-    Values  oS  Hg  are 
for  one  cylinder  end.     Both  theoretical  and  practical  values  of  air  supply 
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are  given,  the  latter  being  based  upon  an  overload  capacity  of  from  15 
to  20  per  cent. 

Volumetric  efficiency  is  discussed  in  Par.  27,  Chap.  VI ;  some  practical 
values  from  Giildner  are  given  in  Table  31.    The  values  from  Gtildner's 

Table  31 


Type  of  engine 


^ow-epeed,  mechanically  operated  inlet  valve . 

Slow-flpeed,  automatic  inlet  valve 

High-speed,  mechanically  operated  inlet  valve 
High-speed,  automatic  inlet  valve 


0.88  to  0.03 
0.80  to  0.87 
0.78  to  0.85 
0.66  to  0.75 


tables  are  based  upon  a  standard  pressure  of  14.7  lb.  per  square  inch  and 
32  d^rees  F.,  although  he  recommends  28.92  in.  of  mercury  and  59  degrees 
F.     The  A.S.M.E.  Code  adopts  30  in.  of  mercury  and  60  degrees  F. 

The  mechanical  efficiency  Cm  varies  from  0.6  to  0.9  and  is  discussed 
in  Chap.  X. 

Simple  Formulas. — Thus  far  the  formulas  have  been  of  a  general 
character  and  these  are  necessary  for  a  comprehensive  study  of  engine 
power;  but  by  making  substitution  of  experimental  values  of  Pa  for 
rated  power  in  (6),  or  of  A,  a,  ev  and  Cb  in  (8)  and  (11),  a  simple  formula 
may  be  derived.  E.  W.  Roberts,  in  The  Gas  Engine  Handbook  gives 
(the  notation  being  changed) : 

fl  .  ^  (13) 

in  which  the  constant  K  differs  for  different  fuel  and  with  the  type  of  en- 
^ne.    This  may  be  written: 

H  =  '^^-  (14) 


K 
Then: 


D  =  0.41^ 


^  (15) 

Comparing  (14)  with  (6)  and  (8),  the  value  of  K  may.be  exprescjed 
in  terns  of  the  quantities  in  these  formulas;  or: 

K  =  252,100m  ^^^^ 

€mI^m 

also: 

^  ^  46,700m(a  +  1)  ^^^^ 

eBeyh 

As  a  +1  is  but  slightly  different  from  a  for  liquid  fuels,  (17)  may  be 
applied  to  all  internal-combustion  engines. 
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Roberts  gives  for  the  average  size  of  4-cycle  engine: 

For  natural  gas K  ^  16,000; 

For  gasoline K  »  14,000; 

stating  that  K  becomes  smaller  as  the  cylinder  size  increases.    He  cites  a 
case  of  an  automobile  engine  with  exceptionally  large  valves  and  ball 
bearings  in  which  K  was  11,500.     Smaller  values  have  been  obtained — 
notably  in  airplane  engines  (see  Table  32). 
For  2-cycle  engines  Roberts  gives: 

For  gas X  -  12,000; 

For  gasoline K  -  10,000; 

For  large  blowing  engines /JT  »=    8,400. 

It  is  claimed  that  these  values  are  approximate. 

The  Bruce-Macbeth  Engine  Co.  pubUshed  a  formula  for  4-cycle 

engines  which  gives : 

^       1,000,000 

in  which  Pb  varies  as  follows: 

For  natural  gas,  Pb  «  76  lb.,  and  K  =  13,330; 
For  producer  gas,  Pb  =  60  lb.,  and  K  ^  16,660; 
For  gasoline,  Pb  =  60  lb.,  and  K  =  16,660. 

A  comparison  of  this  formula  with  (16)  shows  that  Pb  is  practically 
equal  to  CmPm,  the  brake  m.e.p.  The  indicated  m.e.p.  is  then  equal  to 
Pb  divided  by  Cm* 

Comparing  the  constants  of  4-cycle  and  2-cycle  engines  given  by 
Roberts,  the  2-cycle  has  but  40  per  cent,  greater  capacity  than  the  4- 
cycle.  Substituting  the  respective  values  of  K  in  (17),  assuming  a  and 
h  the  same  for  both  engines,  the  value  of  the  product  of  eaCv  for  the  4- 
cycle  engine  is  43  per  cent,  greater  than  for  the  2-cycle.  This  difference 
is  probably  in  part  due  to  Cb,  but  largely  to  e^.  Comparing  the  value  of 
K  for  the  large  2-cycle  blowing  engines  mentioned  by  Roberts  with 
that  of  the  Bruce-Macbeth  producer-gas  engine  gives  practicaUy  equal 
values  of  the  product  esey  This  is  no  doubt  due  to  the  greater  value 
of  ev  made  possible  by  the  separate  charging  cylinders  of  the  large  2-cycle 
engine;  this  is  probably  greater  than  for  the  4-cycle  engine,  while  Cb 
is  smaller. 

Taking  K  from  engine  ratings  or  tests,  and  assuming  Cbi  ev  and  h 

(or  taking  them  from  Table  30  or  from  tests),  the  air  supply  may  be 

determined  from  (17) ;  or: 

KeBCyh        ^  ,,^. 
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A  comparison  of  en^e  ratings  for  a  given  fuel  may  thus  be  made; 
the  smaller  the  air  excess  the  nearer  to  the  maximum  power  is  the  engine 
rated,  reioemb^iiig  that  there  must  be  some  excess  air  at  maximum 
power.  Also  by  assuming  eu,  the  value  of  Pm  may  be  found  from  (16). 
The  influence  of  er  upon  capacity,  and  undoubtedly  upon  efficiency, 
is  considerable,  and  every  practical  means  available  for  increasing  this 
should  be  employed.  Ample  valve  openings,  easy  passages  and  proper 
timing  are  probably  the  chief  factors  in  a  high  value  of  Cv  From  Par.  27, 
Chap.  VI,  it  ia  obvious  that  the  temperature  of  the  charge  directly  aEFects 
capacity  by  determining  in  part  the  value  of  Cv',  the  other  factor  is  the 
pressure  of  the  charge,  which  depends  upon  valves,  passages,  etc.  as  just 


The  value  of  eg  may  be  kept  a  i 
carburetion,  ignition  and  lubrication,   : 
mentioned. 

Table  32  contains  some  data  pertaining  to  engines  of  different  type 
and  capacity,  taken  from  builders  catalogues,  published  results  of  tests, 
and  information  furnished  the  author  directly.  These  may  be  used  for 
coniparison. 

Table  32 


by  proper  compression, 
addition  to  the  factors  just 


sr 


L/D 


StatioDBiy. . . 


Dincl 

Usd 

Nitnnl  (u  (1 

(DA.) 


Vduea  of  K  and  Pj,  have  been  calculated,  the  latt«r  by  assuming  a 
medianical  efficiency  detennined  by  Formulas  (10)  and  (11),  Chap.  X. 
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Until  recently  but  little  information  was  available  conoeming  the 
Diesel  engine.  Much  valuable  information  is  contained  in  publications 
of  the  A.S.M.E.,  a  few  notes  from  the  paper  mentioned  at  the  end  of 
Chap.  V  being  given  at  this  place: 

Comparing  the  4-cycle  and  2-cycle  Diesel,  the  latter  gives  from  70 
to  80  per  cent,  more  power  for  the  same  cylinder  dimensions  and  speed. 
The  4-cycle  has  about  10  per  cent,  better  efficiency  and  the  mean  tem- 
perature is  lower.  In  this  country,  the  4-cycle  engine  is  built  in  sizes 
up  to  from  700  to  1000  b.  h.p.,   and  above  that  the  2-cycle  is  used. 

The  Diesel  engines  built  in  the  United  States  run  from  150  to  300 
r.p.m.,  with  piston  speeds  from  600  to  900  ft.  per  minute.  Some  high- 
speed marine  engines  run  as  high  as  480  r.p.m.  In  Europe  the  highest 
commercial  speed  is  from  350  to  400  r.p.m.,  with  as  high  as  550  for  sub- 
marines. 

Practically  all  Diesel  engines  are  single-acting,  and  nearly  all  in  this 
country  have  trunk  pistons  without  crossheads. 

The  mechanical  ejBSciency  at  full  load  is  about  75  per  cent,  for  4-cycle 
and  70  per  cent,  for  2-cycle  engines. 

Some  Diesel  engine  data  are  given  in  Table  32. 

The  m.e.p.  of  internal-combustion  engines  of  small  size  and  high  speed 
is  seldom  known;  it  is  sometimes  calculated  by  assuming  the  mechanical 
eflS.ciency.  Some  values  of  Pm,  also  of  h  are  given  in  connection  with  com- 
pression pressxires  in  Table  35,  Par.  77,  which  may  be  compared  with  those 
already  given  in  Table  32.  E.  W.  Roberts,  in  The  Gas  Engine  of  October, 
1917,  gives  values  of  Cm  Pm  for  a  number  of  engine  types,  which  represent 
recent  practice  in  the  United  States.  These  values  are  given  in  Table  33; 
values  of  Bm  are  assumed,  from  which  the  values  of  Pm  and  K  are  com- 
puted and  given  in  the  table. 

Table   33 


Type 


'•Af^JV 


'M 


K 


Hot  bulb,  2-cycle 

Producer  gas 

Gasoline,  2-cycle 

Modern  high-speed  gasoline 

Modern  airplane 

Diesel,  4-cycle 


33 
57 
60 
80 
105 
75 


1 

,     0.70 

1 

47 

0.80 

71 

0.75 

80 

0.80 

100 

0.80 

130 

'     0.73 

1 

103 

15,300 
17,700 

8,400 
12,600 

9,600 
13,500 


It  is  to  be  assumed  that  the  engines  are  4-cycle  unless  otherwise  stated. 
The  mechanical  eflS.ciency  of  the  airplane  engine  is  perhaps  too  small ; 
indications  are  that  a  much  better  value  has  been  obtained. 


Prom  the  various  data  given  it  is  obvious  that  while  there  is  a  general 
agreemeut,  there  is  no  definite  standard  of  engine  rating,  and  if  there 
were  it  is  not  likely  that  capacities  found  from  tests  would  always  agree 
with  the  assumptions. 

With  new  work  it  is  well  to  determine  D  from  (9)  or  (12),  using  data 
from  Tables  30  and  31.  This  result  may  be  checked  by  (15),  taking  A' 
from  Table  32 or  33;  or  by  (6),  taking  P.«  from  Table  32,  33  or  35,  and  ej, 
from  (10)  and  (U),  Chap.  X,  or  from  Table  32  or  33. 

With  asstuned  values  of  Cfl,  crand  ft,  the  theoretical  maximum  capacity 
limit  is  when  a  is  the  theoretical  air  supply  required  for  perfect  combustion. 
The  actual  maximum  power  will  be  obtained  with  a  value  of  a  greater 
than  this,  the  power  always  being  less  than  the  theoretical  maximum. 
It  is  apparent  that  the  more  perfect  the  mixture  and  ignition,  the  smaller 
will  be  the  excess  of  air  required. 

Should  Formula(6)  or  (15)  be  used  for  determining  cylinder  dimen- 
sions, the  air  supply  should  be  chocked  by  (18),  and  if  eqiial  to,  or  less 
than  the  theoretical  minimum,  the  engine  will  not  develop  the  power 
desired — assuming  that  Cb,  ci-  and  h  have  been  rightly  chosen. 

The  effect  of  changing  the  standard  temperature  from  32  to  60  degrees 
F.,  and  in  using  higher  instead  of  lower  heating  value  of  the  fuel  is 
tisttily  found.     From  this  it  is  clear  that 


Cr  and- 


do  not  change  with  change  of  standaid  temperature,  and  that  at  any 
standard  temperature,  eh  or  egh  is  constant  for  a  given  fuel  whether 
higher  or  lower  value  is  taken  as  the  standard. 

At  very  high  speeds  the  power  is  Umited  by  wire-drawing  as  discussed  in 
Par.  60,  Chap.  XII,  relative  to  steam  engines;  and  in  Uke  manner  the  range 
over  which  power  is  proportional  to  piston  speed  may  be  increased  by 
lai^  valves,  free  passages,  proper  valve  setting,  etc.  Maximum  horse- 
power is  reached  at  a  certain  speed,  beyond  which  the  power  decreases. 
Tim  does  not  mean,  of  course,  that  the  power  is  not  available  at  speeds 
much  beyond  that  giving  maximum  power,  as  the  power  requirements 
may  be  much  less  than  the  maximum,  as  in  automobile  propulsion  with 
good  roads  and  other  favorable  conditions.  Power  and  speed  curves 
an  given  in  Par.  22,  Chap.  V. 

Fufl  Consumption. — From  e<iuations  (12)  to  (14),  Chap.  VTII,  the  fol- 
lowing formulas  are  derived:  let 

w,  =  the  weight  in  pounds  of  liquid  fuel  used  per  hour. 
Vr  =  the  volume  in  cubic  feet  at  standard  temperature  and  pressure, 
of  gaseous  fuel  used  per  hour. 
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=  the  beating  value  per  pound  of  liqitid  fuel  or  per  cubic  feet  of 
gaseous  fuel  at  standard  temperature  and  pressure. 


(19) 


2545tf 

"      ek 


(20) 


If  /f  is  i.h.p.  or  b.b.p.,  e  must  be  the  correspooding  efficiency.  If  h 
is  the  higher  or  tower  value,  e  must  be  based  upon  it.  To  find  the  fuel 
per  h.p.-hr.,  divide  by  H. 

77.  Compression. — In  Chap.  VI,  Formula8(ll)  and  (17)  give  the  effi- 
ciencies of  the  constant-volume  and  constant-pressure  cycles  respectively. 
From  these  it  is  apparent  that  the  higher  the  compression  the  greater 


the  efficiency.  There  are,  however,  practical  limits.  In  engines  com- 
pressing the  mixture  of  fuel  and  air,  ignition  will  occur  prematurely  from 
the  heat  generated  thereby  if  compression  is  carried  too  far.  The  igni- 
tion point  varies  with  different  fuels  and  with  different  mixtures.  Within 
certain  limits  compression  may  be  increased  to  advantage  by  employing 
a  lean  mixtiu'e — poor  in  fuel;  but  above  a  certain  limit,  the  m.e.p.  de- 
creases too  rapidly,  reducing  the  mechanical  efficiency  as  explained  in 
Chap.  X.  The  theoretical  thermal  efficiency  increases  but  slowly  beyond 
a  cert^n  increase  in  compression,  and  a  paint  is  reached  where  the  product 
of  mechanical  and  thermal  efficiency  will  decrease  if  compression  is 
carried  higher.  This  product,  as  already  shown,  is  the  thermal  efficiency 
at  brake,  or  true  efficiency.  This  is  shown  in  Fig.  109,  taken  from 
Gilldner. 
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It  is  not  well  to  approach  too  near  this  limit.  The  friction  load  is 
increased  by  high  compression  and  unless  there  are  positive  advantages 
to  be  gained,  moderation  should  be  practised.  Engines  with  moderate 
compr^sion  have  sometimes  shown  remarkable  economy,  showing  that 
other  features  of  design  offset  this  seeming  advantage. 

With  the  mediiun-  and  high-compression  oil  engines,  compression 
is  carried  high  enough  to  insure  complete  combustion.  The  mechanical 
efficiency  of  these  engines  is  low,  but  is  more  than  offset  by  the  attain- 
ment of  high  compression  without  in  any  way  sacrificing  the  charge 
weight. 

In  the  methods  of  power  determination  employed  in  the  preceding 
paragraph  theoretical  efficiency  is  not  considered,  therefore  compression 
pressiu'e  does  not  enter  into  the  discussion.  By  avoiding  extremes, 
it  is  probable  that  considerable  leeway  may  be  allowed  in  the  selection  of 
compression  pressure,  but  in  the  use  of  the  formulas  of  Par.  75  it  is  assumed 
that  a  pressure  suitable  to  the  conditions  of  operation  is  employed. 

The  same  engine  may  sometimes  be  used  for  several  different  fuels, 
but  better  efficiency  or  capacity  might  be  obtained  if  the  compression 
were  changed. 

Table  34  gives  compression  pressures  in  poimds  per  square  inch, 
absolute,  according  to  the  authorities  noted,  while  Table  35  wa6  given  by 
R.  E.  Mathot  in  Power,  April  11,  1916.  The  m.e.p.'s  in  the  latter  table 
are  maximtim  figures  from  well-designed  engines  working  under  favorable 
conditions  with  an  overload  capacity  of  from  10  to  15  per  cent.  Table 
35  gives  values  from  actual  practice  covering  over  600  tests  by  Mr. 
Mathot,  on  about  40  different  makes  of  European  and  American  engines. 


Table  34 


Type  of  engine 


Abe.  comp.  pressure 


Authority 


Gasoline 

Kerosene  (hot  bulb) 

Natural  gas 

City  gas 

Producer  gas 

Blast-fumaoe  gas. . . 

Natural  gas 

Dhuninating  gas 

Gasoline 

Kerosene 

Blast-furnace  gas. . . 
Produeer  gas 


45  to  95 
30  to  75 
75  to  130 
60  to  100 
100  to  160 
120  to  190 
95  to  110 
105 
95 
75 
142 
1 15  to  130 


Lucke 

Lucke 

Lucke 

Lucke 

Lucke 

Lucke 

Roberts 

Roberts 

Roberts 

Roberts 

Roberta 

Roberta 
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Table  35 


Kind  of  fuel 


h  (hifh) 


Comp.  press, 
lute 


mp.  pi 
abaoii 


Blast-furnace  gas 

Producer  gas 

Natural  gas 

Coke-oven  gas 

lUuminating  gas  (coal  gas) 

Kerosene 

Kerosene  (with  water  injection). . .  . 

Benzol  (industrial  engine) 

Benzol  (automobile  engine) 

Alcohol  (industrial  engine) 

Alcohol  (automobile  engine) 

Crude  oil  (Diesel  engine) 

Crude  oil  (2-cycle,  hot  bulb  engine) 
Crude  oil  (4-cycle,  hot  bulb  engine) 
Tar  oil  (Diesel  engine) 


100 

135 

900 

550 

650 

20,000 

20,000 

17,000 

17,000 

13,000 

13,000 

18,500 

18,500 

18,500 

18,000 


185  to  215 

155  to  185 

155  to  165 

135  to  145 

125  to  155 

55to    85 

85  to  100 

85  to  100 

100  to  115 

115  to  145 

125  to  175 

515 
155  to  175 
275  to  315 
615 


Pm 


70 
75 
90 
80 
85 
60 
60 
70 
90 
85 
95 

105 
45 
75 

100 


78.  Govemmg. — There  are  two  general  methods  employed  to  regulate 
the  speed  of  internal-combustion  engines.  The  first  is  the  iniermiUerU 
impyhe  system  in  which  the  working  cycle  is  always  the  same,  but  at 
loads  less  than  the  maximum  the  number  of  cycles  per  minute  is  reduced 
by  skipping.  This  is  known  as  hit-and-miss  governing.  It  is  used 
on  many  small  engines  and  is  economical,  as  the  combustion  of  each 
charge  takes  place  under  the  best  conditions.  Due  to  the  irregularity 
of  its  impulses,  especially  at  light  loads,  it  does  not  regulate  closely; 
this  may  be  in  part  offset  by  a  very  heavy  flywheel,  and  hit-and-miss 
engines  are  sometimes  used  to  operate  small  dynamos,  but  for  larger 
powers  where  close  regulation  is  required,  and  for  driving  alternators 
for  parallel  operation,  they  are  impracticable. 

The  other  general  method  is  the  variable  impulse  system.  In  this 
system  the  m.e.p.  is  changed  as  in  the  steam  engine,  but  no  cycles  are 
skipped.  This  system  has  two  subdivisions:  the  quality  method,  in 
which  the  proportion  of  fuel  to  air  is  varied;  and  the  quantity  method, 
in  which  a  charge  of  constant  quality  is  admitted  during  a  portion  of  the 
suction  stroke,  or  more  commonly,  is  throttled  during  the  entire  stroke. 
Sometimes  a  combination  of  the  quality  and  quantity  methods  is  used. 

The  Quality  Method. — In  this  method  as  applied  to  gas  and  light-oil 
engines,  the  air  inlet  valve  admits  a  full  charge;  the  fuel  supply  is  under 
the  control  of  the  governor  and  is  throttled  at  light  loads.  The  com- 
pression pressure  is  constant,  which  is  considered  a  theoretical  advanta^. 
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Fig.  110  is  an  indicator  diagram  from  a  gas  engine  using  quality 
regulation,  the  full  lines  showing  full  load  and  the  dotted  lines  lighter 
loads. 

Prom  mediimi  to  full  load  this  method  gives  good  results.  For  very- 
light  loads  the  mixture  is  so  lean  as  to  be  difficult  to  ignite  and  slow 
burning,  leading  to  the  possibility  of  skipping  and  poor  economy. 


Fig.  110. — Quality  regulation. 


Fig.  111. 


The  quaUty  method  is  used  for  the  heavy-oil  engine,  but  in  this,  igni- 
tion depends  upon  the  high  temperature  of  the  highly  compressed  air, 
and  all  fuel  delivered  to  the  cylinder,  no  matter  how  small  the  quantity, 
is  perfectly  consumed.  As  theoretically  indicated  by  Formula  (17), 
Chap.  VI,  the  shorter  the  combustion  line — sometimes  called  the  cut-off — 
the  greater  the  thermal  efficiency,  and  this  is  true  in  practice.  This  is, 
of  course,  the  indicated  efficiency,  the  reduced  mechanical  efficiency  at 
very  light  loads  offsetting  this  gain.  Fig.  Ill  is  an  indicator  diagram 
for  a  Diesel  engine,  the  full  lines  being  for  rated  load  and  the  dotted 
lines  for  a  lighter  load. 

T?ie  Quantity  Method. — ^This  method  with  variable  admission,  as  usually 
employed,  admits  a  charge  of  uniform 
quality  during  a  portion  of  the  stroke, 
when  the  valve  is  quickly  closed  by  a 
trip  mechanism  similar  in  principle   to 
the    gear    of    a    Corliss   steam   engine. 
Assuming  a  full-load  diagram  similar  to 
Fig.  110,  a  light-load  diagram  (exagger- 
ated for  the  purpose  of  illustration)  is 
shown  in  Fig.  112.    The  charge  is  ad- 
mitted along  the  suction  stroke  from  a  to 
h  when  the  inlet  valve  suddenly  closes. 
During   the   remainder   of   the   suction 
stroke  the  charge  is  expanded  from  6  to  c,  and  theoretically,  at  least, 
passes  over  the  same  curve  on  the  portion  of  the  compression  stroke  from 
c  to  b.    There  is  then  no  fluid-friction  loss  during  this  part  of  the  cycle, 
the  only  loss  of  this  character  being  the  usual  suction  and  back-pressure 


112.  —  Quantity   method   with 
variable  admission. 
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losses  caused  by  the  normal  valve  openings  as  shown  by  the  shaded  area 
of  Fig.  112. 

In  the  quantity  method  with  throttling  governor,  a  charge  of  uniform 
quality  is  throttled  throughout  the  suction  stroke.  This  is  best  shown 
by  another  exaggerated  diagram  in  Fig.  113,  assiuning  the  same  weight 
of  charge — or  the  same  pressure  at  the  end  of  the  suction  stroke.  The 
fluid-friction  loss  is  indicated  by  the  dotted  area. 

In  reality,  the  shaded  areas  in  both 
Fig.  112  and  Fig.  113  are  relatively 
small,  and  while  the  cut-oflf  method 
might  be  expected  to  give  slightly 
better  economy,  the  throttUng  method 
is  more  often  used,  due  no  doubt  to  the 
simpler  mechanism  required. 

The  usual  argument  against  quantity 
governing  is  the  low  compression  pres- 
sing at  light  loads;  this  tends  to  reduce 
the  rate  of  combustion,  but  with  a 
properly  proportioned  mixture  this  is 

Fig.     113.  —  Quantity    method    with     ^^x  „^  ,.«4.:«^«ui« 
throttling  governor.  ^^^  SO  noticeable. 

Combined  Methods, — By  emplojdng 
as  lean  a  mixture  as  will  give  reasonable  economy  at  the  minimum 
load,  and  using  the  quantity  method  between  this  load  and  the  lightest 
load  obtained  with  maximum  compression;  then  if  the  quality  method 
be  employed  for  loads  greater  than  this,  it  is  probable  that  better  results 
may  be  obtained  over  a  wider  range  of  power.  According  to  Power,  this 
method  is  used  with  the  5000  horsepower  gas  engine  of  the  Ford  Motor 
Company. 

The  hit-and-miss  method  might — and  probably  has  been  applied 
to  the  lower  pressure  range,  combined  with  either  the  quality  or  quantity 
method,  and  when  the  closest  regulation  is  not  required  should  give 
good  economy  over  a  wide  range  of  power.  This  arrangement  might 
be  appUcable  to  rolling-mill  engines  and  should  give  as  good  regulation, 
surely,  as  the  single-eccentric  Corliss  engines  formerly  used  for  such 
service. 

More  will  be  said  about  hit-and-miss  governing  in  Chap.  XVIII.  The 
apparatus  for  effecting  the  different  methods  of  governing  will  be  ex- 
plained in  Chaps.  XIX  and  XX. 

79.  Rating. — Internal-combustion  engine  rating  is  not  as  uniform  as 
that  of  the  steam  engine.  With  the  larger  gas  engines  and  oil  engines, 
there  is  usually  some  provision  for  overload.    As  previously  stated, 
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Glildner  allows  from  15  to.  20  per  cent.  A  number  of  manufacturers  of 
Diesel  engines  allow  10  per  cent,  overload  for  a  given  time — such  as  two 
hours,  and  state  that  much  larger  loads  have  been  carried  for  a  limited 
time. 

It  is  apparent  that  some  small  engines  are  rated  at  their  maximum 
capacity,  or  at  the  maximum  load  at  which  they  will  operate  continuously 
without  giving  trouble. 

While  desirable,  it  is  not  essential  to  have  absolute  uniformity  in  rat- 
ing, so  long  as  the  conditions  of  rating  are  plainly  stated.  All  internal- 
combustion  engines  have  a  maximum  capacity  at  which  they  will  run 
continuously  without  heating,  and  in  most  cases  may  exceed  this  capacity 
for  a  limited  time.  This  condition  may  just  fill  the  bill  for  certain  work, 
and  manufacturers  should  determine  these  limits  as  accurately  as  possible 
and  use  them  conservatively  in  their  specifications.  The  minimum  ca- 
pacity of  satisfactory  operation  should  also  be  known.  With  these  data 
at  hand,  and  a  carefully  plotted  economy  curve,  the  mill  owner,  con- 
sulting engineer,  and  the  engine  manufactxirer  himself  will  be  able  to 
handle  power  problems  with  accuracy  and  meet^all  guarantees. 

The  lack  of  overload  capacity  is  often  mentioned  as  an  objection  to 
the  internal-combustion  engine,  and  indeed,  when  the  Diesel  engine  is 
rated  to  give  10  per  cent,  overload,  and  it  is  known  that  a  steam  engine 
with  long  range  cut-off  will  run  continuously  and  satisfactorily — barring 
economy — with  an  overload  of  from  50  to  100  per  cent.,  the  flexibiUty  of 
the  steam  engine  is  certainly  attractive  for  certain  kinds  of  work. 

Take  for  example,  a  200-h.p.  steam  engine  designed  for  50  per  cent. 

overload;  a  200-h.p.  Diesel  engine  as  usually  rated  will  carry  a  maximum 

load  of  220  h.p.,  while  the  steam  engine  will  carry  300  h.p.     Is  this  a  fair 

comparison?     Both  engines  operate  with  maximum  economy  at  200  h.p., 

at  least  approximately.     A  Diesel  engine  rated  at  273  h.p.  would  be 

required  to  develop  a  maximum  power  of  300  h.p.;  then  at  200  h.p., 

the  rated  power  of  the  steam  engine,  the  Diesel  carries  about  73  per  cent. 

of  its  rating.     But  how  does  the  economy  at  this  load  compare  with  the 

economy  of  the  steam  engine  at  the  same  load? 

In  Fig.  114  are  plotted  two  curves  showing  B.t.u.  per  minute  at 
different  powers  for  a  Diesel  engine  and  a  noncondensing,  uniflow  steam 
engine.  Some  assumptions  had  to  be  made  in  reducing  the  data  so 
that  a  comparison  might  be  made,  and  the  chart  may  be  considered  as 
only  suggestive.  If  200  h.p.  is  assmned  as  the  rated  power  of  the  Diesel, 
it  will  not  be  the  most  economical  load,  but  it  will  give  better  economy 
than  the  steam  engine  at  this  load,  and  will  have  the  same  overload 
capacity 
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If  the  maximum  power  that  may  be  developed  continuously  by  an 
internal-combustion  engine  is  denoted  by  Htt  and  the  rated  power  by 
Hm,  the  ratio  of  the  maximum  to  the  rated  load  is: 


The  fraction  of  the 


load  to  give  a  certain  rated  load  is: 


u 

liflO 

a__ 

-^ 

r 

k 

\ 
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.^£J 

!i_ 

5 

0        10 

0        1 

0     a 

0      V 

0      » 

10      350 

The  overload  capacity  in  per  cent,  is: 

Overload  =  100(9-1) 


(21) 

Table  36  gives  the  required  percentage  of  the  maximum  capacity 
required  for  the  rated  load,  to  allow  a  given  overload  capacity. 

Table  30 

Overload  in  per  cent,  of  rated  ""  I         I  I         |  |  ! 

100  (7  -  1) lO.O 20. 030.0'40, 0  50. 0  60, 070. 080-0 90  0  100. 0 

Rated  load  in  per  cent,  of  maxU  'II 

mum  -  lOO/g [91.083  3[76.9;71. 4  66  6,62  6,58.855.5  52.61  50.0 


I 


■    I 
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Then  with  a  curve  such  as  Fig.  115,  showing  the  fuel  consumption  at 
different  percentages  of  the  maximum  load,  the  rated-load  economy  for 
any  overload  requirement  may  be  determined,  and  guarantees  intelli- 
gently made. 

Any  means  of  increasing  the  economical  load  range,  such  as  suggested 
in  the  preceding  paragraph,  will  increase  the  possibiUty  of  providing  for 
overloads  with  good  economy  for  the  rated  and  Ughter  loads. 

80.  Indicator  Diagrams  and  Maximum  Piston  Thrust — ^Actual  indi- 
cator diagrams  are  of  great  value  to  the  designer,  and  some  knowledge 
of  them  absolutely  essential;  but,  as  with  the  steam  engine,  it  is  of  great 
convenience  to  be  able  to  plot  conventional  diagrams  which  approximate 
actual  diagrams,  and  these  may  often  be  used  as  a  basis  of  design. 


Z    .5    .4-    .5     .6     .1    .8    .9    1.0 


FrwcHon  of  Mow.  Lood 
Fio.  115. 

In  Par.  30,  Chap.  VI,  a  method  is  given  of  plotting  diagrams  for  the 
constant-volume  and  constant-pressure  cycles.  Pu  may  be  found  from 
Formulas  (1)  or  (2),  or  assumed;  then  if  the  compression  pressure  of  the 
constant-volume  cycle  is  assumed  the  explosion  pressure  may  be  found 
by  a  simple  calculation.  The  compression  pressure  must  also  be  assumed 
lor  the  constant-pressure  cycle  in  order  to  determine  the  clearance  volume; 
the  volume  at  the  end  of  combustion  may  then  be  found  by  trial  and 
error. 

The  exponent  of  the  curve  must  be  chosen  so  as  to  give  a  curve  as 
near  the  actual  as  possible;  then  in  most  cases  with  the  constant-volume 
cycle,  the  clearance  volume  will  be  the  practically  required  volume.  The 
value  of  n  varies  in  practice,  and  is  not  usually  the  same  for  both 
compression  and  expansion  curves,  although  so  assumed  in  order  to 
Amplify  calculation.  The  value  is  usually  taken  from  1.3  to  1.35,  but 
IS  sometimes  as  high  as  1.5  for  part  of  the  curve.  It  is  not  constant  in 
looat  cases  but  an  average  value  may  be  assumed  which  will  give  close 
approximations.  Roberts  gives  1.3  as  the  exponent  of  the  compression 
'urve  and  1.35  for  the  expansion  curve.     An  actual  constant-volume 
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diagram  is  given  in  Fig.  116,  with  a  conventional  diagram  giving  the  same 
m.e.p.  The  diagrams  are  drawn  separately  as  part  of  the  outUne  coin- 
cides, but  are  to  the  same  scale.  A  pencil  tracing  may  be  made  of  one; 
and  by  laying  it  over  the  other  a  comparison  may  be  made. 

The  m.e.p.  of  the  actual  diagraa 
is  112  lb.  Then  from  (36),  Cbtf. 
VI,  the  pressure  rise  was  found  to 
be  344  lb.,  assuming  the  exponent  to 
be  1.3;  the  compression  pressure  v 
100  lb.  per  square  inch  gage  and  r 
is  found  from  (31),  Chap.^VL  TV 
suction  pressure  was  taken  as  li7 
lb.  absolute,  giving  a  ratio  of  dsu- 
ance  voliune  to  volume  of  stroke  d 
0.26  (see  Formula  (33),  Chap.  VI). 
Table  37  gives  ratios  of  clearance 
to  piston  displacement  for  different 
gage  compression  pressiu'es  and  ab- 
solute suction  pressures,  taken  from  i 
data  card  by  the  Bruce-Macbeth 
Engine  Co.  It  is  stated  that  14.1  suction  pressing  is  to  be  used  from 
sea  level  to  an  altitude  of  1000  ft.;  13.5  lb.  from  1000  to  2000  ft.;  13 lb. 
from  2000  to  3000  ft.,  and  12  lb.  from  4000  to  5000  ft.  The  value  of  the 
exponent  is  1.3. 

Table  37 
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Gage  presHure  io  lb. 

Ratio  of  clearance  to  piston  displacement  for  suction  of: 

14  1 

13.5                          |18                              12 

80 

0.302 

0.291 

0.282 

0.264 

90 

0.274 

0.263 

0.255 

0.239 

100 

0.250 

0.241 

0.233 

0.218 

110 

0.231 

0.223 

0.215 

0.202 

120 

0.215 

0.207 

0.200 

0.187 

130 

0.201 

0.194 

0.187 

0.175 

140 

0.189 

0.182 

0.176 

0.165 

150 

0.178 

0.172 

0.166 

0.156 

160 

0.169 

0.163 

0.158 

0.148 

170 

0.161 

0.155 

0.150 

0.141 

180 

0.153 

0.148 

0.143 

0.134 

190 

0.146 

0.141 

0.137 

0.128 

200 

0.140 

0.135 

0.132 

0.123 
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0.135 

0.130 

0.126 

0.118 

220 

0.130 

0.125 

0.122 

0.114 
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The  conventional  diagram  of  Fig.  116  was  first  drawn  with  a  vertical 
plosion  line;  then  the  corners  were  rounded,  the  explosion  Une  made 
ghtly  leaning,  and  from  where  it  meets  the  maximum  pressure  Une  a 
w  expansion  curve  is  drawn  with  the  same  exponent.  This  increases 
e  area,  offsetting  the  rounded  corners.  The  modified  diagram  is  shown 
heavy  Unes. 

If  desired,  the  explosion  line 

iy  be  left  vertical  and  connected 

the  expansion  Une  by  a  curve 

smaU  radius,  and  the  maximxun 

assure  retained  for  safety,  as 

is  diagram  is  mainly  used  for 

mputing  the  forces  acting  on 

gine  parts  due  to  gas  pressmre. 

Fig.  117  is  a  full-load  diagram 

*  a  Diesel  engine,  and  a  con- 

ntional  diagram.    The  m.e.p. 

S6  lb.,  but  at  this  rating  the  en- 

le  will  carry  an  overload  of  36 

r  cent. 

While  it  is  sometimes  stated  that  the  exponent  of  Diesel  curves  may 

as  high  as  1.5,  the  conventional  diagram  of  Fig.  117  has  rectangular 

rperbolas  for  expansion  and  compression  curves,  and  it  appears  that 

1  exponent  less  than  unity  would  give  a  somewhat  closer  agreement  with 

le  expansion  curve.     Although  this  diagram  agrees  with  the  actual 

iagram  better  than  any  with  an  exponent  greater  than  unity,  the 

iq\iation  of  the  hyperbola  could  not  be  used  to  determine  the  clearance 

^lume,  because  the  compression  curve  is  more  like  an  exponential  curve. 

Gtildner  says  that  for  usual  loads  the  value  of  c  (Par  30,  Chap.  VI)  is 

2.5,  and  the  ratio  of  the  *' cut-off "  (so  caUed  because  it  appears  Uke  the 

cut-off  of  a  steam-engine  diagram)  to 

the  entire  stroke  is  0.1.     This  gives 

a  compression  ratio  of  16,  and  with 

a  maximum  compression  pressure  of 

..,....._«     500  lb.  gage  and  a  suction  pressure 

of  14.7  lb.  absolute,  the  exponent  for 

the  compression  curve  is  1.28.     Using 

^  also  for  the  expansion  curve,  the  m.e.p.  from  (41),  Chap.  VI,  is  119  lb. 

^this  is  from  a  conventional  diagram  it  must  be  multipUed  by  a  diagram 

Victor.    If  this  is  0.88,  the  m.e.p.  is  105  lb.,  a  value  often  found. 

'Oie  actual  compression  curve  of  Fig.  117  is  reproduced  in  Fig.  118 
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and    compared    with    a    curve    having   an   exponent  of    1.28,    shown 
dotted. 

For  a  force  diagram  it  is  likely  that  any  of  these  curves  will  give 
accurate  enough  results. 

In  using  (41),  Chap.  VI,  the  value  of  c  may  best  be  foimd  by  assuming 
some  value  near  2.5  and  solving  for  Pm-  If  this  is  greater  than  the  re- 
quired value,  decrease  to  2.4  and  so  on;  a  few  trials  will  give  a  value 
near  enough  for  practical  use.  If  the  hyperbola  is  \ised,  the  formulas  in 
Par.  56,  with  Fig.  82  of  Chap.  XII  may  be  used,  in  which  x  will  be  zero. 
Maximum  Diagram, — In  design,  the  chief  value  of  the  indicator  dia- 
gram is  in  the  determination  of  pressiu^  at  different  parts  of  the  stroke; 
therefore,  the  maximum  diagram  for  a  given  class  should  be  determined. 
Lucke,  in  his  Gas  Engine  Design  uses  450  lb.  per  square  inch  gage  as  the 
maximum  pressxire  in  the  cylinder;  Giildner  uses  356  lb.  gage  with  such 
a  factor  of  safety  that  the  stresses  may  not  be  excessive  should  the  pres- 
sure be  425  lb.  With  the  maximum  pressure  of  356  lb.,  Giildner  con- 
structs a  diagram  which  he  uses  in  subsequent  calculations.  The  diagram 
is  for  a  producer-gas  engine  with  a  compression  pressure  of  128  lb.  gage 
and  m.e.p.  of  96.5  lb.  This  diagram  is  given  in  Fig.  1 19  for  comparison. 
The  maximum  pressure  in  the  Diesel  engine  is  predetermined  and  is 
usually  about  600  lb.  per  square  inch  above  the  atmosphere,  although 

sometimes  as  high  as  600  and  as  low  as 
450  lb.  To  allow  for  rounding  comers  the 
cut-off  should  be  taken  a  little  later  than 
found  by  the  actual  m.e.p.  In  fact,  with 
both  constant-pressm^  and  constant-volume 
diagrams  the  actual  m.e.p.  may  be  divided 
by  a  diagram  factor  before  substituting  in 
(36)  or  (41)  of  Chap.  VI;  the  diagram  factor 
may  be  about  0.9. 

In  cylinder  design  the  maximum  gage 
pressure    must    be    employed.     For   other 
engine    parts    the    maximum    unbalanced 
pressure  is  required;  this  may  include  the-^ 
effect  of  inertia,   but  maximum  stresses  should  also  be  checked  foi — 
maximum  gas  pressure,  neglecting  inertia. 

Letting  px  denote  the  maximum  unbalanced  pressure  per  square  inch  - 
with  or  without  inertia  of  the  reciprocating  parts,  and  Px  the  total  J 
maximum  unbalanced  pressm-e;  then: 


284- 


218- 


142- 
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p     _  vD'Px 


(22) 
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For  the  total  unbalanced  pressure  at  any  other  part  of  the  stroke: 

P  =  ^^>  (23) 

This  value  may  be  used  in  checking  some  of  the  combined  stresses 
when  the  maximum  may  not  occur  at  the  point  of  the  maximum  direct 
thrust. 

81.  Application  of  Formulas. — This  will  be  given  by  examples. 

Example  1. — Design  a  single-acting,  4-cylinder,  4-cycle  gas  engine 
using  anthracite  producer  gas,  to  develop  a  rated  b.h.p.  of  500  at  a  piston 
speed  of  750  ft.  per  minute. 

From  Table  30,  h  =  141  B.t.u.,  a  =  lA  cu.  ft.  (the  maximum)  and 
ea  =  0.24;  and  from  Table  31,  ev  may  be  taken  as  0.82.  From  (9),  for 
one  cylinder: 

D  =  88.25  Vo:24X  0.82  X  75(fxl41  =  ^^'^  '''' 
This  may  be  taken  anywhere  from  21  to  22  inches. 
Ck)mparing  with  (15),  taking  K  from  Table  33: 

D  =  0.41  yp^^^  =  22.25. 

The  engine  size  may  be: 

22*'  X  30*^  -  150. 

Example  2. — Design  a  single-acting,  3^cylinder,  4-cycre  Diesel  engine 
to  develop  a  rated  b.h.p.  of  300  at  a  piston  speed  of  800  ft.  per  minute. 
From   Table   30,  h  =  18,000,  a  =  323  (maximmn)  and  ee  =  0.315; 
and  from  Table  31,  ey  =  0.82. 

Then  from  (12): 

D  =  88.25  Vo.315  X  0.82  X  800  X  18,000  =  ^^'"^^ '''' 

Comparing  with  (15),  taking  K  from  Table  33: 

^      ^.-     /13,500  X  100       ,^Q-. 
D  =  0.41  -i/ —     orvR =  16.85  m. 

The  size  may  be  taken  as: 

17''  X  26"  -  185. 

It  is  obvious  that  the  values  of  K  in  Table  33  for  these  two  cases  are 
conservative,  as  they  correspond  with  the  maximum  air  supply  given 
in  Table  30. 

Reference:  The  references  at  the  end  of  Chap.  V  may  be  used  in  con- 
nection with  this  chapter. 


CHAPTER  XV 
THE  STEAM  TURBINE 

82.  Introduction. — Chapter  IV  may  be  considered  as  introductory  to 
the  present  chapter,  in  which  txu-bine  parts  will  be  treated  only  in  their 
relation  to  capacity  and  economy.  A  working  knowledge  of  Thermo- 
dynamics is  also  essential,  the  flow  of  steam  having  direct  application. 

Aside  from  general  treatment  no  originality  is  claimed.  The  excellent 
works  of  Peabody,  Martin,  Jude  and  Stodola  have  been  studied,  as  well 
as  catalogues  and  other  material  furnished  by  some  of  the  leading  Ameri- 
can manufactiu^rs  of  steam  turbines.  The  prospective  steam  turbine 
designer  is  advised  to  fill  in  the  outline  here  given  by  a  study  of  the 
works  mentioned. 

Notation. 

A  =  the  reciprocal  of  Joule's  equivalent  =  Mts- 
k  =  the   thickness  factor — the  fraction   of  the   arc   containing 
nozzles,  which  is  available  after  deducting  blade  thickness, 
etc. 
m  =  the  ratio  of  blade  length  to  pitch  diameter  of  wheel  or  dia- 
phragm. 
y  =  fraction  of  kinetic  energy  used  to  overcome  friction. 
q  =  velocity  coefficient — the  ratio  of  actual  velocity  to  what  it 

would  be  without  friction. 
z  =  fraction  of  residual  energy  available  for  kinetic  energy  in  next 

nozzles. 
fjL  =  fraction  of  increase  of  kinetic  energy  due  to  conservation  of 

residual  energy. 
A  =  change  of. 

i  =  fraction  of  heat  drop  per  stage  utiUzed  in  reaction  turbine. 
j  =  fraction  of  exit  energy  from  blade  or  guide  of  a  reaction  tiur- 
bine  utihzed  to  produce  kinetic  energy  in  next  guide  or  blade. 
e  =  "indicated"  thermal  efficiency. 
Cm  =  mechanical  efficiency. 
Cd  =  diagram  efficiency. 
Cb  =  blade  efficiency  of  a  reaction  turbine. 
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F  =  heat  factor — ratio  of  actual  "indicated'*  thermal  eflBciency  to 
Rankine  efficiency.    Sometimes  referred  to  as  "total"  heat 
factor  in  multistage  turbines.    The  "overall"  heat  factor  is 
equal  to  eaP^  in  which  en  may  include  txu-bine  and  generator. 
Fs  =  heat  factor  per  stage,  or  hydraulic  efficiency. 
Fr  =  reheat  factor  =  F/Fs* 
Fd  =  distribution  factor. 

R  =  distribution  ratio. 

V  —  velocity  in  feet  per  second  in  general;  also  denotes  flow  from 

nozzles  or  guides. 
Vs  =  relative  velocity  of  entrance. 
Vx  =  relative  velocity  of  exit. 
Vr  =  residual  velocity. 
Vw  —  velocity  of  whirl. 
Vf  =  velocity  of  flow. 

S  =  velocity  at  pitch  line  of  blades  in  feet  per  second. 
W  —  steam  consumption  in  pounds  per  horsepower-hour. 

G  =  total  steam  consumption  in  pounds  per  hour. 

w  =  weight  of  steam  in  pounds  per  second. 

a  =  nozzle  area  in  square  inches. 

V  =  specific  volume  of  steam  of  any  condition. 

P  =  pressure  in  pounds  per  square  inch  absolute. 
fw  =  tangential  force  in  pounds  acting  upon  blades. 

Sf  =  axial  thrust  upon  blades  in  pounds. 

E  =  energy  in  foot-pounds. 
t  =  temperatxu-e  in  degrees  F. 

C  =  heat  content  of  steam  in  B.t.u.  above  32  degrees  F.,  for  any 
condition. 
AC  =  adiabatic  heat  drop;  any  portion  of  C1-C2   along  the  same 
entropy  as  that  of  Ci. 

h  =  heat  of  the  liquid. 

L  —  latent  heat  of  steam. 

X  =  dryness  fraction. 

H  =  turbine  horsepower. 
kw  =  kilowatts. 

D  =  diameter  of  pitch  circle  of  wheel  in  inches. 

d  =  radial  length  of  blade  in  inches. 

c  =  tip  clearance  in  inches. 
fiB  =  number  of  rows  of  moving  blades. 
uy  =  number  of  velocity  stages. 
Up  =  number  of  pressure  stages. 
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N  =  r.p.m. 

a  =  angle  of  nozzle  or  exit  of  guide. 
0  =  angle  of  entrance  to  moving  blade. 
0  =  angle  of  exit  from  moving  blade.     Also  entropy. 
6  =  angle  due  to  flow  of  residual  steam;  also  angle  of  entrance 
to  guide. 

83.  The  General  Method. — ^A  critical  study  of  steam  flow  through  a 
turbine,  other  than  that  based  upon  rather  broad  general  principles, 
involves  problems  of  great  complexity  and  will  not  be  attempted  in  this 
book.  A  few  simple  principles  combined  with  the  broader  and  better- 
known  coefficients  of  performance,  and  a  few  of  the  simpler  refinements 
to  give  a  better  understanding  of  the  principles  involved,  will  be  the  basis 
of  procedure. 

If  in  determining  the  power  of  a  steam  turbine  a  method  parallel  to 
that  of  the  steam  engine  were  employed,  that  is:  if  the  sum  of  the  work 
done  upon  each  blade  were  determined  in  detail,  there  would  enter  into 
the  calculation  so  many  uncertainties  that  the  accimiulation  of  errors 
would  render  the  determination  useless.  It  is  obvious  that  the  large 
surface  of  the  engine  piston  acted  upon  by  accurately  known  steam  pres- 
sures offers  a  different  problem  than  the  turbine  with  its  multitude  of 
blades,  even  though  the  mechanical  principles  involved  in  the  latter  are 
simple.  A  more  general  method  is  therefore  best  adapted  to  the  turbine 
and  will  be  outUned. 

As  it  is  impossible  to  take  indicator  diagrams  from  a  turbine,  there  can 
be  no  indicated  horsepower.  An  equivalent  to  this,  the  power  developed 
by  the  action  of  the  steam  upon  the  blades,  is  called  the  turbine  horsepower 
and  will  be  denoted  by  H.  The  thermal  efficiency  is  denoted  by  e; 
C  is  the  heat  content  for  steam  of  any  condition  and  h  the  heat  of  the 
liquid  as  in  Chap.  VII.  The  steam  consumption  per  hour  is  denoted  by  G 
and  the  consiunption  per  h.p.-hr.  by  W. 

Letting  subscript  1  refer  to  initial  absolute  pressure  and  2  to  absolute 
exhaust  pressure — being  that  of  the  atmosphere  or  condenser — Equation 
(4),  Chap.  VIII  may  be  written: 

From  (9),  Chap.  VIII,  and  (8),  Chap.  VII: 

e-F^l^  (2) 

where  F  is  the  heat  factor,  or  the  ratio  of  actual  "indicated"  efficiency 
to  that  of  the  Rankine  cycle. 


Prom  (1)  and  (2): 


Or: 
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G  ^        2545 
^       H      F(Ci  -  Ct)  ^^^ 

" 2545 ^^^ 


This  formula  also  applies  to  the  steam  engine  but  is  not  of  practical 
use  in  power  determination.  Ci  —  C2  is  always  the  expression  for  heat 
drop  due  to  adiabatic  expansion,  therefore  Ci  and  C2  must  always  have 
the  same  entropy. 

The  heat  factor  F,  sometimes  called  the  efficiency  ratio,  is  the  product 
of  several  factors,  such  as  blade  efficiency  due  to  form,  and  factors  due 
to  friction  of  nozzles,  blades  and  discs,  and  to  radiation  losses.  Experi- 
ment and  experience  have  fixed  some  of  these  factors  approximately, 
but  their  product  must  always  check  with  F  as  found  from  test;  the  value 
of  F  found  from  tests  is  therefore  more  reliable. 

As  many  steam  turbines  are  employed  for  driving  electric  generators, 
they  are  often  rated  in  kilowatts;  all  calculations  in  this  book  will  be 
made  in  turbine  horsepower  which  is  obtained  from  kilowatt  rating  thus: 

„       l.SAkw  ^-v 

n  =  — (b) 

Cm 

where  Bm  is  the  mechanical  efficiency  of  turbine  and  generator. 
Steam  consumption  per  kw.-hr.  is: 

G^  ^  IMW  . 

kw  Cm 

As  complete  expansion  is  always  assumed  in  turbine  operation,  F 
must  be  based  upon  the  Rankine  cycle  with  complete  expansion,  given 
by  (10),  Chap.  VIII,  which  is: 

F  = ^^ (7) 

W(Ci  -  C2)  ^^ 

Equating  (4)  and  (5)  gives: 

„         3410      kw 

This  is  sometimes  known  as  the  ''overall"  heat  factor. 

The  heat  factor  is  fairly  well  known  for  turbines  of  given  power,  and 
ranges  from  0.45  to  0.75,  and  may  be  higher. 

Formula  (3)  may  be  written: 

^  ^      2545g  .  . 

Assuming  F,  finding  Ci  and  0%  from  entropy  table  or  chart  for  the  selected 

14 
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pressures  and  quality,  (8)  gives  the  weight  of  steam  per  hour  which  must 
be  passed  through  a  turbine  of  given  ppwer.  It  now  remains  to  propor- 
tion the  various  turbine  parts  to  handle  this  steam  with  a  minimum  loss. 
84.  Nozzles  and  Other  Passages. — The  general  formula  for  friction- 
less,  adiabatic  flow  of  one  pound  of  steam  is  given  by  (12),  Chap.  VII,  and 
is: 

=  223.7  VCi  -  C2  (9) 

where  V  is  the  velocity  in  feet  per  second  when  the  initial  velocity  is  zero. 
The  heat  content,  C  may  be  calculated  from  Formulas  (2),  (3)  and  (4)  of 
Chap.  VII,  for  dry  saturated,  wet,  and  superheated  steam  respectively, 
with  the  help  of  an  ordinary  steam  table;  but  may  be  more  conveniently 
taken  from  Peabody's  entropy  table  or  a  Molier  diagram. 

In  Ekjuation  (9)  and  in  what  follows,  the  subscript  2  does  not  neces- 
sarily refer  to  the  exhaust  pressure  as  assumed  in  Par.  83,  but  may  indicate 
any  pressure  less  than  pi  at  which  calculations  are  required. 

The  weight  of  steam  in  pounds  per  second  which  will  flow  through  an 
orifice  is,  taking  the  area  of  the  orifice  in  square  inches: 

-  =  r^,  (10) 

The  specific  volume  v  may  be  found  in  Peabody's  entropy  table.  Both 
V  and  V  are  the  values  corresponding  to  the  area  considered. 

It  may  be  shown  mathematically  that  when  a  maximiun  weight 
of  gas  passes  through  an  orifice  there  is  a  certain  definite  ratio  between 
the  initial  pressure  and  the  pressure  in  the  orifice;  and  that  the  latter 
does  not  decrease  nor  the  rate  of  flow  increase,  however  much  the  pressure 
against  which  the  orifice  discharges  is  lowered.  The  calculated  ratio  for 
air  is  0.5274.  Experiments  on  saturated  steam  give  a  value  of  about 
0.58,  sometimes  taken  as  0.6. 

There  are  a  number  of  empirical  formulas  for  flow  through  an  orifice 
and  the  agreement  with  (9)  is  very  close.  These  formulas  may  be 
foimd  in  engineering  handbooks  and  will  not  be  given  here. 

Formula  (10)  may  be  written: 

a  =  lUwy  (11) 

It  is  well  known  that  if  any  fluid  flows  at  high  velocity  through  an  orifice 
with  sharp  edges  as  in  Fig.  120,  the  cross-sectional  area  of  the  jet  will  be 
less  than  the  area  of  the  orifice,  forming  a  vena  contrada.    If  the  orifice 
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is  formed  as  in  Fig.  121  the  jet  will  fill  the  orifice,  in  which  case  Formula 
(11)  applies,  and  indicates  that  the  velocity  increases  at  a  higher  rate  than 
the  volume,  the  ratio  being  higher  at  the  entrance.  Fig.  121  is  known 
as  a  converging  nozzle  and  is  in  general  the  form  used  for  the  entrance  of 


sssssss 


tssssssa 


Fio.  120. 


Fig.  121. 


all  machined  nozzles.  Nozzles  in  lower  stages  of  compoimd  turbines, 
sometimes  called  guide  vanes,  are  often  formed  by  "casting  in"  steel 
plates  as  in  Fig.  122.  Assuming  the  radial  width  uniform,  the  nozzle 
converges  whether  1-2  or  1-3  be  considered  the  width  of  entrance.    The 


Fig.  122. 

distance  4-5  is  the  minimum  width  and  this  may  continue  a  short  distance 

to  &-7;  if  this  distance  is  made  too  great,  frictional  loss  will  result.    The 

exit  of  the  nozzle  is  at  6-7,  the  jet  being  formed  by  the  time  it  reaches  this 

cross  section;  and  if  the  pressure  against  which  it  flows  is  not  less  than 

0.58  of  the  pressure  at  entrance,  it  will  retain 

its  sectional  form,   dimensions  and  direction 

after  it  leaves  the  nozzle. 

Neglecting  friction,  the  velocity  of  flow  will 
be  that  given  by  (9),  the  heat  content  C2 
being  that  obtained  at  a  pressure  0.58  of  the 
absolute  pressure  of  the  entering  steam. 

If  the  pressure  against  which  the  jet  flows  is 
appreciable  less  than  0.58  of  the  initial  pressure,  it  will  have  a  tendency 
to  scatter  and  its  kinetic  energy  will  be  dissipated  if  a  converging  nozzle 
is  used,  this  effect  being  more  marked  the  lower  the  discharge  pressure; 
this  makes  it  useless  for  turbine  propulsion.  Adding  a  diverging  passage 
to  the  converging  nozzle  as  in  Fig.  123  overcomes  this  diflSculty  by  con- 


Fio.  123. 
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trolling  the  direction  of  flow  until  the  pressure  and  specific  volume  cor- 
respond to  the  pressure  against  which  the  nozzle  discharges;  the  result 
is  a  compact  jet  of  the  same  cross-section  as  the  nozzle  exit.  Prom  (11), 
this  indicates  that  in  the  diverging  portion  the  specific  voliune  increases 
more  rapidly  than  the  velocity.  The  relative  rate  of  this  increase  has  been 
the  subject  of  theoretical  speculation,  and  curves  of  various  form  have 
been  tried,  connecting  the  smallest  area,  or  throat  to  the  .exit;  but  the 
straight  line,  commercially  the  simplest  and  cheapest,  seems  to  give 
practically  as  good  results  as  any  other  and  is  generally  used. 

The  throat  area  is  determined  as  for  the  exit  of  the  converging  nozzle, 
taking  C  and  v  corresponding  to  0.58  of  the  initial  pressure;  the  exit  area 
is  found  by  using  C  and  v  for  the  exit  pressure.  This  calculation  may  be 
made  in  two  stages,  using  the  throat  pressure  for  the  initial  pressure  of 
the  diverging  portion,  and  adding  the  velocity  so  obtained  to  the  throat 
velocity,  but  it  is  not  so  satisfactory. 

Example. — Design  a  converging-diverging  nozzle  to  expand  adiabat- 
ically  34  lb.  of  steam  per  sec.  at  150  lb.  gage,  to  atmospheric  pressure. 

Taking  the  nearest  absolute  pressures  from  Peiabody's  entropy  table, 
Ci  is  1193.3  for  an  absolute  pressure  of  164.8  (entropy  1.56).  At  96.1 
lb.  absolute— approximately  0.58  of  164.8— C2  is  1149.8.  Then  from  (9) 
the  velocity  at  throat  is: 

V  =  223.7\/43^5  =  1476  ft.  per  sec. 

The  specific  volume  at  throat  from  entropy  table  is  4.412.     Then 

from  (11): 

144X0.25X4.412       _  ,__ 
a  =     -_— =  0.108  sq.  m. 

The  corresponding  diameter  for  a  round  section  is  nearly  ^^  in. 

At  exit,  d  =  1018  at  14.7  lb.  absolute  and  entropy  1.56.  Then  from 
(9): 

V  =  223.7\/l75.3  =  2960  ft.  per  sec. 

At  14.7,  V  =  23.13,  and  from  (11): 

144X0.25X23.13       ^  ^^, 
a  = 295Q  =  ^-281  sq.  m. 

For  a  round  nozzle  this  is  between  i^^2  ^^^  %  ^^-  diameter. 

If  the  nozzle  is  for  a  condensing  txu'bine  with  28-in.  vacuum,  the  exit 
pressure  nearest  to  this  in  the  table  is  1.005.     C»  =  871.1. 

Then  from  (9) : 

V  =  223.7\/322^  =  4015  ft.  per  sec. 
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At  this  pressure,  e  =  256.8,  and  from  (11): 
144  X  0.25  X  256.8 


2.31  sq.  in. 


Fig.  124  gives  s 


For  a  round  nozzle  this  is  between  l^j-^e  &iid  1^  in.  diameter. 

Divergent  nozzles  formed  by  cast-in  plates  are  like  Fig.  122,  but  the 
portion  between  4-5  and  6-7 

is  made  longer;  the  area  at 4-6      rr    ~~r  I     '^'^fi       ~P^^ 

is  the  throat,  and  the  diverg-     (\\      Vv  f/r'^'tT 

ence  is  made  by  increasing  the 
radial  width  at  the  exit  6-7. 
This  is  usually  done  in  a 
straight  line.  The  form  is 
not  one  of  great  accuracy 
and  the  sides  formed  by  the  casting  s 
idea  of  the  general  form. 

In  Formula  (11),  a  may  be  taken  as  the  total  nozzle  area,  being  the 
product  of  the  number  of  nozzles  and  the  area  of  a  single  nozzle.  For 
nozileB  of  the  type  shown  in  Pigs.  122  and  124,  it  is  often  more  convenient 
to  take  the  total  effective  opening  in  the  diaphragm.  In  Fig.  125  let  I 
be  the  length,  measured  at  the  pitch  line,  of  the  opening  containing  cast-in 
pUt«8,  forming  nozzles.  This  is  the  entire  circumference  in  some  cases. 
The  effective  area  of  exit  of  each  nozzle  is  bd,  and  b  is  equal  to  fcj  sin  a. 
U: 

S6,  =  kl 
where  A:  is  less  than  unity  and  allows  for  the  thickness  of  the  plate;  k 
may  be  t/(b  +  t),  or  it  may  also  allow  for  bridges  used  to  strengthen  the 
^pbragm  when  the  nozzles  extend  around  the  entire  circumference. 
Then  the  effective  area  with  all  dimensions  in  inches,  is: 

a  =  kiasiaa  (12) 

This  also  applies  at  the  throat  by 
using  d'  (Fig.  124)  in  place  of  d. 

If  I  =  vD,  where  D  is  the  diameter 
of  nozzle  pitch  circle  in  inches,  and  the 
ratio  dfD  be  denoted  by  m,  then  (12) 
becomes: 


Pio.   125. 


vkmD^  ■  sin  a 


(13) 


Effect  of  Fridion. — In  the  form  of  nozzle  shown  in  Rg.  121,  Prof. 
Rsteau  found  the  actual  flow  practically  equal  to  the  theoretical  when 
^  odt  pressure  was  0.58  of  the  initial ;  but  when  dischai^ing  into  higher 
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pressures  than  this  the  flow  decreased,  the  discrepancy  between  theoretr 
ical  and  actual  being  greater  the  less  the  pressure  drop.  Martin  (Design 
and  Construction  of  Steam  Turbines)  says  that  this  was  probably  due 
to  the  formation  of  a  vena  contrada,  reducing  the  eflfective  area. 

In  diverging  nozzles,  the  increased  surface  causes  friction,  which 
retards  the  flow.  Various  factors  combine  to  make  the  actual  discharge 
less  than  the  theoretical,  and  it  is  well  to  provide  for  this.  Let  y  be  the 
fraction  of  the  theoretically  available  heat  energy  dissipated  by  friction 
and  radiation;  also  let  it  include  any  loss  due  to  vena  contracta  or  any 
influence  resulting  from  an  improper  form  of  passage,  since  it  is  probably 
true  in  part  that  a  correction  of  one  will  also  reduce  the  other.  Then 
the  fraction  of  the  heat  drop  available  is  1  —  y,  and  the  equation  for 
flow  is  given  by  (13),  Chap.  VII,  which  is: 

=  223.7  Vd  -  y){C,  -  C,)  (14) 

The  expression  1  —  y  is  known  as  the  nozzle  efficiency. 

If  the  loss  were  wholly  due  to  friction  (which,  for  the  usual  com- 
mercial nozzles  is  probably  an  accurate  enough  assumption  for  the  present 
purpose),  a  quantity  of  heat  y(Ci  —  Ct)  would  be  returned  to  the  steam 
during  its  flow  through  the  nozzle,  increasing  its  entropy  and  volimie. 
Formulas  (14),  (18)  and  (20)  of  Chap.  VII  give  the  resulting  quality 
of  steam  at  pressure  p2  when  the  heat  quantity  y(Ci  —  Cj)  is  added 
to  the  heat  content  resulting  from  adiabatic  expansion  to  that  pressure. 
The  specific  volume  for  this  new  value  may  be  substituted  in  (11)  and 
the  area  determined.  The  entropy  table  may  be  readily  used  for  such 
problems. 

Example. — Using  the  same  data  as  in  the  previous  example,  determine 
throat  and  exit  areas  when  the  values  of  y  are  0.05  and  0.15  respectively. 

Prom  the  entropy  table  Ci  —  C^  for  the  throat  is  43.5  as  before;  then 
from  (14): 

V  ==  223.7  \/0.95  X  43^  =  1437. 

The  resulting  heat  content  at  96.1  lb.  is: 

C,  +  »(Ci-  Ct)  =  1149.8  +  2.175  =  1151.975  B.t.u. 

This  occurs  between  the  entropy  1.56  and  1.57  and  we  must  interpolate 
to  find  the  specific  volume  as  follows: 

1157.7  1161.97  4.451  4.4120 

1149.8  1149.80  4.412  0.0107 

7.9  is  to  2.17  as      0.039  is  to  0.0107         v  =  4.4227 
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Then  from  (11): 

144  X  0.25  X  4.4227       ^  , , , 

a  =   :rjir= =  0.111  SO.  ID. 

1437 

This  is  less  than  3  per  cent,  greater  than  before;  the  increase  due  to 
drying  the  steam  is  about  0.5  per  cent. 

At  exit:  

V  =  223.7  VO.85  X  175.3.  =  2750 

The  resulting  heat  content  at  14.7  lb.  is: 

1018  +  26.3  =  1044.3  B.t.u. 

The  heat  content  at  entropy  1.6  is  1044.9,  which  will  be  assumed  as  close 
enough.     Then  v  =  23.88,  and  from  (11): 

144  X0.25  X  23.88      ^^,^ 
a  = 2750 ""  ^'^^^  ^^'  *^- 

This  is  an  increase  of  11  per  cent,  over  the  area  found  by  neglecting 
friction;  about  3.3  per  cent,  of  this  is  due  to  increased  specific  volume, 
the  remainder  to  decreased  velocity. 

Using  ordinary  steam  tables  for  determining  v,  x^f  the  new  dryness 
factor  due  to  the  degradation  of  heat  may  be  foimd  as  follows:  The 
value  of  X2  at  14.7  lb.  due  to  adiabatic  expansion  from  dry  steam,  using 
the  nearest  value  of  initial  pressure  to  164.8,  may  be  found  by  Formulas 
(5)  and  (6),  Chap.  VII,  and  is: 

0.524  +  1.037  -  0.3118      ^  ^^^ 
X,  = j^^ =  0.865 

Thenfrom(14),  Chap.  VII: 

xs  =  0.865  ^^-^  =  0.892 

Prom(16),  Chap.  VII: 

Vi  =  0.017  +  (0.892  X  26.773)  =  23.817  cu.  ft. 

as  compared  with  23.88  found  by  the  entropy  table.  All  calculations 
were  performed  on  the  sUde  rule,  and  with  the  exception  of  the  determina- 
tion of  volume  at  throat  pressure  from  the  entropy  table,  no  interpolations 
were  made. 

The  ratio  of  velocity  reduced  by  friction  to  that  due  to  adiabatic 
expansion  is: 

1  -  2/  =  VoM  =  0.922. 
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Formula  (21),  Chap.  VII  gives  the  heat  returned  to  the  steam  id 
terms  of  th'a  velocity  ratio,  which  is  there  denoted  by  q,  and  is: 

which  is  exactly  the  value  found  before. 

The  factor  g  is  known  a^  the  velocity  coefficient  and  its  relation  to  y 
is: 

q  =  Vn^  (15) 

or: 

y  =  1  -q'  (16) 

Other  Passages    Used  as  Nozzles. — The  fixed  vanes,  or  guides,  of  a 


reaction  turbine  serve  as  convergent  nozzles  and  are  shown  in  Fig.  126, 
from  Martin.  This  design  is  called  the  normal  Parsons  blading,  and  the 
shortest  distance  between  the  blades  is  made  equal  to  }-i  the  pitch.  Ac- 
cording to  Martin  (Design  and  Construction  of  Steam  Turbines),  the 
discharge  angle  varies  as  the  pitch  is  changed  and  cannot  be  determined 
by  the  tangent  to  the  curve  on  the  concave  aide,  as  the  back  of  the  adja- 
cent blade  is  also  curved  and  has  a  different  tangent.  In  blades  Jg  in. 
wide  (axial  width),  the  pitch  of  the  blades  in  the  casing  (guides)  is  }^  in, 
and  on  the  rotor  the  pitch  la  J^e  iu-  By  experiment,  the  discharge  angle 
of  the  guides  is  between  17  and  18  degrees,  and  for  the  blades  on  the 
rotor,  between  18  and  19  degrees.  Another  form  of  blade,  called  the 
vnTig  blade  is  used  where  large  discharge  angles  are  required  and  ia  showD 
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in  Fig.  127.  The  discharge  angle  of  wing  blades  is  from  40  to  50  degrees. 
Semi-wing  blades  are  normal  blades  specially  spaced  and  set  to  have  a 
discharge  angle  of  from  28  to  30  degrees. 

Due  to  the  rounded  backs  of  Parsons  blades,  the  stream  Unes  unite 
as  shown  by  the  dotted  Unes  of  Fig.  126,  and  according  to  Martin,  no 


Fio.  127. 

deduction  is  needed  for  thickness.  Then,  as  these  guides  extend  around 
the  entire  periphery,  A;  in  (12)  and  (13)  is  unity.  Peabody  says  the 
necessary  allowance  for  blade  thickness  is  indefinite. 

Guide  blades  of  velocity-stage  impulse  turbines  are  used  to  change 
the  direction  of  steam  at  gonstant  pressure  and  are  not  considered  as 
nozzles.    The  simplest  form  of  guide  is  symmetrical — with  inlet  and  dis- 


^ 


B  C 

Fia.  128. 

charge  angles  equal,  as  in  Fig.  128.  The  width  of  the  passage  is  constant 
and  neglecting  friction,  the  radial  height  d  is  constant.  If  friction  is 
considered,  there  will  be  a  slight  increase  in  radial  height  on  the  discharge 
side  as  shown  in  Pig.  128C  Assuming  q  the  velocity  coefficient,  the  heat 
returned  by  friction  is  given  by  (21),  Chap.  VII.  Putting  this  in  place  of 
y(Ci  —  Cj)  in  (14),  Chap.  VII  (assuming  wet  steam),  gives  x^;  then  find  v 
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from  (16),  Chap.  VII  and  substitute  in  (11)  of  this  chapter,  using  qVo  for 
Vof  the  relative  velocity  at  entrance.  If  the  subscript  JV  refers  to  the 
increased  area: 

a       qv       qx 

as,  neglecting  the  volume  of  water  in  the  steam,  the  volume  is  directly 
proportional  to  the  dryness  factor.     Then  : 

X  50,000a;L 


(18) 


where  L  is  the  latent  heat  at  the  pressure  in  the  guide.  By  similar  sub- 
stitution, conditions  for  superheated  steam  may  be  found  from  (18)  and 
(20),  Chap.  VII,  the  latter  being  for  initially  wet  steam  becoming  super- 
heated.    When  the  entropy  table  (Peabody's)  is  used  a  more  direct  way 


Fio.  129. 


may  be  to  add  the  heat  returned  as  given  by  (21),  Chap.  VII  to  the  heat 
content  at  the  pressure  considered,  and  then  find  x.    The  heat  returned  is: 


Qr   = 


50,000 


Unsymmetrical  guides  are  shown  in  Fig.  129.  In  this  case  the  passage 
becomes  narrower  toward  the  exit,  and  for  constant  area  of  passage,  the 
height  d  must  increase  so  that  the  product  of  width  and  height  is  constant. 
This  is  approximated  by  making: 


or: 


h\d\  =  6tdt 


J        6i  ,        sin  A     , 
i>2  sm  iS 


Then  the  connecting  line  is  made  straight.     This  must  now  be  multiplied 
by  (17)  if  friction  is  to  be  considered.     Then: 


<!., 


qz  I 


qX9\ 


(19) 


In  some  cases  the  ratio  dtfd,.  as  given  by  (19)  is  excessive  and  would 
lead  to  impracticable  blade  cUmensions;  this  may  be  remedied  by  in- 
creasing rfi  after  rfj  has  been  determined.  This  is  also  discussed  at  the 
end  of  Par,  88,  In  appl>-ing  (19)  the  angle  A  should  be  the  angle  deter- 
mined by  the  velocity  diagram  and  not  the  actual  blade  angle  if  increased 
19  in  Fig.  135  (to  be  explained  later). 
,  These  equations  may  also  apply  to  moving  blades  of  impulse  turbines 
I    when  q  refers  to  relative  velocity. 

I  The  form  of  guide  in  Fig.  129  is  sometimes  used  for  convergent 
nozzles,  in  which  case  d%  =  rfi  and  the  area  ftsrfis  must  be  determined 
trom  (11)  as  for  any  nozulc. 

85.  Practical  Notes  on  Nozzles  and  Other  Passages. — Nozzles  should 
be  used  only  witli  the  range  of  pressure  for  which  they  are  designed. 
Om-expatision,  or  carrying  the  expansion  in  the  nozzle  to  a  pressure  below 
thai  into  which  the  steam  flows,  causes  a  disturbance  in  the  nozzle,  with 
a  kiss  of  efficiency  which  increases  rapidly  with  increase  of  back  presstire. 
Experiments  have  shown  that  a  sliglit  amount  of  under-ex-jMnsion  in  the 
uohIc — to  a  pressure  slightly  greater  than  the  back  pressure— is  benefi- 

icial  to  blade  efficiency.  This  may  be  accomplished  by  slightly  reducing 
the  exit  area;  possibly  the  neglect  of  the  increase  of  specific  volume 
due  to  friction  would  provide  the  right  allowance,  in  which  case  all 
formulae  for  nozzle  design  are  cont^ned  in  this  paragraph,  and  no 
Kference  to  Chap.  VII  need  be  made.  The  decreased  velocity  given  by 
(14)  must  not  lie  overlooked. 
Martin  says  that  the  entrance  to  the  throat  of  a  nozzle  must  be  "very 
easy  and  well  rounded"  (referring  t«  a  round  nozzle)  or  the  discharge 
may  Ijc  only  0.8  or  0.9  of  the  theoretical.  Jude  says  that  the  inlet  end 
siiould  not  have  a  large  ra(.lius,  but  a  small  rounding  off  is  advantageous. 
He  further  states  that  a  round  nozzle  reasonably  correct  in  shape,  and 
not  working  with  pressures  entirely  unsuitable,  should  give  a  velocity 
coefficient  q  of  0.95,  but  that  undoubtedly  9  is  a  little  lower  for  square  or 
rectangular  nozzles  "on  account  of  the  natural  internal  instability  of  the 
jet. "  Also,  "an  appendage  to  a  circular  nozzle,  to  change  the  circular 
Jet  into  a  square  or  rectangular  jet,  also  involves  a  loss  of  efficiency,  rarely 
leas  than  another  3  per  cent,  (velocity),  and  may  often  amount  to  10  or 
15  per  cent.,  according  to  the  way  it  is  made,  its  continuity  and  the 
condition  of  the  surfaces. " 
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Martin  says  that  curvature  has  an  adverse  effect  on  efficiency,  es- 
pecially when  the  curves  leading  to  the  throat  are  abrupt. 

For  experiments  upon  straight  convergent-divergent  nozzles  with 
easy  well-rounded  entrance  and  taper  not  too  rapid,  Martin  gives  a 
formula  for  loss  of  energy,  which  in  our  notation  is: 

_  6(Ci  -  C,  -  45)  ,    . 

^ iojooo ^^\ 

He  says  that  experiments  upon  nozzles  with  curved  entrance  and  in 
which  a  round  section  changed  to  rectangular  (nearly  square)  at  exit, 
gave  values  fully  twice  as  great.  For  the  example  of  nozzle  design  pre- 
viously given,  Ci  -  Ct  =  175.3.  Then  from  (20),  y  =  0.078,  or  1  -  jr 
=  0.922.  From  (15),  q  =  0.96;  or  the  loss  of  velocity  is  4  per  cent^ 
Twice  the  energy  loss  gives  1  —  y  =  0.844,  or  q  =  0.918;  or  the  velocity- 
loss  is  8.2  per  cent.  These  figures  may  be  compared  with  those  givei^ 
by  Jude. 

Martin  says  that  round  nozzles  lead  to  inefficiency  in  txu-bine  practice^ 
This  is  probably  due  to  the  entrance  of  a  circular  jet  into  the  rectangular— 
opening  between  the  blades.     However,  roimd  nozzles  are  much  used^. 
especially  in  the  first  stages  of  certain  types. 

No  definite  rules  can  be  given  for  taper  of  nozzles.     Too  small 
taper  gives  long  nozzles  with  resulting  friction;  while  if  too  large,  tb 
effect  upon  the  jet  is  detrimental.    A  total  taper  (change  of  diamecer> 
of  from  1  in  6  to  1  in  12  is  used  for  straight  round  nozzles.    A  smallex" 
taper  is  sometimes  used,  especially  when  the  increase  of  area  in  the  diver- 
gent portion  is  small.    Practical  construction  may  sometimes  call  for  s 
much  greater  taper  than  1  in  6  for  such  nozzles  as  shown  in  Fig.  124, 
and  in  all  cases  judgment  must  be  used. 

From  various  experiments,  Martin  gives  some  practical  values  of  y 
and  q  as  follows:  When  V  =  800  to  1200,  q  =  0.92  and  y  =  0.15.  For 
nozzles  similar  to  Figs.  122  and  124,  the  values  were  lower.  The  maxi- 
mmn  values  found  for  these  were  with  a  superheat  of  130  degrees  F.  and 
with  V  =  1900  to  2100;  then  q  =  0.95  and  y  =  0.098.  When  the  super- 
heat was  but  4  degrees  F.,  and  V  =  1770,  q  =  0.915  and  y  =  0.16.  For 
Figs.  126  and  127  no  direct  experiments  were  made,  but  computed  veloci- 
ties from  turbine  tests  indicate  that  for  V  =  200  to  300,  q  =  0.95  and 
y  =  0.1. 

In  all  carved  passages,  centrifugal  force  results,  causing  variation 
in  pressure,  the  maximum  being  at  the  concave  surface.  If  unconfined 
laterally  the  jet  spreads,  reducing  the  efficiency.  Experiments  indicate 
that  the  value  of  q  for  the  passages  between  impulse  blades  for  theo- 
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retical  steam  velocities  of  from  200  to  2600  ft.  per  sec,  when  the  jet  is 
unconfined  laterally,  is  given  by  the  formula: 

«  =  O-^  +  15^  (21) 

When  the  jet  is  confined  by  shrouding  as  in  Fig.  130,  the  value  of  q  may  be 

much   increased.    From   (21)   the  velocity  coefficient  for  unshrouded 

guides  and  blades  is  greater  at  high  steam  velocities,  which  is  contrary  to 

the  usual  effect  of  friction.    Peabody  gives  for  flow  through 

guides  and  blades: 

V 

y  = 


f 


10,000 


which  gives: 


-jr- 


10,000 


(22) 


Fig.  130. 


This  is  no  doubt  intended  for  unworn,  shrouded  blades 
made  by  machining  or  drop  forging. 

Jude  says  that  the  average  maximum  velocity  co- 
efficient for  the  best  form  of  closed-vane  passage  is  about 
0.955,  but  that  the  average  value  of  the  better-known 
turbines  appears  to  be  about  0.92.  However,  various 
phenomena  due  to  the  steam  surrounding  the  vanes  and 
the  transfer  of  steam  from  one  passage  to  another  give  an  equivalent  to 
the  reduction  of  this  value,  sometimes  to  as  low  as  0.6  or  0.7.  Martin 
gives  from  0.68  to  0.72,  while  Rateau  gives  0.75  as  a  fair  average.  Jude 
states  that  he  has  confirmed  Rateau's  results,  but  that  with  special  blades, 
he  has  obtained  values  as  high  as  0.8. 

As  we  have  taken  q  as  the  ratio  of  actual  to  theoretical  velocity  at  the 
exit  of  the  passage,  and  as  the  relative  velocity  in  one  vane  passage  of  an 
impulse  turbine  is  theoretically  constant  up  to  the  entrance  of  the  next 
vane  passage,  the  intervening  space  with  its  losses  may  be  considered  as  a 
part  of  the  passage  and  these  latter  values  of  q  as  applying  to  this  case. 
instead  of  the  higher  values  found  by  experiment  upon  single  rows  of 
blades.  These  higher  values  may  only  be  used  with  other  factors  which 
separately  account  for  other  losses,  a  detailed  study  of  which  may  be 
found  in  the  works  cited.  Jude  says,  however,  that  for  velocicy-stage 
blading  it  is  probably  more  correct  to  take  a  higher  value  of  g,  such  as 
0.92,  as  an  average  in  ascertaining  the  diagram  efficiency.  It  is  possible 
that  as  high  as  0.85  may  be  taken  for  q  in  the  case  of  velocity-stage  tur- 
bines, but  why  it  should  be  greater  than  for  a  simple  impulse  wheel  is  not 
altogether  clear. 
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The  constants  for  blade  passages  of  the  reaction  turbine  may  best 
treated  under  reaction  blading.    A  number  of  practical  nozzle  d< 
are  shown  in  Chap.  XXXIII. 

In  guide  vanes  and  nozzles  formed  by  casting  in  plates  the 
should  be  as  large  as  is  consiscent  with  properly  directing  the  stream. 

Methods  of  drawing  nozzles,  guides  and  blading  are  given  in 
XXXI  and  XXXIII. 

86.  Impulse  Blading. — A  simple  arrangement  of  nozzles  and  bl 
for  an  impulse  turbine  is  shown  in  Fig.  460,  Chap.  XXXIII.    It  will  1 
seen  that  steam  from  the  nozzle  will  sometimes  impinge  upon  se^ 
blades  at  one  time,  but  in  our  conception  of  the  operation  we 
assume  one  pound  acting  upon  a  single  blade. 


Fig.  131. 

The  means  of  determining  the  jet  velocity  has  already  been  given  b; 
(14).  The  change  of  velocity  and  the  consequent  change  of  kineti 
energy  which  the  jet  undergoes  in  its  passage  between  the  blades  mn 
best  be  explained  by  the  velocity  diagram,  the  fundamental  form  of  whid 
may  be  easily  understood  by  the  crude  apparatus  shown  in  Fig.  131 
which  needs  little  explanation. 

A  paper  may  be  tacked  to  the  board  A  which  slides  uponfi.  Th 
sliding  bar  G  holds  a  pencil  in  its  lower  end,  and  another  pencil  is  hd 
by  H  which  is  attached  to  B,  but  made  removable.  C  and  D  may  b 
grooved  pulleys  fastened  together,  the  ratio  of  diameters  being  the  rati 
of  jet  to  blade  velocity. 

To  draw  a  diagram,  disconnect  the  cord  E  and  remove  H)  then  tur 
the  pulleys  so  as  to  slide  bar  G  and  draw  line  1-2.  This  represents  ll 
direction  and  velocity  of  the  jet  from  the  nozzle.     Connect  cord  E  an 
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loonnect  cord  F  after  replacing  G  to  its  original  position  and  removing 
B  pencil.  Place  H  so  that  its  pencil  point  is  at  2  and  turn  the  wheel 
rough  the  same  angle  as  beforCi  drawing  line  2-3.  This  represents  the 
rection  of  motion  and  velocity  of  the  turbine  blade.  Move  A  back  so 
9  pencil  in  £f  is  at  2  again,  than  remove  H^  connect  cords  E  and  F, 
hce  pencil  of  G  on  paper  at  1  and  turn  wheel  through  same  angle  as  the 
o  previous  times.  The  relation  of  the  movements  of  G  and  A  will  be 
mt  of  the  jet  to  the  moving  blades,  and  the  line  1-3  will  be  drawn  on 
>  paper.  This  is  the  direction  of  the  pencil  in  G  with  reference  to  the 
per,  or,  it  represents  the  direction  of  the  jet  and  its  velocity  in  relation 

Uie  moving  blade  at  the  time  the  steam  begins  to  enter  the  blade 
asage,  and  is  known  as  relative  velocity.  If  friction  were  absent  and 
Bre  were  no  other  forces  tending  to  change  the  velocity  (such  as  expan- 
m  in  the  blades  of  the  reaction  turbine),  the  relative  velocity  would  be 
ostant,  but  its  direction  would  change  due  to  the  iniSuence  of  the  blade 
lasage  which  novi  controls  its  flow. 

The  lines  1-2  and  2-3  represent  velocities  with  reference  to  a  fixed 
bject  upon  the  earth's  surface  and  are  known  as  absolute  velocities.  As 
Imarine  service  the  turbine  is  in  motion,  the  fixed  parts  of  the  turbine, 
Wh,  as  the  casing,  may  be  considered  the  zero  of  motion  from  which 
liBolute  velocity  is  measured.  By  changing  the  angle  of  the  rod  G, 
jrthe  relative  diameters  of  C  and  D,  velocity  diagrams  of  different  form 
lay  be  drawn ;  it  is  simpler,  however,  to 
bftndon  the  apparatus,  which  was  only 
lentioned  with  the  thought  of  making 
ke  matter  plain  to  some  who  might  not 
Mily  grasp  the  principle. 

A  simple  velocity  diagram,  including 
he  diagram  for  exit  from  the  blade,  is 
bwn  in  Fig.  132.  The  concave  surface 
P  the  Uade  against  which  the  driving 
ice  is  exerted  is  shown  by  the  heavy 
D^  the  back  of  the  blade  being  omitted. 
he  blade  is  shown  tangent  to  V^j  the 
btive  velocity  at  entrance,  so  that  the 
t  may  enter  without  shock;  this  is  the 

ual  treatment,  but  more  will  be  said  upon  the  subject  presently.  The 
ade  curve  must  be  tangent  to  line  Vx  for  impulse  blades,  to  insure  the 
rection  of  flow. 

The  blade  shown  in  Fig.  132  is  symmetrical,  angles  6  and  <t>  being 
ual;  and  as  friction  is  neglected,  Fx,  the  relative  velocity  at  exit,  is 


~-i 
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equal  to  Fat.    S  is  the  velocity  of  the  blade  (at  the  pitch  circle)  and  muist 
be  equal  in  both  entrance  and  exit  diagrams. 

If  in  Fig.  131  bar  G  were  changed  to  the  angle  6  of  Fig.  132  and  the 
line  Vr  drawn  with  the  paper  stationary  instead  of  the  line  1-2  of  Pig.  131, 
the  movement  of  both  bar  and  paper  would  draw  the  line  Vx  for  the  line 
1-3,  which  must  then  be  relative  velocity  as  already  stated.  This  shows 
that  Une  Vr  of  Fig.  132  represents  absolute  velocity,  and  it  is  known  as 
residual  velocity.  The  reduction  of  the  velocity  of  the  steam  in  its  pas- 
sage through  the  blades  is  the  difference  between  V  and  Vr,  both  being 

absolute  velocities.  The  kinetic 
energy  due  to  residual  velocicy  Vb 
is  the  energy  lost,  and  should  be  kept 
as  small  as  practicable. 

The  absolute  entrance  velocity  7 
of  Fig.  132  may  be  resolved  into  two 
components,  one  parallel  to  the  shaft 
center  and  represented  by  line  1-2, 
called  the  velocity  of  flow;  the  other 
in  the  direction  of  blade  motion  by 
line  2-^,  called  the  velocity  of  whirl. 
Likewise  the  absolute  exit  velocity, 
or   residual   velocity   may    be   re- 
solved into  4-6,  the  exit  velocity  of 
floWf  and  5-6,  the  exit  velocity  of  whirl.    The  latter,  in  the  diagram  given 
is  negative,  being  opposite  in  direction  to  the  blade  movement;  but  the 
momentum  due  to  it  drives  the  blade  forward  so  is  considered  positive. 
A  more  general  treatment  may  be  given  by  considering  friction  and 
assuming  an  uns3an metrical  blade;  such  a  diagram  is  Fig.  133,  to  which 
the  same  general  definitions  apply. 

The  kinetic  energy  supplied  to  the  blade  is  due  to  the  jet  from  the 
nozzle  at  velocity  F,  and  is,  in  B.t.u.  for  1  lb.; 


Fig.  133. 


aV-  = 


\223.7/ 


2g      778  X  64.32 
The  rejected  energy  due  to  residual  velocity  is: 

\223.7/ 
and  the  energy  lost  by  friction  is: 
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(22^)    (1  -  ^'> 


The  efficiency  of  the  blades,  or  diagram  efficiency  Cd,  is  then  given  by: 

The  force  of  impact  is  the  product  of  mass  and  velocity  change  per 
second.     It  is  obvious  that  the  change  of  tangential  velocity  of  the  steam 
produced  by  its  impingement  upon  the  turbine  blade,  is  the  difference  be- 
tween the  tangential  velocity,  or  velocity  of  whirl,  at  entrance  and  exit; 
which  is: 

V  cos  a  —  Vr  cos  8. 

The  direction  of  blade  motion  having  the  plus  sign,  the  value  of  Vr  cos  8 
is  negative.  To  obviate  the  necessity  of  considering  which  sign  this 
value  has,  we  may,  in  view  of  the  fact  that  the  tangential  component  of 
Vx  is  always  negative,  and  S  always  positive,  write: 

Vr  cos  5  =  —  Vx  cos  <l>  +  S 

Then  the  tangential  velocity  change  is: 

V  cos  a  —  {  —  Vx  cos  <l>  +  S) 
or: 

1'  cos  a  +  Vx  cos  0  —  S 

Then,  substituting  qVj^  for  Fx,  the  tangential  force  due  the  flow  of 
w  lb.  of  steam  per  sec.  is: 

w  w 

fw^-{Vcosa  +  qVyC08<l>'-  S)  ^  -Vw  (24) 

9  y 

This  is  the  load  on  all  blades  receiving  the  steam;  to  find  the  load  per 
blade  divided  by  the  nvunber  of  blades. 

Similarly,  the  axial  pressure  on  the  blades  is  due  to  the  difference  of 
the  velocity  of  flow  at  entrance  and  exit,  and  is  given  by  the  expression: 

fF  =  ^(V  sin  a  -  qVj,  sin  <l>)  =-V,  (25) 

This  is  known  as  axial  thrust  and  must  be  provided  for  by  a  thrust 
bearing.  If /^  is  negative  the  thrust  is  in  the  opposite  direction  from  the 
velocity  of  flow.  Formulas  (24)  and  (25)  are  general  and  apply  to  reac- 
tion blades  also. 

15 
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A  graphical  construction  for  the  parenthetical  quantities  of  (24)  and 
(25)  is  given  in  Fig.  134,  which  may  be  drawn  to  scale  and  then  measured 
as  an  alternative.  Fig.  134  is  a  reproduction  of  Fig.  132  with  the  line 
Vx  (=  qVff)  produced  on  the  upper  side  of  the  center  hne  of  blades. 

The  useful  work  per  second -done  upon  the  turbine  wheel  iafwS  ft.  lb.; 
and  as  wV^/2g  is  the  ft.  lb.  of  energy  supphed  by  the  nozzles  per  second, 
the  diagram  efficiency  is: 

S)  (26) 


fwS       2S  /,,  ,     fT         , 

^'>  =  ^  V«  =  p-1  (^  c<>8  a  +  qV  cos  4> 


2g 

The  quantity  in  parenthesis  may  be  calculated,  or  measured  from  the 
diagram,  Fig.  134.  Formulas  (23)  and  (26)  give  the  same  result,  the 
latter  being  more  convenient. 


Flo.  134. 


Formula  (26)  may  also  be  written: 

S/  .      Vj, 


CD       -       2y    (cos    a      +      q-y        COS     <l>      "yj 


From  Fig.  133: 
or, 


Fjv  cos  ^  =  V  cos  a  —  S 

S 

V  cos^ 

Substituting  in  Formula  for  Bd  and  rearranging  gives: 

6z>  =  2^(cosa-^)(g-^^  +  l) 

^K(q'^+l) 
V  cos  ^  / 

Also  Fjv  sin  ^  =  T  sin  a 


(27) 


THE  STEAM  TURBINE 


227 


>r. 


\Vn  _  sing 
7   ""sin^ 


Bquating  with  the  value  of  Vy/V  just  given: 

sin  a 


tan  d  = 


cos  a  — 


S 


(28) 


When  S/  V  and  a  are  known  K  may  be  found,  and  cos  6  may  be  deter- 
mined from  (28).    Table  38  gives  values  of  K  and  cos  6  for  different 
values  of  a  and  S/V)  then  by  assuming  different  values  of  q  and  ^,  Cd  may 
be  quickly  determined.    Within  reasonable  limits  it  is  apparent  that 
decreasing  ^  increases  the  efSiciency;  and  that  for  a  given  value  of  cos 
^/cos  6  and  q  the  eflSciency  varies  directly  as  K.    Then  it  may  be  seen 
that  decreasing  the  angle  a  increases  the  efficiency,  and  for  maximum 
efficiency  such  a  value  of  S/V  must  be  chosen  which  will  make  K  a  maxi- 
mum.   This  may  be  found  by  equating  the  first  derivation  of 

S  S« 

^  cos  a  -  y, 

to  zero,  which  gives : 

I  =  '-^  (29) 

Table  38 


/ 


8/V 

a 

0.3 

0.4 

0.5 

0.6 

K 

0 

COB0 

K 

0 

COS  0 

K 

0 

COS  0 

K 

0 

cos  0 

15 
30 
2i 

0.400 
0.383 
0.364 

21'»-13' 
26«-53' 
34«-68' 

0.932 
0.892 
0.819 

0.453 
0.432 
0.405 

240-37' 
32«-25' 
39«-54' 

0.929 
0.844 
0.767 

0.466 
0.439 
0.406 

28»-54' 
8r»-55' 
46'»-8' 

0.875 
0.789 
0.693 

0.440 
0.407 
0.366 

35«-ll' 
45'»-51' 
54«»-5' 

0.817 
0.696 
0.586 

This  will  give  the  maximum  value  of  K  for  any  given  value  of  a.  Then 
S  is  one-half  the  velocity  of  whirl,  and  neglecting  friction.  Formula 
(27)  for  symmetrical  blades  reduces  to: 

Cd  =  COS*  a 

or  with  unsymmetrical  blades: 

cos' g /cos  <l>   ,   -\ 
2     \cos^  "^    / 

which  may  give  a  greater  efficiency  and  tend  to  reduce  the  effect  of  fric- 
tion. 
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87.  Practical  Notes  on  Impulse  Blades. — The  velocity  coefficienc^ 
for  impulse  blades  and  guides  are  given  at  the  latter  end  of  the  preceding 
paragraph;  these  are  for  shrouded  blades,  which  are  practically  always 
used  with  impulse  turbines. 

While  the  nozzle  exit  is  reduced  slightly  from  the  area  theoretically 
indicated,  as  stated  in  Par.  84,  the  blade  and  guide  passages  must  not  be 
restricted  as  this  may  lead  to  throttling.    It  is  probably  well  to  consider 
all  effects  of  friction  and  use  Formula  (17)  or  (19)  in  detennining  exit 
areas.    As  the  clearance  space  between  nozzles  and  blades  probably  gives 
rise  to  friction  loss  with  a  possible  slight  spreading  of  the  jet,  the  radial 
length  of  the  blades  may  be  sUghtly  greater  than  the  radial  width  of 
the    nozzles;    possibly   if   this  were   made   equal   to  what   the  nozzle 
width  would  be  by  making  allowance  for  the  drying  effect  of  friction, 
the  condition  would  be  properly  met.     Some  designers  increase  the 
blade  length  beyond  this  rather  arbitrarily  to  avoid  any  possibility  of 
choking  (see  also    velocity-stage    blading);  with  round  nozzles,  how- 
ever, the  blade  areas  would  exceed  nozzle  areas  and  choking  would  not 
be  Ukely. 

As  stated  earlier  in  this  paragraph,  the  entrance  angle  of  the  blade  is 
usually  assumed  equal  to  the  angle  6  at  which  the  steam  enters  the  blad^^'* 
the  idea  is  that  with  such  a  construction  the  steam  sUdes  into  the  blac3< 
passage  without  shock,  and  that  friction  is  thus  reduced  to  a  minimui:*^ 
According  to  Martin,  this  is  an  error,  and  better  practical  results  ha^"^ 

been  obtained  by  making  the  blade  an^'^^ 

some  5  to  15  degrees  greater  than  the  angl^  ^j 

Fig.  133.     This  is  shown  in  Fig.  135.      J! 

s^fo^^  this  is  not  done,  the  decreasing  relati^ve 

velocity  due  to  friction  changes  the  direct 
tion  in  which  the  steam  attempts  to  J3oW; 
exerting  pressure  on  the  blade  surface  form- 
ing the  back  of  the  passage  and  tends  to 
retard  the  motion  of  the  wheel.  The  tra- 
jectory diagrams.  Fig.  150,  are  drawn  with 
the  entrance  angle  of  the  moving  blades 
greater  than  9,  and  it  may  be  seen  that 
Pjq^  J35  the  stream  from  the  nozzle  is  deflected 

backward  slightly  upon  joining  the  tra- 
jectory curves,  showing  a  forward  impulse.  Had  the  entrance  angle 
been  equal  to  B,  the  opposite  would  have  been  true,  as  friction  is  taken 
into  account  in  these  diagrams.     This  is  explained  in  Par.  92. 

The  advisability  of  making  </>  less  than  B  must  be  left  to  the  designer's 
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aent;  it  is  usually  done  and  no  doubt  increases  the  efficiency  if  not 
td  too  far. 

ide  says  that  the  drying  of  the  steam  due  to  blade  friction  is 
»bable,  as  any  water  present  is  thrown  to  the  outside  of  the  curved 
by  centrifugal  force  and  is  difficult  to  reevaporate. 
o  definite  rule  controls  the  blade  length.  For  reaction  turbines 
in  gives  a  minimum  length  of  3^^5  the  drum  diameter  for  stationary 
les  and  1/75  for  marine  turbines,  the  latter,  however  involving  a  loss 
iciency.  The  maximum  length  for  the  low-pressure  end  is  given 
5  the  pitch  diameter.  These  ratios  m  may  be  used  as  a  guide  and 
d  be  as  reliable  for  impulse  turbines. 

here  seems  to  be  no  rational  method  of  determining  the  pitch  of 
Ise  blading,  which  in  practice  ranges  from  48  to  68  per  cent,  of  the 
width.  It  would  seem  reasonable  to  make  the  pitch  as  large  as 
)le  and  still  properly  direct  the  steam,  thus  reducing  the  friction 
;e,  and  it  is  probable  that  the  greater  the  radius  of  curvature  of  the 
,  the  greater  the  pitch  may  be.  A  method  of  drawing  blades  is  given 
lap.  XXXI,  by  which  the  blades  of  Figs.  149  and  150  were  drawn, 
lie  speed  at  the  pitch  circle  of  simple  impulse  turbines  such  as  the  De- 
ranges from  500  to  1400  ft.  per  second.  For  pressurenstage  impulse 
les  a  range  from  300  to  650  ft.  is  used,  some  large  modem  turbines 
g  a  blade-tip  velocity  as  high  as  950 
r  sec;  in  this  case  the  blade  length  of 
ast  wheel  exceeds  3^  of  the  pitch 
iter,  or  w  is  greater  than  ^.  The 
r  velocities  necessitate  great  care  in 
esigning  of  wheels  and  shafts  which 
jussed  in  Chaps.  XXXI  and  XXXII. 
.  Velocity-stage  Impulse  Turbine. — 
he  purpose  of  studying  the  principle 
eed  reduction  of  the  velocity-stage 
le,  frictionless,  symmetrical  blades 
uides  will  first  be  considered.  A  dia- 
for  a  single  stage  with  zero  exit 
ty  of  whirl  is  given  in  Fig.  136.  In 
iiagram,  ^  =  ^,  and  it  is  obvious 
the    triangle    formed    by   the    exit 

im  is  equal  to  that  formed  by  the  dotted  lines  at  the  left  of  the  en- 
5  diagram.  These  are  shown  together  in  Fig.  137.  Retaining  the 
>xit  velocity  of  whirl,  assume  that  the  blade  speed  S  is  to  be  made 
sdf  that  shown  in  Fig.  137.     This  is  done  by  dividing  the  base  line 


Fig.  136. 
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into  two  parts,  forming  four  triangles  as  shown  in  Fig.  138.  DiBpoooi 
these  triangles  in  a  manner  similar  to  Fig.  136  gives  Fig.  139,  which  bt 
double  diagram,  having  two  rows  of  moving  blades  and  one  row  of  gui(H 
which,  except  that  there  is  no  expansion  in  them,  serve  as  nozdes forth 


Fio.  137. 


FiQ,  138. 


blades  of  the  second  wheel.     Subscripts  1  and  2  are  for  the  first  and  second 

stages  respectively. 

From  Fig.  139  it  may  be  seen  that  for  the  assumption  made,  the  blads 

speed  varies  inversely  as  the  number  of  velocity  stages  operated  fromoai 

set  of  nozzles.    In  practice  there  is  the  ever-present  friction,  and  tb 

blades  and  guides  are  not  always  symmetridl 

especially  the  latter;  as  when  angle  as  is  I^ 

I   \  ^v^ST^vi^  duced — sometimes  to  equal  6,  in  2-6tage  wheek 

— the  blades  are  not  so  flat  in  form.  Fig.  H^ 
is  a  diagram  for  a  2-6tage  wheel  with  thcie 
modifications. 


IVi.  130. 


Fto.  140. 


Throo  or  more  ro\^'s  of  moving  blades  may  be  treated  in  the  san 
mannor,  the  rutio  S  V  Ixnng  reiluocd  correspondingly.  The  tangenti 
impulse  on  the  blades  may  be  found  for  each  moving  row  by  (24), 
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graphically  from  Fig.  134,  using  subscripts  1,  2,  3,  etc.,  for  the  successive 
stages.    The  total  energy  is  given  by: 

f 3-  -  {  S  (fwi  +  fw2  +  /its,  etc.) 

Letting  Vw  =  V  cos  a  +  qVs  cos  </>  —  /S,  the  parenthetical  quantity 
of  (24),  the  total  energy  is: 

and  as  the  energy  of  the  jet  from  the  nozzles  is  wVi^/2g,  the  diagram  effi- 
ciency is: 

6i>  =  ^,  (Vwi  +  Vw,  +  Virs,  etc.)  (30) 

From  the  equations  of  paragraph  86  it  would  seem  that  whatever  the 
velocity  coefficients  were,  maximum  efficiency  would  be  expected  when 
the  diagram  is  constructed  so  that : 

S 2— 

for  the  last  stage,  if  this  does  not  necessitate  too  small  a  value  of  a. 

The  tangential  pressure  on  the  blades  may  be  found  from  (24),  and 
thifi  gives  the  proportion  of  work  done  by  each  set  of  moving  blades.  The 
<^xial  thrust  is  the  siun  of  the  thrust  on  all  sets  of  moving  blades,  and  may 
l>^  found  from  (25),  using  the  proper  subscripts. 

In  Fig.  139  it  may  be  seen  by  inspection  that  Vi  cos  ai  =  4S,  and 
^-vi  cos  ^1  =  3<S.  Then  Vwi  =  6<S;  also  Vi  cos  aa  =  2S,  Vm  cos  ^2  =  S. 
Then  Vwt  =  25,  or: 

fwi    =    3/|F2 

In  like  manner  it  may  be  shown  that  for  symmetrical  blades  and  guides, 
^^glecting  friction,  the  ratio  of  impulse,  beginning  with  the  first  row  is: 

For  3  stages 5,  3,  1 

For  4  stages 7,  5,  3,  1 

For  5  stages 9,  7,  5,  3,  1 

Tbia  is  also  the  proportion  of  work  done  by  the  respective  stages.     These 

proportions  vary  with  actual  blades,  but  give  some  idea  of  the  value  of  the 

^ower  stages. 

^^^^.  89.  Practical    Notes   on   Velocity-stage   Turbines. — The   velocity 

coefficiffloits  for  velocitynstage  turbines  vary  considerable,  making  the 

diagram  efficiency  calculated  from  (30)  rather  uncertain.    With  the 
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low  value  of  q  sometimes  found  by  experiment,  but  little  work  would  be 
done  by  the  lower  stages,  with  even  the  possibility  that  the  extra  wok 
of  dragging  one  or  more  idle  wheels  be  imposed  upon  the  turbine,  esp^ 
cially  at  light  loads  with  the  steam  throttled.  It  is  therefore  addon 
that  more  than  three  velocity  stages  are  employed  in  stationary  turbinei, 
although  four  are  sometimes  used  for  the  high-pressure  stage  (see  Par. 
91)  of  marine  turbines,  and  as  many  as  five  for  the  high-pressure  staged 
the  reversing  turbine,  in  which  economy  of  space  is  more  important  thm 
economy  of  steam  for  the  relatively  short  periods  it  is  in  use. 

It  is  evidently  important  to  consider  all  points  which  tend  towaid 
efficiency.  The  radial  length  at  entrance  of  blades  and  guides  may  he 
slightly  greater  than  the  exit  length  of  the  preceding  guides,  blades  or 
nozzles,  to  avoid  choking;  and  the  ratio  of  exit  to  entrance  length  of  ead 
row  of  blades  and  guides  may  be  found  from  (17)  or  (19). 

In  some  turbines,  even  though  the  blades  are  not  S3rnimetrical,  the 
blade  length  is  the  same  at  entrance  and  exit,  probably  for  constructionil 
reasons.  Martin,  commenting  upon  a  Curtis  marine  turbine  with  four 
velocity  stages  in  the  first  pressure  stage  says:  "The  bucket  angle  of  the 
first  row  at  entrance  is,  it  will  be  seen,  28  degrees,  while  at  discharge  it 
is  22  degrees.  From  this  it  follows  that  the  space  between  the  buckcte 
is  narrower  at  discharge  than  at  entrance,  but  this  is  in  accord  with  the 
fact  that  the  stream  of  fluid  as  it  passes  through  the  bucket  tends  to 
spread  laterally,  and  consequentlj'  becomes  thinner.  It  will  further  be 
oKserved  t  hat  each  successive  bucket  is  longer  than  its  predecessor.  This 
is  ntHM>ssary»  lxH»aiise  in  each  bucket  the  fluid,  besides  thinning,  as  already 
inentiontHl,  also  loses  velocity,  and  thus  a  greater  steamway  is  required ftt 

t»ach  suca^s8i\i^  set  of  buckets.'' 

As  the  turbine  referred  to  had  shrouded  blades,  the  spreading  and 
thinning  of  the  stn^an\  could  occur  only  if  the  passages  did  not  run  full 
at  entnmiv.     Conivrning  the  necessary  increase  in  area  due  to  decreaan| 
velocity,  this  is  providinl  for  by  the  mcreac>ing  angles;  the  areas  are  propw^ 
tional  to  the  sim^  of  the  anplt^,  and  between  two  rows  of  blades  the  prod- 
uct of  the  sine  of  the  angle  and  the  wlocnty  is  the  same,  so  that  neglecting 
friction  in  the  s|>iiiv  Unwivn  the  rows,  and  spilling,  the  exit  length  of 
oi\e  n>w  and  entrai\iv  length  of  the  next  could  lie  the  same.     Had  the 
bladt^  in  qxiestion  Uvi\  i*oiuputiHi  by  (19\  with  an  increase  of  entrance 
over  the  exit  of  the  prinnnliug  row  5\s  idready  mentioned,  then  if  in  each 
c:k^^  Ixith  binile  tnlgt^  had  Uv!\  nu\de  the  Siime  length  as  the  longer,  a 
>iinilar  n^\Ut  wouKl  have  Uv!\  obtaiiuni:  any  difference  would  probabh 
Iv  line  to  the  arbitrary  inon\*k5i^  of  entn\niv  allowed. 

In  st^me  easi^.  after  the  exit    length  of  the  last,  blade  has  beer 
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found,  straight  lines  from  ile  extremities,  drawn  to  the  extremes  of 
nozzle  opening,  give  rather  arbitrarily  the  dimensions  of  all  blades  and 
guides. 

Should  the  thickness  factor  of  tlie  blades  not  be  the  same,  allowance 
may  be  made,  but  this  is  usually  negligible. 

In  Par.  97,  Fig.  163  shows  the  arrangement  of  blades  for  two  velocity 
sta^ges  of  the  first  pressure-stage  of  the  turbine  designed  as  an  example  of 
foz-inula  appUcation.  Formula  (19)  was  used  to  determine  blade  lengths, 
neglecting  the  drying  due  to  friction,  and  the  increase  of  entrance  height 
over  the  preceding  exit  height ;  then  the  form  was  modified  as  explained. 
The  ratio  of  maximum  height  of  the  last  blade  to  the  nozzle  diameter  is 
1.71. 

A  similar  layout  for  a  Curtis  turbine  shown  by  Martin  gives  a  ratio 
of  1.73;  another,  however,  in  which  each  row  has  a  constant  height,  has 
a  ratio  of  but  1.2. 

It  seems  probable  that  Formula  (19)  is  practical,  with  modifications 
suggested  and  illustrated  in  Figs.  164  and  165.  The  drying  effect  may  be 
taken  into  account  if  desired,  although  such  drying  is  discredited  by 
.lude,  as  previously  stated. 

In  spacing  blades,  the  pitch  is  sometimes  made  the  same  for  all  rows, 
but  is  often  increased  as  the  entrance  and  exit  angles  are  increased,  which 
seems  reasonable.  Methods  of  laying  out  blades  are  given  in  Chap. 
XXXI. 

Axial  clearance  between  nozzles  and  blades  has  less  influence  upon 
economy  than  clearance  between  blades  and  guides,  and  experiment  has 
shown  that  the  loss  due  to  the  latter  increases  rapidly  with  increase  of 
clearance.  Axial  clearance  should  therefore  be  kept  as  small  as  reliability 
of  operation  will  permit. 

Ab  stated  in  Par.  8(),  the  reduction  of  exit  angle  of  blades  is  a  mattt^r 
1^  judgment  but  is  customary,  and  the  exit  angle  of  guides  should  be  n-- 
produced  in  order  that  the  following  blades  may  not  be  too  flat:  a  com- 
Ittriaon  of  Figs.  139  and  140  will  make  this  clear.  Prof.  Peabody  says 
thai  a  conservative  and  convenient  arrangement  is  to  make  the  exit 
guide  angle  equal  to  (he  preceding  blade  angle;  or,  oj  =  fli,  aj  =  St,  etc. 
The  entrance  angles  of  all  moving  blades  should,  according  to  Martin, 
•W  made  from  5  to  10  degrees  greater  than  B,  as  stated  in  Par  86. 
Values   of  Cd  found  from  practice  are  given  by  Martin  as  follows: 

2-8tage eo  =  0.72 

3-stage  ......_ fo  =  0.65 
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He  states  that  for  maximum  efficiency  the  ratio  of  V/S  for  a  4-6tage  tur- 
bine should  be  about  1 1.  These  values  may  be  used  as  a  check.  Velocity 
coefficients  are  given  in  Par.  84. 

90.  Pressure-stage  Impulse  Turbine. — The  equation  connecting 
flow  with  heat  drop  is  given  by  (14),  Par.  84,  and  is: 

V  =  223.7V(1  -  y)  (Ci  -  C) 

Taking  Ci  —  Cj  as  the  total  adiabatic  heat  drop  from  steam  pipe  to  con- 
denser, we  may  divide  it  into  a  number  of  parts  as  explained  in  Par.  10, 
Chap.  IV.  This  will  cause  a  series  of  pressure  drops  until  the  exhaust 
pressure  is  reached,  the  pressure  in  the  successive  compartments  of  the 
turbine  being  maintained  by  properly  proportioning  the  nozzle  areas  con- 
necting them,  so  that  the  inflow  and  outflow  for  each  compartment  in  a 
given  time  is  the  same,  and  equilibrium  is  not  secured  until  a  certain 
definite  pressure,  predetermined  for  a  given  weight  of  steam  per  second, 
is  attained  in  each  stage. 

For  simplicity,  let  rip  be  the  number  of  equal  pressure  stages;  that  is, 
the  heat  drops  being  equal.  We  then  have  for  the  velocity  of  rhe  jets 
flowing  into  each  stage,  assuming  y  to  be  the  same  in  each  st>age  and 
neglecting  certain  influences  to  be  mentioned  later: 


V  =  223.7  ^(1  -  y)  ^^^  (31) 

If  the  pitch  circle  of  the  wheels  is  the  same  in  all  stages,  and  the  nozzle 
and  blade  angles  the  same,  the  velocity  diagram  will  be  the  same  for 
each  stage,  and  from  (31)  it  may  be  seen  that  the  blade  velocity  is  in  in- 
verse proportion  to  the  square  root  of  the  number  of  pressure  stages. 

In  the  nozzle  example  of  Par.  84  for  a  noncondensing  turbine,  the 
velocity  V  from  the  nozzle  is  2750.  Assume  Fig.  133  as  the  velocity 
diagram,  in  which  S/V  is  ^.  Then  S,  the  blade  velocity  is  2750/3,  or 
916  ft.  per  sec.  Now  assume  the  same  total  heat  drop  for  a  turbine 
with  four  pressure  stages.     The  blade  speed  is  then: 

Vnp         2 

If  the  wheels  of  the  two  turbines  are  the  same  diameter,  the  r.p.m. 
of  the  4-stage  turbine  is  one-half  that  of  the  single  stage.  Pressure- 
stage  turbines  may  then  be  used  when  lower  speeds  are  desired.  The 
velocity  diagram  may  be  drawn  as  for  a  simple  turbine  and  used  for  a 
pressure-stage  turbine  with  any  number  of  stages  by  changing  the  scale. 

Intermediate  pressures  may  be  found  by  means  of  entropy  table  or 
chart.    Taking  the  same  4-stage  turbine  but  neglecting  friction  and 
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assuming  adiabatic  expansion,  if  we  find  the  heat  content  C  for  each  stage, 
the  corresponding  pressure  may  be  read  from  table  or  chart. 

During  expansion  in  the  first  set  of  nozzles,  a  quantity  of  heat  equal 
to  (Ci  —  Ci)/np  was  used,  leaving  the  heat  content  in  the  first  stage: 


C1-C2 


Tip 


in  the  second  stage: 


tip  Tip 

in  the  third  stage: 

Up  Up 

and  in  the  fourth  stage: 

Co  =  Ct 

This  may  be  appUed  to  any  number  of  stages.  Proceeding  with  the 
example:  At  164.8  lb.  absolute  and  entropy  1.56,  C\  =  1193.3.  At 
14.7  lb.  absolute  and  the  same  entropy,  Cj  =  1018.  Then  as  (Ci  — 
Ct)/A  =  43.825: 

First  stage Ca  =  1193.3-    43.825  =  1149.475,  and  P  =95.715 

Second  stage Cb^  1193.3  -    87.650  =  1105.650,  and  P  =  53.668 

Third  stage Cc=  1193.3  -  131.475  =  1061.825,  and  P  =  28.758 

Fourth  stage .Co  «  Cj  =  1018  and  P  =  14.700 

Pressures  were  found  by  interpolation,  using  Peabody's  entropy 
table.  The  heat  quantity  43.825  B.t.u.  is  then  available  in  each  stage, 
and  may  be  illustrated  by  the  entropy  diagram.  Fig.  141,  which  is 
divided  into  four  equal  parts  by  the  pressures  given.  To  make  the 
problem  a  little  plainer,  a  diagram  of  a  4-8tage  turbine  is  given  in  Fig. 
142,  showing  the  pressure  distribution. 

Effect  of  Heat  Factor. — The  example  and  Fig.  141  assume  a  perfect 
turbine,  in  which  the  heat  factor  (see  Par.  41,  Chap.  VIII)  is  unity.  Due 
to  the  diagram  efficiency  being  less  than  unity,  to  disc  friction  and  other 
disturbing  influences,  the  heat  factor  is  less  than  unity,  and  a  part  of  the 
kinetic  energy  of  the  jet  is  converted  into  heat,  increasing  the  dryness 
factor,  volume  and  entropy.  This  change  takes  place  during  the  entire 
pressure  drop,  and  while  we  do  not  know  the  exact  form  of  the  curve, 
we  know  the  overall  heat  factor  from  tests  and  may  thus  find  the  entropy 
of  exhaust  pressure,  and  assuming  the  same  percentage  of  loss  in  each 
stage,  may  fix  several  points. 

Assume  the  total  heat  factor  F  to  be  0.6;  then,  neglecting  radiation  loss 
0.4  X  176.3  «=  70.12  B.t.u.  are  returned  to  the  steam  at  exhaust  pressure 


238 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


turbine  were  any  less  than  the  sum  of  the  losses  of  the  wheels  of  the  multi- 
stage turbine,  which  may  reasonably  be  assumed  to  be  the  case. 

Any  actual  superiority  of  multi-stage  over  simple  turbines  is  due  ts 
size  of  unit  and  other  features  accompan3ring  the  design  of  the  larger 
units. 

The  determination  of  Fs  by  calculation,  from  the  results  of  laboratory 
experiments  to  determine  the  value  of  the  factors  upon  which  it  depend^ 
is  not  as  reliable  as  the  determination  of  F,  the  over-all  heat  f actors  I9 
turbine  tests.  If  Fs  were  known,  we  could,  by  trial  and  error,  with  the  aid 
of  the  intermediate  pressures  found  by  the  assumption  of  constafil 
entropy,  find  the  actual  intermediate  pressures  which  would  give  equal 
work,  or  for  any  division  of  work.  Or  we  may  assume  Fa  and  check  our 
results  by  comparison  with  F,  which  must  after  all  be  only  an  assumed 
value. 

Peabody's  Direct  Method. — The  simplest  method  of  determiniDg  the 
reheat  factor  Fr  for  saturated  steam,  and  of  appl3ring  it  to  determina 
intermediate  pressures  for  any  heat  ^distribution  is  given  by  Prof. 
Peabody  in  The  Steam  Turbine,  and  it  will  be  given  here  with  some 
modifications. 

The  entropy  table,  T<t>  diagram,  or  Molier's  diagram  shows  that  be- 
tween two  given  temperatures  the  difference  of  heat  content  is  greater  at 
a  greater  entropy.  An  example  is  given  in  Table  39,  the  values  beinf 
taken  from  Peabody's  entropy  table.  An  inspection  of  the  entropy  table 
also  shows  that  at  a  certain  entropy  the  heat  content  increases  at  a  neariy 
uniform  rate  for  considerable  intervals — of  20  or  even  40  d^ees;  or 


Table  39 


Entropy  1.52 

Entropy  1.50 

Temperature 

Heat  content 

« 

Temperature 

Heat  content 

228 
181 

1010.2 
963.0 

228 
181 

1037.7 
978.6 

57.2 

59.1 

AC /At  is  practically  constant  for  this  interval  and  is  more  accurate  f< 
the  wider  range. 

We  may  then  find  the  rate  at  which  the  available  heat  increases  wi 
the  entropy  as  steam  expands  between  two  pressures  in  a  turbine  with 
certain  heat  factor  F,  The  calculation  may  be  made  at  some  intermedia 
point  between  Ci  and  C2,  where  the  heat  content  is  C^,  all  being  taken 
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same  entropy  <I>a>    It  is  preferable  for  the  sake  of  accuracy  to  have: 

r>   _  Ci  +  Cj 
^^ 2 

Dearly  as  possible  without  interpolation,  but  its  exact  value  must  be 

in  the  following  formulas. 
The  increase  of  entropy  in  expanding  from  Pi  to  Pa  will  be  due  to  the 
dition  of  the  heat  quantity : 

(1  -  F)  (Ci  -  Ca) 


e  heat  content  Cb  at  entropy  <t>B  (at  constant  pressuVe  Pa)  will  be: 


^  Cb  =  Ca  +  (1-F)  (C,^  Ca)  v33) 


t 

^^tmi  which  <^b  may  be  found. 

I^j  Let  AC  A  be  the  change  of  heat  content  for  the  temperature  interval 
i^OkT  at  constant  entropy  (I>a,  and  ACb  the  change  for  the  same  interval  at 
-'^^fttropy  4>B'f  then  the  ratio  of  heat  change  is: 

ACb 

AT  ^  ACb 

ACa      ACa 
AT 

temperature  interval  should  be  equally  divided  on  either  side  of  7^. 
The  rate  of  increase  of  available  heat  between  Ci  and  Cj  over  that  due 
%o  adiabatic  expansion,  computed  for  heat  content  Ca  is: 

ACb 


AC 


-  1 


Ci-  Ca 
Ci-C, 


Ci  -  C^  \ACa      V  ^^^ 


If  tiiis  gives  the  same  value  when  Ca  i&  taken  at  any  temperature 
between  Ci  and  Ct,  the  variation  is  in  a  straight  line  for  equal  increments 
Qf  C;  as  this  is  very  nearly  true  for  saturated  steam,  the  fraction  of  increase 
of  available  heat  between  Ci  and  Ct  will  be  one-half  the  value  given  by 
(34) .  Then  the  ratio  of  the  available  heat  to  that  available  due  to_a  single 
adiabatic  expansion  from  Pi  to  Ps  is: 

This  is  only  true  for  an  infinite  number  of  pressure  stages,  for  which  R 
k  equal  to  the  reheat  factor  Fb;  but  it  may  be  used  for  constructmg  a.dia^ 
{ram  which  is  generally  applicable. 
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turbine  were  any  less  than  the  sum  of  the  losses  of  the  wheels  of  the  muhi- 
stage  turbine,  which  may  reasonably  be  assumed  to  be  tlie  au 

Any  actual  superiority  of  multi-stage  over  simple  turbines  is  due  tt 
size  of  unit  and  other  features  accompanying  the  design  of  the  largs 
units. 

The  determination  of  Fa  by  calculation,  from  the  results  of  laboratwi  iM 
experiments  to  determine  the  value  of  the  factors  upon  which  it  depemk  fl 
is  not  as  reliable  as  the  determination  of  F,  the  over-all  heat  factor,  1?  ( 
turbine  tosts.  If  Fs  were  known,  we  could,  by  trial  and  error,  R-itlitlieiid  ( 
of  the  intermediate  pressures  found  by  the  assumption  of  constaal 
entropy,  find  the  actual  intermediate  pressures  which  would  give  eqas 
work,  or  for  any  division  of  work.  Or  we  may  assume  Fg  and  check 
results  by  comparison  with  F,  which  must  after  all  be  only  an 
value. 

Peabody's  Direct  Method. — The  simplest  method  of  determiniiig 
reheat  factor  Fs  for  saturated  steam,  and  of  applying  it  to  deter 
intermediate  pressures   for   any   heat  ^distribution   is  given  by 
Peabody  in  The  Steam  Turbine,  and  it  will  be  given  here  with 
modifications. 

The  entropy  table,  Tij)  diagram,  or  Molier's  diagram  shows  that 
tween  two  given  temperatures  the  difference  of  heat  content  is  greater; 
a  greater  entropy.  An  example  is  given  in  Table  39,  the  values 
taken  from  Peabody's  entropy  table.  An  inspection  of  the  entropy  tal 
also  shows  that  at  a  certain  entropy  the  heat  content  increases  at  a  ne£ 
uniform  rate  for  considerable  intervals — of  20  or  even  40  d^rees 

Table  31) 


1037  7 
978. e 


AC/At  is  practically  cooBtant  for  this  interval  and  is  more  accurate  t 
the  wider  range. 

We  may  then  find  the  rate  at  which  the  available  heat  increases 
the  entropy  as  steam  expands  between  two  pressures  in  a  turbine  with 
certain  heat  factor  F.  The  calculation  may  be  made  at  some  intermedii 
point  between  Ci  and  Cj,  where  the  heat  content  is  C^,  all  being  taken 
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tliat  the  work  done  is  no  more  than  before,  but  assuming  an  equal  division, 
tVie  work  per  stage  is: 


This  is  a  larger  fraction  of  one  shaded  area  of  Fig.  141  than  of  one  area  of 


-  Ct)/np,  and  the  fraction  the  total 


F^,  143,  the  former  being  equal  to  (Ci 
heat  factor  F;  for  the  latter,  the  area 
being  greater  than  (Ci  —Cj)/np,  the 
fraction  is  less  than  F  and  is  known 
aa  the  heat  factor  per  atage,  Fg.  This 
is  also  sometimes  known  as  the 
kydravlic  efficiency,  and  the  ratio 
F/Fg  as  the  reheat  factor,  Fm- 

For  a  single-stage  turbine  F 
equals  Fa.  The  fact  that  F/Fa  is 
greater  than  unity  for  two  stages 
and  increases  (slowly)  as  the  num- 
ber of  stages  increases  must  not 
lead  to  the  conclusion  that  increas- 
ing the  number  of  stages  increases 
the  efficiency.  The  over-all  heat 
factor  is  based  upon  ideal  perform- 
ance, viz.,  adiabatic  expansion  from 
the  maximum  to  the  minimum 
temperature,  of  the  heat  available 
at  maximum  temperature,  and  not 
upon  an  uncertain  lot  of  rejuve- 
nated heat  collected  along  the 
downward  path.  The  increased 
available  heat  of  the  multi-stage 
tufbine  is  produced  by  the  failure 
of  the  preceding  stages  to  utilize  it, 
being  degraded  by  friction  and  re- 
ceived agaia  at  lower  temperatures, 
and  its  use  must  be  accompanied  by 
(decreased  efficiency. 

That  Fa  is  less  than  F  does  not  seem  inconsistent;  it  assumes  that  the 
latio  of  the  losses  attending  the  operation  of  one  turbine  wheel  to  the  work 
done  in  one  stage  of  a  multi-stage  turbine,  is  greater  than  the  ratio  of 
loss  due  to  Uie  wheel  of  a  single-stage  turbine  of  equal  power  to  the  entire 
work  of  the  turbine.    This  could  be  true  if  the  wheel  loss  of  the  simple 
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turbine  were  any  less  than  the  sum  of  the  losses  of  the  wheels  of  themdti' 
stage  turbine,  which  may  reasonably  be  assumed  to  be  the  case. 

Any  actual  superiority  of  multi-stage  over  simple  turbines  is  due  t8 
size  of  unit  and  other  features  accompanying  the  design  of  the  laigff 
units. 

The  determination  of  Fs  by  calculation,  from  the  results  of  laboratory 
experiments  to  determine  the  value  of  the  factors  upon  which  it  depend^ 
is  not  as  reliable  as  the  determination  of  F,  the  over-all  heat  factor,  1? 
turbine  tests.     If  Fs  were  known,  we  could,  by  trial  and  error,  with  the  aid 
of  the  intermediate  pressures  found  by  the  assumption  of  coDstafill 
entropy,  find  the  actual  intermediate  pressures  which  would  give  eqadl 
work,  or  for  any  division  of  work.    Or  we  may  assume  Fs  and  check  oarj 
results  by  comparison  with  F,  which  must  after  all  be  only  an  assumed 
value. 

Peabody^s  Direct  Method. — The  simplest  method  of  determiniug  the 
reheat  factor  Fr  for  saturated  steam,  and  of  applying  it  to  detenniDB : 
intermediate  pressures  for   any   heat  ^distribution  is  given  by  Prof. 
Peabody  in  The  Steam  Turbine,  and  it  will  be  given  here  with  some 
modifications. 

The  entropy  table,  T(l>  diagram,  or  Molier's  diagram  shows  that  be- 
tween two  given  temperatures  the  difference  of  heat  content  is  greater  al 
a  greater  entropy.  An  example  is  given  in  Table  39,  the  values  bein| 
taken  from  Peabody's  entropy  table.  An  inspection  of  the  entropy  table 
also  shows  that  at  a  certain  entropy  the  heat  content  increases  at  a  nearly 
uniform  rate  for  considerable  intervals — of  20  or  even  40  d^ees;  w 


Table  39 


Entropy  1.52 

Entropy  1.59 

T(*mi>rrature 

Heat  content 

Temperature 

Heat  content 

• 

228 

1010.2 
953.0 

228 
181 

1037.7 
978.6 

57.2 

59.1 

AC/A/  is  practically  constant  for  this  interval  and  is  more  accurate  i 
the  witltM*  mngt\ 

Wt>  may  tluMi  find  the  rat-o  at  which  the  available  heat  increases  wi 
tht^  ontrt^pv  iu»  stomu  oxv^ands  Ix^twtx^n  two  pressures  in  a  turbine  witl 
ivrtjviu  htnit  factor  F.  The  calculation  may  be  made  at  some  intermedii 
jHnnt  botwoon  Ci  and  (\»  where  the  heat  content  is  C^,  all  being  taken 
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the  same  entropy  <^a.    It  is  preferable  for  the  sake  of  accuracy  to  have: 

^       Ci  +  Cj 

La 2 

as  Dearly  as  possible  without  interpolation,  but  its  exact  value  must  be 
used  in  the  following  formulas. 

The  increase  of  entropy  in  expanding  from  Pi  to  Pa  will  be  due  to  the 
addition  of  the  heat  quantity: 

(1  -  F)  (Ci  -  Ca) 

The  heat  content  Cb  at  entropy  <I>b  (at  constant  pressure  Pa)  will  be: 

Cs^CA+il-F)  (Ca  -  Ca)  v33) 

from  which  <^b  may  be  found. 

Let  AC  A  be  the  change  of  heat  content  for  the  temperature  interval 
AT"  at  constant  entropy  ^^^  a^d  ACb  the  change  for  the  same  interval  at 
entropy  4>Bf  then  the  ratio  of  heat  change  is: 

ACb 
AT  ^  ACb 

ACa      ACa 
AT 

The  temperature  interval  should  be  equally  divided  on  either  side  of  Ta. 
The  rate  of  increase  of  available  heat  between  Ci  and  d  over  that  due 
to  adiabatic  expansion,  computed  for  heat  content  Ca  is: 

ACb       . 

ACa  Ci-  Ci   /AC 


C\  —  Ca        C\ 

C\  —  C2 


(^!  -  0  <=*) 


If  this  gives  the  same  value  when  Ca  is  taken  at  any  temperature 
between  Ci  and  C2,  the  variation  is  in  a  straight  line  for  equal  increments 
of  C;  as  this  is  very  nearly  true  for  saturated  steam,  the  fraction  of  increase 
of  available  heat  between  C\  and  Cj  will  be  one-half  the  value  given  by 
(34).  Then  the  ratio  of  the  available  heat  to  that  available  due  to_a  single 
adiabatic  expansion  from  Pi  to  Pt  is: 

This  is  only  true  for  an  infinite  number  of  pressure  stages,  for  which  R 
is  equal  to  the  reheat  factor  Fr\  but  it  may  be  used  for  constructmg  a.dicH 
gram  which  is  generally  applicable. 
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To  make  allowance  for  this  increase  of  available  heat  during  expansioii, 
the  adiabatic  heat  assignments,  whether  equal  or  in  any  desired  propor- 
tion, must  decrease  from  Ci  to  C2  at  the  same  rate  that  the  available 
heat  increases,  but  their  sum  must  not  change.  This  is  best  illustrated 
by  the  diagram  of  Fig.  144.  The  vertical  height  represents  Ci  -  C% 
and  AC  the  desired  heat  assignment  per  stage,  being  a  fraction  of  Ci  -  ft 
which  is  the  adiabatically  available  heat  from  pressure  Pi  to  Pj. 

It  is  obvious  from  (34)  and  (35)  that  the  difference  between  the  hori- 
zontal dimensions  R  and  2  —  Ris  equal  to  the  rate  of  change  of  available 
heat,  and  that  th§ir  average  is  unity.     The  dimensions  Fd,  to  the  same 
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Fig.  144. 

scale  as  /?,  are  the  distribution  factors,  each  one  bisecting  the  distance 
AC;  multiplying  AC  by  corresponding  values  of  F^  gives  the  heat  quan- 
tities which,  beginning  with  the  fii-st  stage,  should  be  successively  sub- 
tracted at  constant  entropy  (corresponding  to  Ci),  in  order  to  determine 
the  heat  content  at  each  stage,  in  the  same  manner  that  equal  heat 
quantities  (Ci  —  C^Jup  were  subtracted  to  determine  the  pressures  for 
Fig.  143. 

An  inspection  of  Fig.  144  will  show  that  no  matter  how  the  heat  is 
distributed,  the  sum  of  the  products  of  Fd  and  AC  is  equal  to  the  sum  of 
AC.  For  equal  divisions,  Fdi,  being  the  ratio  of  the  available  heat  to 
that  which  would  be  available  without  heat  degradation,  is  also  equal  to 
the  ratio  FjFs  which  is  the  reheat  factor  previously  mentioned.  It  is 
obvious  that  Fm  ( =  F^  increases  with  the  number  of  stages,  its  limit 
being  the  distribution  ratio  R  for  an  infinite  number  of  stages,  and  this 
value,  found  by  another  method,  is  used  by  Martin  as  the  reheat  factor. 
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As, 

Fn  =  J-  (35a) 

t*  8 

it  is  obvious  that  Fa  decreases  as  the  number  of  stages  increases^  and  this 
may  be  seen  in  Fig.  143.  It  then  follows  that  Fr  increases  and  Fs  de- 
creases as  AC  becomes  smaller,  which  indicates  that  when  the  stages  are 
unequal,  Fr  and  Fa  do  not  have  the  same  value  for  each  stage.  From 
Fig.  144,  as  F^i  =  F^,  it  may  be  seen  that  for  equal  stages: 

F«  =  1  +  (l  -  cT^)^^  "  ^^  ^^^^ 

It  may  then  be  assumed  that  for  any  work  division,  the  reheat  factor  for 
the  heat  drop  AC  is  given  by  (36). 

As  an  example  of  appUcation,  the  pressures  of  Fig.  143  will  now  be 
determined  with  the  same  data  as  for  Fig.  141  and  a  heat  factor  of  0.6. 

Then  when  Pi  =  164.8  and  4>  =  156,  Ci  =  1193.3;  and  when  P2  = 
14r-7  and  4>  =  1.56,  C2  =  1018.0.     The  mean  heat  content  is: 

^        1193.3  +  1018       ..ci^aKTi^ 
C4  = ^ =  1105.65  B.t.u. 

A.tr  entropy  1.56  the  nearest  value  in  Peabody's  entropy  table  is  at  53.6  lb. 
and  285  degrees,  for  which  C  =  1105.2  and  this  will  be  taken  as  C^,  at 
entropy  <^x  (=  1.56).     From  (33): 

Cb  =  1105.2  +  [0.4  X  (1193.3  -  1105.2)]  =  1140.44  B.t.u. 

At  temperature  285  degrees,  the  entropy  (I>b  at  which  this  value  is 
found  is  between  1.60  and  1.91;  interpolation  gives  <t>B  =  1.607. 

At  4>A  =  1.66,  taking  AT  at  40  degrees,  20  degrees  on  either  side  of 
285  degrees: 

AC  A  =  1127.7  -  1082.1  =  45.6 

At  4>B  =  1.61,  for  20  degrees  either  side  of  285  degrees. 

AC*  =  1163.88  -  1116.36  =  47.52 
Then: 


ACj,      47.52 


=  1.041 


AC^      45.60 

The  ratio  R  is  given  by  (35),  and  is,  when  Ca  is  the  mean  between  Ci 

andCs: 

AC 
R  *  7^  =  1.041  or  1.04  nearly. 
ACa  ^ 

For  practical  application  a  portion  of  Fig.  144  may  be  omitted;  then 

16 
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Fig.  145  is  the  diagram  for  four  equal  stages  with  the  data  given 
determined. 

The  quantity  AC  is  the  same  for  each  stage ;  or : 


AC  = 


Ci  -  C,      1193.3  -  1018 


Up 


=  43.825 


Table  40 


1 

stage 

2 
Fd'AC 

'3 
Ci-XiFD'AC) 
at  ^  -  1.56 

4 

P 

(abs.) 

6 

Ci-X(F-AO 

6 

7 

Actual 

heat  drop 

8 

t 

1 

Steam 
chest 

45.15 

44.25 

43.40 
42.50 

1993.30 
45.1.5 

1148.15 
44.25 

1103.90 
43.40 

1060.50 
42.50 

1018.00 

164.80 

94.15 

52.33 

28.21 
14.70 

1193.30 
26.30 

1167.00 
26.30 

1140.70 
26.30 

1114.40 
26.30 

1088.10 

1.560 

1.584 

1.609 

1.636 
1.665 

1193.30 
1148.15 

1 

45.15 
1167  00 
1121.85 

4.5'^ 

2 

45.15 
1140.70 
1095.26 

7.8-S'^ 

3 

45.44 
1114.40 
1069.17 

14.3^:3 

4 

45  23 

25.0"^^ 

/^ 


Table  40  gives  the  steps  in  determining  intermediate  pressures^  and     ^ 
check  calculation  showing  actual  heat  drops  per  stage.     In  colmnn  ^^ 

F'AC  subtracted  from  the  heat  content  of  each 
stage  gives  the  amount  of  heat  available  for 
^'^^•^    adiabatic  expansion  in  the  following  stage.     The 
entropy,  column  6,  is  that  corresponding  to  the 
pressure  (column  4)  of  the  same  line. 

The  subtrahend  in  column  7  is  found  by 
following  down  the  entropy  given  in  the  same 
line  of  the  table,  to  the  pressure  given  in  the  line 
below. 

The  quantities  in  the  table  were  taken  from 
Peabody's  entropy  table  by  interpolation  and 
the  work  done  on  a  slide  rule.  The  heat  drop 
occurs  in  the  nozzles  connecting  the  compart- 
ments, and  which  really  belong  to  the  stage  related  to  the  compartment 
into  which  they  discharge. 


rffs'ASP 


Fio.  145. 
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An  alternative  method  which  possesses  some  advantages,  makes  use 
of  the  reheat  factor  instead  of  the  distribution  factor.     This  is  given  in 
Table  41.     In  column  2,  F«-AC,  for  stage  n  +  1,  is  subtracted  from  the 
heat  content;  the  resulting  heat  content  is  placed  in  the  line  below,  and 
at  the  original  entropy  the  corresponding  pressure  is  found — sometimes 
by  interpolation.     The  unused  heat  of  this  stage  (1  —  Fs)Fb'^C  (=  F^- 
^C  -  F'AC)  is  now  added,  and  at  the  pressure  just  found  the  new  entropy 
is  taken.    Fb'AC  of  the  following  stage  is  now  subtracted  and  the  re- 
sulting heat  content  down  this  new  entropy  line  locates  the  next  pressure, 
and  so  on. 

Table  41 


1 

stage 

2 

Cn-\-il'-F8)FR'/i^C 

3 
P 

4 

Steam 
chest 

1193.30 

45.15 

164.80 

1.5600 

1 

1148.15 
18.06 

94.15 

1.5840 

1166.21 
45.15 

2 

1121.06 
18.06 

52.24 

1139.12 
45.15 

1.6087 

3 

1093.97 
18.06 

27.83 

1.6343 

1112.03 
45.15 

4 

1066.88 

14.478 

The  specific  volume  for  any  pressure  used  for  determining  nozzle 
areas,  must  be  found  at  the  entropy  of  the  stage  above,  as  the  entropy 
of  each  stage  shows  the  increase  due  to  heat  degradation  in  that  stage, 
and  this  occurs  after  the  steam  leaves  the  nozzles,  with  the  exception  of  a 
slight  amount  due  to  nozzle  friction.     This  appUes  to  both  methods. 

The  check  of  this  latter  method  is  the  lowest  pressure,  and  had  Fa'^C, 
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been  moi-e  accurately  taken  as  45.14,  the  resulting  pressure  in  Table  4  ~I1 
would  have  been  more  nearly  14.7. 

The  value  of  A  is  found  as  before  from  (35),  and  Fa  easily  calculat( 
from  (36)^    The  necessity  of  determining  many  values  of  Fd  for  multi 
stage  turbines  is  obviated  and  much  labor  saved. 

Approximate  values  of  R  are  given  in  Table  42  for  various  pressui e 

ranges  and  heat  factors,  for  saturated  steam,  taken  from  Peabody. 


Table  42 


Heat  factor 

l"iO  lb 

gag«  to  28  in. 
vacuum                  I 

1 

1.09 

l.'iO  lb.  Rase  to  atmos- 
phere 

1.050 

Atmosi^ere  to  28  in. 
vacuum 

0.55 

1.040 

0.60 

1.06 

1.045 

1.035 

0.65 

1.07 

1.035 

1.030 

0.70 

1.06 

1.030 

1.025 

0.75 

1.05 

1.025 

1.020 

Superheated  Steam, — The  direct  method  of  pressure  distribution  ju^^^ 
given  will  not  give  as  accurate  results  when  applied  to  superheated  steans-  J 
an  inspection  of  a  T(l>  Diagram  shows  this.     Assuming  the  nozzles  to  h^ 
designed  for  saturated  steam,  and  the  same  heat  factor  in  each  case,  th^ 
nozzles,  from  (11),  will  accommodate  less  superheated  steam,  but  frond 
(3),  less  superheated  steam  is  required  for  the  same  power. 

The  entropy  diagram  for  superheated  steam  is  givc»n  in  Fig.  146.  The 
dotted  lines,  as  bcforo,  show  assumed  entropy  changes  due  to  nozzle 
friction,  while  the  shaded  areas  are  available  adiabatic  heat  drops  per 
stage.  With  less  initial  superheat,  the  lower  stages  would  be  like  those 
of  Fig.  143. 

For  any  pressures,  heat  drops  may  be  determined  as  by  the  method 
given  for  columns  5  to  7  of  Table  40.  This  assumes  that  the  nozzle  areas 
are  determined  for  these  pressures,  heat  drops  and  specific  volumes,  and 
that  the  actual  heat  factor  is  the  value  used  in  the  calculations. 

Velocity  Due  to  Reheating, — Early  in  the  present  paragraph  it  was 
assumed  in  Formula  (31)  that  the  heat  available  for  producing  velocity  is 
(Ci  —  C2)/np,  Later  it  was  shown  that  heat  drop  along  the  new  entropy 
due  to  reheating  is  the  available  heat;  and  while  a  smaller  percentage  of 
this  is  converted  into  work  (as  discussed  under  Effect  of  Heat  Factor), 
there  seems  to  be  no  reason  why  it  should  not  be  available  for  producing 
velocity  if  we  assume  that  all  of  the  energy  of  residual  velocity  is  used  for 
reheating.     With  this  assumption   (Ci  —  C%)/np  should  be  multiplied 
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by  Fo,  or,  more  generally,  each  part  of  Ci  —  Cj,  or  AC,  for  any  distribu- 
tion, should  b«  multiplied  by  the  reheat  factor  Fa  for  that  stage,  the  quan- 

ti4;y  Fm-^C  being  the  heat  drop  along  the  entropy  found  for  a  given 

stage.     11)6   quantity   AC  is   the 

desired  fraction  of  the  total  heat 

drop  before  being  multiplied  by 

the  distribution  factor  Fd- 

For  saturated  steam  Fa  may 

be  found  from  (36)  for  any  work 

division.    The  formula  for  velocity 

then  becomes: 
V  =  223.7V{1  -  y)FB-^C    (37) 
The  sum  of  the  products  Fr-^C 

is   greater  than  Ci  —  d,  but  the 

unused   heat  in  the  stages  of  a 

ixiulti-etage  turbine  is  available  to 

cause  flow  intothe  following  stages, 

^vhile  in  the  single-stage  turbine 

the  surplus  energy  due  to  residual 

"v-clocity  is  discharged  at  the  lo>ver 

l>re8Bure  limit  and  is  no  longer 
available.  The  actual  work  done, 
however,  is  the  product  of  Ci  —  Cj 
and  F,  so  that  apparently  the 
Velocity  increase  is  not  available 
for  increased  work;  in  view  of  this 
it  may  perhaps  be  permissible  to 
ignore  Fm  in  drawing  velocity  dia- 
grams and  in  area  calculations, 
or  to  make  some  allowance  for  it 
in  choosing  the  friction  factor  y. 

General   Dimensions.  —  Equat- 
ing (11)  and  (13)  gives: 


femO'sina  = 
from  which: 


lAAw\ 


^-6.77^^ 


(38) 


(39) 


Fio.   US. 


\kmV  sin  a 

where  D  is  the  diameter  in  inches  at  pitch  circle  of  blades,  guides  or  noz- 
zles. In  determining  conditions,  or  analyzing,  ib  may  also  be  desirable  to 
solve  for  other  quantities  in  (38), 
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With  impulse  turbines  the  value  of  m  for  maximum  ratio  of  blade 
length  to  diameter  of  pitch  circle  will  give  the  minimum  wheel  diameter 
for  the  last  stage;  this  is  found  by  multiplying  this  ratio  by  the  ratio 
di/dt  found  from  (19).  Then  V  and  v  are  for  the  discharge  from  the 
last  nozzles.  V  may  depend  upon  S,  which  has  been  previously  fixed, 
or,  vice  versay  their  relation  being  given  by  the  velocity  diagram.  Then 
Ny  the  r.p.m.,  is  given  by: 

S        or,        N  =  229 


12  X  60  '  —  D 

Some  limiting  values  of  in  were  given  in  Par.  86. 

According  to  Martin,  in  a  pressurenstage  turbine  with  single  velocity 
stages,  with  a  28-in.  vacuum,  D*  should  not  be  less  that  0.57  X  output  in 
kw. 

The  relation  between  diameter,  speed,  number  of  stages  and  efficiency 
is  mentioned  in  Par.  95. 

Multiplying  (38)  by  S  and  substituting  the  value  of  w  in  terms  of  (3) 
gives:  

Z)-19.5''  ^ 


kmNF{Ci  -  Cj)  sin  a 


kwv 


3/  V 


"  ^^"^  \  kmcM  NF{Ci  -  C)  sin  a  ^^^ 

The  value  of  v  (or  x,  from  which  v  may  be  computed)  may  be  found 
at  the  pressure  within  the  stage  considered,  and  at  the  value  of  heat 
content  equal  to: 

Cx  =  Cn  +  (1  -  F)  (Ci  -  Cn)  -  (1  -  Fa)Fn^nC  (40a) 

The  subscript  n  refers  to  any  stage;  Cn  is  the  heat  content  at  the  pressure 
considered,  at  the  same  entropy  as  Ci,  and  AnC  is  the  heat  drop  for  the 
stage,  along  the  same  entropy.  It  is  accurate  enough  for  most  purposes, 
especially  with  reaction  turbines,  to  take  F  instead  of  Fa  and  omit  Fb\ 
then 

Cx  =  Cn  +  (1  -  F)  (Ci  -Cn-  AnC)  (406) 

Formula  (40)  is  convenient,  as  the  effect  of  the  various  factors  may  be 
readily  seen. 

Number  of  Equal  Stages, — As  calculations  to  determine  the  number  of 
stages  seldom  results  in  a  whole  number,  the  influence  of  reheating  will 
be  neglected  and  the  simpler  formulas  used  Two  factors  influence  the 
number  of  pressure  stages:  first,  the  form  of  nozzles,  and  second,  the 
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3ripheral  speed.  If  convergent  nozzles  are  to  be  used,  the  heat  drop 
C  in  any  stage  must  be  no  greater  than  that  due  to  a  pressure  drop  to 
.58  of  the  pressure  in  the  preoedmg  stage;  then: 

nP  ?  —^^  (41) 

With  less  pressure  stages  and  a  greater  heat  drop,  divergent  (con- 
ergent-divergent)  nozzles  must  be  used. 

If  S  is  the  limiting  factor,  V  may  be  found  after  the  velocity  diagram 
5  designed;  then  solving  for  Up  in  (31)  gives: 

-  50,000 ,,         .,^        ^ . 

The  actual  value  of  AC,  or  of  V  and  S  may  then  be  determined  if  np  is 
laken  at  the  nearest  whole  number  which  will  not  exceed  the  limits 
mposed. 

Uneqiud  wheel  diameters  are  sometimes  employed  to  avoid  extreme 
^lade  lengths.  This  leads  to  unequal  stages  and  sometimes  to  the  reduc- 
tion of  the  number  of  stages.  If  the  same  form  of  velocity  diagram  is 
used  in  each  stage,  V  is  proportional  to  S,  which  is  proportional  in  turn  to 
D;  then  if  nozzle  friction  is  assumed  the  same,  the  heat  drop  is  propor- 
tional to  Dy  and  for  any  stage,  with  these  assumptions: 

^g         ^  (43) 

Ci  -C  2     ^D^  ^  ^ 

D  may  be  determined  by  (39)  for  the  last  stage  by  assuming  F,  and 
the  design  worked  along  stage  by  stage  toward  high-pressure  end,  re- 
ducing wheel  diameters  at  discretion  and  checking  by  (38)  for  blade 
lengths.  Assuming  D  and  S,  V  may  be  calculated  tentatively,  and  heat 
drop  AC  may  be  found  from  (37),  neglecting  Fr;  then  from  (36),  F« 
naay  be  found,  from  which  V,  S  and  D  may  be  corrected,  using  (37)  for 
calculating  V.  The  corrected  relation  bewteen  heat  drop  and  pitch 
diameter  would  then  be,  for  similar  velocity  diagrams: 

F^(l  -  y)AC     ^   p^ 
S[F«(1  -  y)AC]       "SD2 

but  the  error  is  slight. 

If  convergent  nozzles  are  to  be  used,  divide  the  absolute  condenser 
pressure  by  0.68  to  obtain  the  absolute  pressure  in  the  preceding  stage; 
the  heat  drop  AC  between  these  pressures  will  be  that  for  the  last  stage, 
and  V  may  be  foimd  from  (37)  instead  of  assumed.  This  will  determine 
S,  which  may  be  greater  or  less  than  desired  and  a  compromise  must  be 
Qiade. 
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Another  method  is  to  start  from  the  high-pressure  end  with  the 
assumption  of  equal  stages  and  equal  diameters.  If  toward  the  low-pres- 
sure end  the  blades  are  too  long,  the  wheel  diameter  may  be  increased,  V 
increasing  in  proportion,  until  m  in  (38)  is  not  too  large;  if  the  form  of 
velocity  diagram  is  not  changed,  D/V  is  constant  and  m  varies  inversely 
as  D^,  A  greater  heat  drop  will  accompany  an  increase  in  diameter  and 
the  remaining  stages  must  reduce  the  heat  content  to  exactly  C2.  The 
values  of  AC  should  check  with  (43)  for  similar  velocity  diagrams;  they 
may  then  be  laid  off  on  Fig.  144  and  the  design  completed. 

In  some  of  the  modern  large  multi-stage  turbines  the  wheels  increase 
in  diameter  from  the  first  stage  to  the  last.  There  is  a  single  velocity 
stage  in  each  pressure  stage,  with  full  peripheral  admission.  The  work 
per  stage  necessarily  increases  toward  the  low-pressure  end  of  the  turbine. 

Conservation  of  Residual  Velocity. — The  higher  stages  of  most  pressure- 
stage  turbines  have  partial  admission;  that  is,  steam  is  admitted  through 
but  a  portion  of  the  periphery.  The  reason  for  this  is,  that  otherwise 
extremely  short  blades  are  required  to  keep  the  nozzle  area  to  the  required 
amount.  The  blades  are  then  kept  an  appreciable  distance  from  the 
next  set  of  nozzles  in  order  to  allow  the  steam  to  spread  out  and  fill  the 
nozzles.  With  admission  around  the  entire  periphery,  equal  wheel 
diameters,  and  clearance  on  the  discharge  side  reduced  to  about  one-half 
the  blade  width,  a  good  percentage  of  the  residual  velocity  is  available 
as  initial  velocity  of  entrance  to  the  nozzles.  For  any  stage  thus  situated 
the  available  energy  is : 

(22^7)^=  ^£7)'  +  ^^^^^^ 

=  (^-^)[^+F^c(2l^7)>-^^ 

=  (  1  -  2/)  (1+  m)  Fa'^C  (44) 

where  z  is  the  fraction  of  residual  energy  available  as  kinetic  energy,  and 
Vr  is  the  residual  velocity  of  the  preceding  stage. 

The  value  of  F  should  be  nearly  1  -h  m  times  its  value  without  con- 
servation of  residual  energy  and  this  slightly  reduces  F^,  making  it 
difficult  to  arrive  at  exact  values.    The  fraction  of  increase: 

may  be  determined  approximately  by  taking: 

AC  = 


Ci  —  C2 


np 


1^ 


THE  STEAM  TURBINE  249 

or  dividing  unequally  along  the  adiabatic  as  previously  described,  as 
F/,*  will  have  the  same  ratio  to  F^-AC  as  when  the  correction  is  made. 

In  order  to  have  V  the  same  in  each  stage  the  available  energy  must 
be  the  same.  For  the  stages  in  which  there  is  no  conservation — the 
stages  with  partial  admission — let: 


(2^77)  '-{'-y)  ^'--^'^ 


This  must  equal  the  value  given  by  (44) ;  as  the  stages  are  so  nearly  equal, 
F'jB  may  be  taken  as  equal  to  Fr,  and  y  may  be  assumed  the  same  for 
each  stage.     Then: 

A'C  =  (1  +  m)  AC  (46) 

If  tip  and  n'p  denote  the  number  of  stages  with  and  without  conserva- 
tion respectively,  it  is  obvious  that: 

Ci  -  C2  =  n'pA'C  +  npAC 

=  AC[nV(l  +  m)  +  np] 
Then: 

AC  =  -TT^-lv"  f  1  (47) 

np{l  +  ia)  +  Up 

Taking  A'C from  (46),  a  diagram  similar  to  Fig.  144  may  be  constructed, 
and  the  proper  assignments  per  stage  made. 

For  the  value  of  z  in  (44),  Peabody  gives  0.9;  Martin  gives  0.4  to  0.5 
when  the  clearance  between  the  wheels  and  diaphragms  is  reduced  to  a 
minimum,  and  the  entrances  to  the  guide  blades  are  properly  formed  to 
receive  the  discharge  from  the  preceding  wheel.  When  the  stages  are 
not  nearly  equal,  or  part  of  them  contain  velocity  stages,  the  calculation 
becomes  involved;  trial  and  error  must  be  resorted  to  and  check  calcula- 
tions made. 

The  foregoing  discussion  will  give  some  idea  of  the  conservation  of  the 
energy  of  discharge;  aside  from  increasing  the  heat  factor  between  5  and 
10  per  cent.,  it  is  probably  permissible  to  arrange  blading  to  take  advan- 
ce of  conservation  but  neglect  it  in  calculation. 

91.  Pressure-velocity-stage  impulse  turbines  have  two  or  more 
vdocity  stages  in  one  or  more  of  the  pressure  stages.  The  simplest  case 
is  the  stationary  Curtis  turbine  built  for  small  powers  by  the  General 
Electric  C!o.  There  are  usually  two  pressure  stages,  with  two,  and  some- 
times three  velocity  stages  in  each.  In  this  turbine  the  rim  velocity 
varies  inversely  as  the  number  of  velocity  stages  and  as  the  square  root 
of  the  number  of  pressure  stages.    Due  to  fewer  pressure  stages  the  heat 


260  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

drop  per  stage  is  so  large  that  diverging  nozzles  are  required.  The 
velocity  diagram  for  each  stage  is  similar  to  Fig.  140  for  two  velocity  stages, 
from  which  V  may  be  measured  or  calculated  for  a  desired  value  of  S, 
Then  AC  for  each  stage  may  be  calculated  from  (37),  and  the  required 
number  of  pressure  stages  from  (41) ;  the  design  may  then  proceed  as  for 
any  pressure-stage  turbine  with  equal  pressure  stages. 

A  not  uncommon  arrangement  is  to  place  two  velocity  stages  in  the 
first  pressure  stage  only,  reducing  the  pressiu-e  and  the  number  of  stages. 
The  velocity  diagrams  may  be  designed  and  the  values  of  V  obtained. 
Sometimes  S  may  be  the  same  for  the  one-stage  and  two-stage  diagrams, 
but  often  the  two-stage  wheels  are  made  smaller — though  sometimes 
larger — in  diameter;  in  any  case  V  is  greater  for  the  first  stage  and  the 
heat  drop  AC  will  be  greater.     In  general : 

^^g      =  ^5.^  (48) 

Ci  -  C,      SF*  ^^^ 

the  subscript  n  denoting  any  stage.  27^  may  be  solved  for,  and  sub- 
tracting successively  F*i,  V%  etc.,  the  number  of  stages  may  be  deter- 
mined. The  distribution  factors  may  be  neglected  for  the  present,  the 
pressiu'es,  specific  volumes  and  areas  being  approximate;  then  the  blade 
lengths  may  be  checked  by  (38)  as  the  calculating  proceeds  toward  the 
low-pressure  end,  and  an  increase  in  diameter  may  be  desirable.  It  may 
be  necessary  to  increase  the  diameter  of  the  last  one  or  two  wheels  to  bave 
27*  entirely  accounted  for.  This  is  equivalent  to  the  second  method 
under  unequal  wheel  diameters  in  the  preceding  paragraph,  and  is  more 
general.  As  previously  stated,  in  finding  AC  from  (37),  Fji  may  first  be 
neglected,  but  from  the  value  so  found,  Fr  may  be  obtained  from  (36) 
and  AC  recalculated  by  (37)  with  sufficient  accuracy. 

As  with  Formula  (43),  (48)  is  more  correctly  stated: 

Fail  -  y)AnC]        Vn^ 
2[F«(1  -  y)AnC      2F** 

The  method  just  outlined  is  appUcable  to  any  arrangement,  such  for 
instance,  as  the  Curtis  marine  turbine  referred  to  in  Par.  12,  Chap.  IV. 
When  the  approximate  calculation  is  complete  and  the  number  and  pitch 
diameter  of  the  wheels  determined,  the  values  of  AC  may  be  laid  oflF  on  a 
diagram  such  as  Fig.  144  and  the  nozzle  and  blade  dimensions  checked. 
In  the  preliminary  calculations,  nozzle  exits  only  need  be  determined. 

92.  Trajectory  and  Lead. — The  actual  path  of  the  steam  in  its  pas- 
sage through  the  moving  vanes  of  a  turbine  is  known  as  the  trajectory. 
The  relative  velocity  of  steam  V^  in  impulse  blading  is  constant  if  we 
neglect  the  effect  of  friction,  which  for  simphcity  will  be  done  in  the 
present  discussion. 
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Let  the  concave  surface  of  a  blade  in  F^.  147  be  divided  into  a  number 
of  parta  and  lettered  a,  b,  c,  etc.  When  the  steam  of  velocity  Vy  has 
passed  over  the  distance  oA,  the  blade  has  moved  the  distance  bb'  due 
to  its  velocity  S;  then: 


(49) 


is  tiie  distance  the  blade  travels  in  the  time  it  takes  a  particle  of  steam 
to  pass  over  its  surface.  The  distances  ab,  ae,  etc.,  must  be  measured 
along  the  curve;  a  flexible  scale  may  be  used  for  this,  or  a  close  approxima- 
tion may  be  made  by  small  divisions  on  a  large  scale  drawing. 

Trajectoriea  are  shown  in  Fig. 
148  for  a  number  of  ratios  of  S 
to  V. 

The  convex  side  of  the  blade  is 
different  in  form  and  gives  another 
path;  by  tracing  the  trajectories  of 
both  sides  as  in  Fig.  149,  some  idea 
may  be  obtained  of  the  path  of  the 
Btreatu   as   it   passes   between   the  p^ 

blades.    An   example   of   a   simple 

wheel  in  which  a  =  20  and  S  =  N  cos  a/2,  is  given  in  Fig.  149,  and 
for  a  2-velocity-6tage  wheel  in  which  S  =  V  cos  a/5  in  Fig.  150, 

Lead. — In  pressure  stages  with  partial  admission  in  which  there  is 
coDjiderable  space  between  the  wheel  and  the  next  set  of  nozzles,  the 
residual  energy  of  the  jet  is  dissipated  and  there  is  little  or  no  initial  velo- 
city of  entrance,  so  it  makes  httle  difference  where  the  succeeding  noz- 
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zles  are  located;  but  if  the  clearaDce  ia  small,  so  that  part  of  this 
might  be  utilized,  the  nozzles  should  be  placed  so  as  to  receive  thiii 
aidual  steam  with  as  httle  lose  as  possible.  This  may  be  done  by  fiiM&i| 
the  distance  passed  over  as  the  steam  pames  through  the  blades  u  jri 
described,  and  placing  the  next  set  of  nozzles  so  as  to  receive 
chaise;  as  this  set  usually  subtends  a  larger  arc  than  those  preceding,^ 
little  difficulty  is  experienced.  Where  there  are  two  or  more  vdociq 
singes  with  partial  admission,  it  is  absolutely  necessary  for  the  guidtstt 


(^G.   150. 

he  mt  pliKMHl  (h»t  nil  of  the  steam  discharged  from  one  wheel  will  b( 
diit'ctrti  to  the  next:  il  is  well  in  this  case  to  provide  one  or  two  artn 
giiiilcs  ut  <\ifh  end  of  thon>w.  For  marine  turbines  run  at  variable  speeds, 
eno\igh  iKlditiiinnl  guides  must  Ix-  provided  for  the  extremes  of  speed. 
In  usiiin  fornuiW  fnr  finding  the  trajectorj-,  the  average  velocitj 
Houlii  imilmbly  Ih'  niim^  corri^'t.  This  may  be  found  by  assuming  th« 
friotion  liiss  uniform  throughout  the  passage.  Between  entrance  ani 
exit  the  fraction  t>f  loss  is  1  —  y;  at  the  point  b  it  is: 
,ib   ,  . 
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in  which  ae  is  the  total  length  of  the  passage  measured  along  the  surface 
of  the  blade.     The  velocity  coefficient  between  a  and  b  is  then: 


and  the  velocity  at  b  is: 


1-^(1-9) 
ae 


F.[i-ga-„] 


The  average  velocity  between  a  and  b  is: 

ab 


2 


\         ae      2     / 


"-^^^-^ 


Then: 


Fio.  151. 


66'  =o6 


S 


'  ('  -  s--y-') 


(50) 


The  distance  cc  may  be  found  by  using  ac  instead  of  ofc,  and  in  like 
nianner  other  points  on  the  curve  may  be  found.  At  exit,  where  ab  is 
changed  to  ae: 

^'  =  <^  V.d  Iq)  ^^^ 

Formula  (50a)  may  be  used  for  finding  the  lead.  Fig.  151  shows  the 
arrangement  of  nozzles  and  guide  blades  for  two  velocity  stages,  the 
dotted  Unes  showing  the  theoretical  limits  of  the  steam  path.  The  lines 
from  nozzles  to  blades  follow  the  direction  of  the  stream  from  the  nozzles, 
while  from  moving  blades  to  guides  the  direction  is  tangent  to  the  trajec- 
tory curves  at  exit. 
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Due  to  variable  velocity  of  steam  in  reaction  blading,  it  is  not  pract/* 
cable  to  find  the  trajectory;  and  as  the  passages  form  convergent  nosdes 
in  which  expansion  occurs,  and  there  is  full  admission,  it  is  not  important 

It  is  desirable  to  draw  trajectory  curves  for  both  front  and  back  sur- 
faces of  the  passage  for  all  moving  blades.  If  the  cm^es  are  not  smootii) 
and  free  from  too  sudden  changes,  the  blade  form  should  be  modified  if  the 
best  efficiency  is  desired. 

If  friction  is  neglected,  (50)  may  be  written: 

W  __S_ 
ab       Vs 

Then  it  is  obvious  from  Fig.  133  that  for  the  convex  side  of  the  blade  the 
trajectory  along  the  straight  portion  at  entrance  will  be  parallel  to  the 
jet  from  the  nozzle.    If  friction  is  considered,  (50)  may  be  written: 

W^  S 

ab       ^r   /-       o6    1  —  g> 


\        ae       2    / 


Then  in  order  that  the  trajectory  at  entrance  may  be  parallel  to  the  jet  so 
as  not  to  have  a  retarding  influence  on  the  back  of  the  blade,  66'  must  be 
greater,  making  the  entrance  angle  greater  than  0  as  shown  in  Fig.  135. 

93.  The  Reaction  Turbine. 
The  essential  featiu*e  of  the 
reaction  turbine  is  the  ex- 
pansion of  steam  in  the  mov- 
ing blades.  The  guides  cor- 
respond to  the  nozzles 
between  stages  in  a  pres- 
sure-stage impulse  turbine 
and  present  no  new  feature. 
Although  the  principle  is 
simple,  the  large  number  of 
stages  makes  a  detailed 
analysis  difficult  due  to  the 
resulting  accumulation  of  error  if  correct  coefficients  are  not  used.  It 
has  been  stated  that  the  design  of  reaction  turbines  is  based  upon  empirical 
rules  fixed  by  experience,  to  a  larger  extent  than  fojf  other  turbines.  Be 
that  as  it  may,  considerable  deviation  from  the  conditions  indicated  by 
theory  is  practised  in  the  interest  of  simplified  construction,  with  appar- 
ently no  deleterious  effect  upon  efficiency.  The  same  general  method 
will  be  used  as  in  the  study  of  the  impulse  turbine,  with  certain  modi- 
fications found  desirable  for  this  type. 


FiQ.  152. 
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Reaction  Blading. — ^The  velocity  diagram  is  similar  to  that  of  the 
^pulse  turbine  as  shown  in  Fig.  152.  Vx  is  always  greater  than  Vjf  due 
to  expansion  between  the  blades  caused  by  heat  drop  AC.  The  effect 
of  friction  may  not  well  be  shown  on  the  diagram. 

If  Fig.  152  is  for  the  first  stage,  V  is  due  to  the  heat  drop  only,  but  if 
/or  any  following  stage  it  is  due  to  the  heat  drop  and  also  the  residual  ve- 
locity Vb  from  the  preceding  row  of  blades.  Likewise  the  exit  velocity 
Vz  from  the  moving  blades  is  due  to  the  relative  velocity  V^  at  entrance, 
and  the  expansion  due  to  the  heat  drop  AC. 

As  already  stated  in  Par.  84,  the  angle  of  discharge  of  both  blades  and 
guides  depends  upon  the  pitch  and  setting  of  the  blades  and  is  not  obvious 
from  the  drawing,  but  that  has  no  special  bearing  upon  our  calculations, 
as  the  blades  are  assumed  to  be  set  to  secure  the  angles  desired,  and 
shown  upon  the  velocity  diagram. 

The  forces  acting  upon  the  blades  are  determined  as  in  Par.  86  for  the 
impulse  turbine,  and  are: 


and: 


fw=~{Vcoaa+Vx  cos  <t>  -  8)  (61) 


/,  =  !?  (y  sin  a  -  Vx  sin  <t>)  (62) 


For  any  but  the  first  set  of  guides — which  are  really  the  first  set  of 
nozzles — ^let  AoC  be  the  heat  drop,  and  let  A^C  be  the  heat  drop  for  the 
following  row  of  blades  including  reheating;  then  equating  energy: 


2 


2 


(^)=iA.C+i(2^) 
and: 

where  i  and  j  are  coefficients  making  allowance  for  losses. 

It  is  convenient  to  consider  one  row  each  of  guides  and  blades  as  a 
stage;  then  for  one  stage,  the  available  heat  is: 

Ea'AC      AbC  +  AoC ^^^-. (53) 

It  is  usual  to  assume  that  Vx  =  F,  and  F«  =  Fj^;  it  then  follows 
that  ♦  =  a,  and  6  =  d.    Then  (53)  becomes : 

72  _  yy  2 

which  is  the  heat  drop  per  stage  (for  one  row  each  of  guides  and  blades). 
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Also  (51)  and  (52)  become:  1^ 

fw  =  ^-  (2V  cos  a  -  S) 

g 

=  '^7(2co8a-|)  (55) 

and: 

From  Fig.  152: 

Vy^  =  V^  sin2  a  +  (F  cos  a  -  Sy 

S  /^  S^ 


=  72[l  -  ^(2co8a  -  ^)]  (55a) 


Es  =  TlSwF^'AC  =  ^X'  [l  -  i[l  -  y  (2  cos  a  -  y)  ]]  (56) 


Then  the  energy  supply  in  foot-pounds  per  second  received  by  each 
stage  is: 

gi 

As  mentioned  in  connection  with  impulse  turbines,  Fr  may  be  neglec- 
ted in  preliminary  calculations,  and  it  is  not  altogether  clear  whether 
values  of  i  and  j  given  by  Martin  were  based  upon  FrAC  or  AC;  if  the 
latter,  Fb  may  be  neglected. 

The  work  done  in  foot-pounds  per  second,  per  stage  is: 

E^  =  US  =  -  —  (2  cos  a  -  I)  (57) 

The  diagram  efficiency  is  then : 

^^    Es  -]      .r.      s7_         S\i  ^^^ 

l-j[l-  |^(2C0Sa-y)J 

More  general  values  of  fw  and  AC  given  by  (51)  and  (53)  may  be  used 
in  (57)  and  (56)  for  determining  €d,  but  (58)  gives  a  good  idea  of  the 
relative  effects  of  different  values  of  a  and  S/V. 

Martin  gives  z  =  0.9  and  j  =  0.52,  which  were  found  by  analyzing 
the  performance  of  a  large  high-pressure  marine  turbine,  but  he  adopts 
the  values: 

i  =  0.89  and  j  =  0.5. 

As  many  reaction  turbines  have  open-ended  blades  and  guides,  there 
is  tip  leakage,  and  only  a  portion  of  the  steam  docs  useful  work.  Fig. 
153  is  a  diagram  showing  the  arrangement  of  blades  and  guides,  d  being 
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the  blade  length  and  e  the  tip  clearance.  The  flow  through  passages  of 
this  kind  presents  a  very  comphcated  problem  and  the  fraction  of  the 
Bteam  passed  through  which  may  be  assumed  to  be  effectively  applied  is 
not  obvious;  but  Martin  gives  it  as: 

d-c 

d+Xc 


y////}/////m//////////o^^ii,'^^}/w^y^^^^^ 


He  gives  for  normal  blades,  X  =>  2.15  (or  =  18°  -  30');  for  semi-wing 
bUdw,  X  -  1.1  {a.  =  28"  30') ;  and  for  wing  blades  X  =  0.6  (a  =  38°  30')- 
The efficiency  of  the  blading  is  then: 


N^ecting  leakage  from  shaft  glands  and 
other  packings,  the  heat  actually  converted 
into  work  is : 

SeBfB-AC  =  F(C, -C). 
If  t%  and  Fa  are  assumed  constant,  it  is  ap- 
parent that: 

■  F  =  CsFh.  (60) 

The  average  value  of  e^t  may  be  taken, 
ud  (60)  used  to  obtain  an  approximate  value        , 
(rf  the  total  heat  factor.     The  loss  by  leak^e    ^ 
it  about  4  or  5  per  cent.,  and  this  may  be    <^^ 
deducted  from  the  value  found  by  (60).    As 
Ft  -  F/Fm,  (60)  reduces  to  Fg  =  ee,  which  is 
>Deariytrue  for  the  reaction  turbine,  aa  ea,  the  blade  efficiency  accounts 
Iw  Jl  losses  except  gland  leakage. 


—Shrouded  bladea 
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The  blading  of  some  reaction  turbines  is  shrouded,  as  shown  in  Fig. 
154,  with  the  idea  of  preventing  tip  leakage.  Jude  says  that  if  shrouded 
blades  or  guides  have  their  roots  raised  above  the  level  of  the  drum  or 
casing,  the  remedy  is  worse  than  the  evil,  unless  such  construction  allows 
a  working  clearance  of  less  than  one-half  of  that  used  in  the  ordinary 
construction. 

Work  Division, — As  explained  in  Chap.  IV,  the  reaction  turbine  con- 
sists usually  of  several  q/linders,  and  upon  each  cylinder  are  several  groups, 
or  barrels,  each  of  which  are  made  up  of  several  rows  of  moving  blades  or 
stages.  The  blades  of  a  group  are  all  of  the  same  length,  although  theo- 
retically they  should  increase  gradually  to  allow  for  the  increased  volume. 
The  pressure  drop  in  each  row  i^  so  small  that  the  ratio  of  final  to  initial 
pressure  is  always  greater  than  0.58;  therefore  the  passages  should  be 
converging,  as  explained  in  Par.  84,  and  even  though  the  theoretical  in- 
crease in  blade  length  were  effected  in  practice,  the  length  of  each  blade 
or  guide  would  be  constant. 

Fig.  28,  Chap.  IV,  shows  a  drum  divided  into  cylinders  and  barrels.  It 
is  obvious  that  at  entrance  to  the  first  stages  of  each  cylinder,  and  in  some 
cases  of  the  dififerent  groups,  there  will  be  no  initial  velocity,  and  a  treat- 
ment similar  to  that  in  the  preceding  paragraph  for  conservation  of 
residual  velocity  may  be  applied,  allowing  a  greater  heat  assignment  to 
these  stages.  In  view  of  the  large  number  of  stages,  the  difference  is 
insignificant  and  will  be  neglected. 

The  blades  of  a  group  are  usually  identical  in  form  and  setting,  but 
sometimes  the  blades  are  "gaged"  so  as  to  keep  the  velocity  of  discharge 
constant  throughout  the  group.  The  gaging  consists  in  setting  the 
blades  for  a  larger  discharge  angle;  this  gives  an  increased  area  as  shown 
by  (12),  thus  fulfilUng  the  theoretical  requirement  which  would  also  be 
obtained  by  increasing  blade  length  with  a  constant  discharge  angle. 
In  the  present  discussion  angles  will  be  assumed  constant,  or  an  average 
value  will  be  assumed  for  a,  and  calculations  for  height  of  blades  will  be 
at  the  center  of  the  group,  or  for  the  average  height  if  the  blades  were 
assumed  to  progress  in  height  as  called  for  theoretically. 

The  values  of  a  and  S/V  are  selected  to  give  a  good  diagram 
efficiency,  and  the  values  of  S  for  the  largest  and  smallest  cylinders  are 
usually  determined.  The  heat  drop  per  stage  may  be  found  for  any 
group  from  (54),  neglecting  Fr.  Let  subscripts  1,  2,  etc.,  denote  the 
different  groups,  beginning  with  the  high-pressure  end,  the  groups  being 
arranged  on  the  different  cylinders.  Then  if  n  is  the  niunber  of  stages 
in  a  group: 

niAiC  +  nr^tC  +  n^^C  ....  ^  Ci  -  Ct  (61) 
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The  groups  may  be  arraaged  tentatively  and  calculations  started  from 
either  end. 

If  there  are  three  cylinders,  which  is  common  in  practice,  the  work 
may  be  equally  divided  between  them,  or  approximately  so;  Martin 
Bays  that  the  high  and  intermediate  cylinders  each  do  3^  of  the  work, 
and  the  low-pressure  cyUnder  the  rest.  Any  division  of  work  may  be 
aasimied  and  the  heat  quantity  2n-AC  for  each  cylinder  may  be  laid  off 
on  a  diagram  such  as  Fig.  144.  Then  the  groups  may  be  arranged  for 
each  cylinder.     As  the  increase  of  volume  is  slower  in  the  upper  stages, 


the  number  of  rows  per  group  would  naturally  be  greater  at  the  high- 
pressure  end,  decreasing  toward  the  low-pressure  end,  but  this  is  appar- 
eotly  not  always  so  in  practice. 

When  the  adiabatic  heat  drop  Ci  —  Ci  has  been  arranged,  the  appor- 
tionment diagram  may  be  something  Uke  Fig.  155,  which  is  assumed  to 
give  equal  work  for  each  cyUnder.  Two  barrels  per  cyhnder  are  shown, 
but  there  are  usually  more. 

It  was  stated  that  blade  heights  would  be  determined  at  the  center  of 
each  group,  or,  at  half  the  heat  drop.  It  is  possible  that  some  other  heat 
drop  might  be  preferable,  but  when  this  is  determined,  it  becomes  neces- 
sary to  find  the  pressures  at  these  points  in  order  to  find  the  specific 
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volumes  to  be  used  in  determining  blade  heights.     Assuming  the  center 

of  the  group — although  any  other  point  would  offer  no  difficulty — the 

first  heat  drop  is: 

-       nrAiC 

^  =  ^- 

Then  Ci  —  FdaA  gives  the  heat  content  at  the  center  of  the  first  group 
at  the  original  entropy,  and  the  pressure  Pi  may  be  found.  Fd  is  taken 
at  the  center  of  the  heat  drop  as  explained  in  Par.  90.  FmB,  Ftxfi,  FddD, 
etc.,  may  be  subtracted  in  succession  and  the  pressures  at  the  center 
of  each  group  determined.  Then  the  new  entropies  and  specific  volumes 
may  be  found  as  described  in  Par.  90,  and  the  necessary  area  found 
from  (11),  using  the  value  of  V  already  determined.  Blade  height  d 
may  be  found  from  (12),  taking  fc  =  1,  or  m  may  be  found  from  (13), 
and  this  should  be  within  practical  Umits,  which  will  be  considered 
presently. 

Disc-andrdrum  Type, — Various  combinations  of  impulse  and  reaction 
turbines  are  built,  and  as  discs  are  generally  used  for  the  former  and 
drums  for  the  latter,  the  above  name  is  sometimes  used.  In  some  there 
is  an  impulse  pressure  stage  containing  two  velocity  stages,  followed  by  a 
large  number  of  reaction  stages,  sometimes  divided  into  two  parts,  form- 
ing a  double-flow  turbine.  The  Tosi  marine  tiu-bine  described  by  Martin 
has  six  impulse  pressure  stages,  the  first  containing  four  velocity  stages, 
the  remainder  three;  this  is  followed  by  a  reaction  drum  containing  four- 
teen stages — or  rows  of  moving  blades. 

From  what  has  preceded,  no  detailed  method  of  design  need  be  given 
for  this  type;  the  procedure  may  be  similar  to  the  design  of  the  pressure- 
stage  turbine  with  velocity  stages  in  the  first  stage. 

94.  Practical  Notes  on  Reaction  Turbines. — Few  cases  arise  in  turbine 
design  in  which  conditions  may  be  fixed  by  the  application  of  theoretical 
formulas;  many  preliminary  calculations  and  alterations  must  be  made 
before  the  final  design  is  complete.  However,  empirical  rules  are  formu- 
lated during  the  progress  of  an  art  which  greatly  facilitate  design,  and  a 
few  suggestions,  derived  from  various  sources  will  be  given. 

From  (58)  it  may  be  found  that  the  highest  diagram  efficiency  is 
obtained  when  S/F  is  about  0.9,  when  the  values  of  i  and  j  given  by 
Martin  are  used.  Such  a  high  value  is  not  usually  practicable,  but  the 
value  of  Cd  changes  but  little  when  5/ F  is  as  small  as  0.4.  From  0.37  to 
0.52  are  values  used  for  marine  turbines,  and  Peabody  gives  0.6  as  a 
common  ratio  of  S  to  F  for  electrical  work. 

The  peripheral  speed  of  marine  turbines  varies  from  110  to  210  ft.  per 
sec.  for  the  low-pressure  end,  and  from  70  to  130  ft.  for  the  high-pressure. 
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For  electrical  work,  the  low-pressure  speed  is  from  200  to  360  ft.  per 
sec.  for  the  low-pressure  and  100  to  135  ft.  for  the  high-pressure  end. 

As  already  stated,  blades  must  not  be  less  than  J^s  of  the  drum  diam- 
eter for  land  turbines,  but  are  sometimes  as  small  as  J^s  of  the  diameter 
for  marine  turbines,  at  a  sacrifice  of  efficiency.  They  should  not  be  longer 
than  }i  of  the  diameter  of  the  pitch  circle  for  the  best  results,  this  ap- 
plying at  the  low-pressure  end.  Speakman's  rule  is  that  the  blade  length 
shall  not  be  less  than  0.03  nor  greater  than  0.15  of  the  pitch  diameter. 

As  with  impulse  turbines,  the  square  of  the  mean  diameter  of  the 
blading  at  the  low-pressure  end  should  not  be  less  than  0.57  times  the 
output  in  kw.  for  a  28-in.  vacuum  according  to  Martin,  and  for  very 
high  vacuum  is  sometimes  made  equal  to  the  output  in  kw.  For  a 
double-flow  turbine  it  may  be  one-half  of  these  figures. 

Assuming  a  28-in.  vacuum  for  a  single-flow  turbine,  the  diameter  of 
pitch  circle  for  the  low-pressure  end  is: 

D  ^  0.755Vkw  (62) 

which  may  be  determined  from  (39)  by  substitution. 

This  may  be  compared  with  (40).  It  may  usually  be  assumed  that 
the  only  variables  in  (40)  are  v  and  m;  letting  H  and  L  denote  high 
pressure  and  low  pressure  respectively, 

In  practice  this  ratio  ranges  from  2  to  3.  To  keep  vih  and  iul  within  the 
prescribed  limits,  Vl  will  be  less  than  the  specific  volume  corresponding 
to  the  vacuum  when  the  ratio  DJDh  is  that  sometimes  found  in  practice. 
If  Vl  is  taken  midway  of  the  portion  (?,  Fig.  155,  the  results  will  more 
nearly  correspond;  in  this  case  the  exit  area  is  smaller  than  theoretically 
called  for  which  may  be  offset  by  the  use  of  wing  blades  or  semi-wing 
blades,  which  give  a  greater  exit  area,  and  the  result  may  be  checked  by 
(38).  The  pitch  diameter  of  the  intermediate  cylinder  may  be  made  a 
mean  proportional  between  the  high-  and  low-pressure  cylinders,  or: 

Dl  =  Vd^  (64) 

If  there  are  four  cylinders.  Da  and  Db  may  denote  the  first  and  second 
intermediate  respectively;  then: 

Da  =  \/DJD^^ 

and,  

Db  =  </D^^' 

There  are  no  general  rules  for  proportioning  cylinders,  dividing  the 
work,  or  determining  the  number  of  barrels;  suggestions  are  given  by 


(65) 
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diflferent  authorities,  but  they  are  not  in  agreement.  It  is  probable 
that  a  rather  wide  range  of  conditions  will  give  good  results  if  certain 
necessary  fundamentals  are  adhered  to. 

The  loss  due  to  tip  clearance  (see  Fig.  153)  may  be  considerable,  and  it 
is  obvious  that  this  is  greater  when  the  ratio  c/d  is  large.  Formulas 
for  allowable  tip  clearances  are  as  follows: 

Peabody c  =  0.00066D  +  0.01 

Martin c  =  O.OOIDd  +  0.005d 

where  c  is  in  inches;  2>i>  is  drum  diameter,  also  in  inches,  and  D  the 
diameter  of  pitch  circle  as  given  before. 

In  some  tiu'bines  the  diameter  of  the  pitch  circle  is  constant  for  each 
cylinder,  but  it  is  more  usual  to  have  the  drum  diameter  constant,  with  a 
diflferent  pitch  diameter  for  each  barrel.  A^compromise  may  be  made  in 
which  both  drum  and  pitch  diameter  change,  but  each  in  a  4esser  d^ree. 
For  a  constant  drum  diameter,  blade  height  and  pitch  diameter  are 
variables  and  must  be  determined  by  trial  and  error  for  great  accuracy; 
however,  this  seems  to  be  neglected  by  some  authorities,  the  pitch  circle 
being  assumed  constant.  The  heat  drop  is  proportional  to  F^,  which  is  in 
turn  proportional  to  DK  Having  determined  blade  lengths  on  the 
assumption  of  a  constant  pitch  diameter  D,  if  n  is  the  calculated  number 
of  stages  in  the  barrel,  the  number  of  stages  may  sometimes  be  reduced  if 
there  are  a  large  number;  if  Da  is  the  actual  diameter  of  the  pitch  circle 
of  a  given  barrel  and  n^  the  new  number  of  blades;  then: 

or: 

Wa  -  ^  (6S) 

The  corrected  blade  length  d^,  which  with  actual  pitch  diameter  Da 
will  give  the  same  passage  areas  as  the  length  d  and  the  assumed  diameter 
Dis: 


..  -  ^/^®  -  ^ 


The  drum  diameter  Dd  (which  for  shrouded  blades  is  the  diameter  at 
inner  ends  of  blades)  may  be  found  for  any  barrel  on  a  cylinder,  D  and  d 
being  the  actual  pitch  diameter  and  blade  length  for  this  barrel.  The 
other  barrels  may  be  corrected.     It  is  obvious  that: 

Da  =  Dd  +  dA. 

It  would  seem  that  the  blade  lengths  just  calculated  should  be  the  effect- 
ive length  d  ~  c  of  Fig.  153.    Then  the  drum  diameter  Dc  used  in  cal- 
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eolation  would  be  the  actual  drum  diameter  plus  2c.  This  would  give 
the  worst  condition,  the  steam  leaking  over  the  tips  of  the  guides  not 
reaJly  being  wholly  iuefFectual. 

In  applying  (40)  and  (406),  it  may  be  seen  that  there  is  some  difficulty 
in  providing  ample  passage  for  the  steam  in  the  lower  stages  if  the  usual 
peripheral  velocity  limit  is  not  exceeded,  even  if  wing  blades  having  the 
maximum  practical  angle  are  employed.  This  is  especially  true  for  high 
rotative  s[>eeds.  To  overcome  this,  the  last  two  or  three  rows  may  be 
increased  in  pitch  diameter  and  placed  upon  a  solid  disc,  which  will 
better  withstand  the  high  centrifugal  forces. 

I W*^  'for  ^  'e/ere/fS 

f\w^" ■•  Larger &la^ei  -Pm  k^  .  /^ 


Peabody  gives  dimensions  and  proportions  of  blades  and  accessories 
as  recommended  by  Speakman,  and  these  are  shown  in  Fig.  156  and 
Table  43;  they  may  be  used  as  a  guide.  Tables  44  and  45  are  also  from 
the  same  source. 

Peabody  states  that  at  the  time  of  Speakman's  paper,  the  maximum 
speeds  of  Parsons  turbines  for  electrical  work  was  170  ft.  per  see.  for 
h^-pressure  blades,  and  375  ft.  for  low-pressure. 

Marine  turbine  rotative  speeds  are  governed  by  the  propeller  speed 
when  direct-connected,  a  compromise  being  necessary  between  the  most 
economical  speed  of  turbine  and  propeller.  The  compromise  is  unneces- 
sary when  driving  is  through  gears  or  electricity.  The  relative  merits  of 
gear  and  electric  drive  is  a  contested  subject,  especially  as  applied  to 
b&ttlesbipa. 

Table  43 
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Table  44. — (Electrical  Work) 


Normal  output  A-tr. 


5000 

3500 

2500 

1500 

1000 

750 

500 

250 

75 


Peripheral  speed,  ft.  per  sec. 


First  expansion 


Last  expansion 


135 

330 

138 

280 

125 

300 

125 

360 

125 

250 

125 

260 

120 

285 

100 

210 

100 

200 

Number  of 
stages 


70 
75 
84 
72 
80 
77 
60 
72 
48 


R.p.m. 


760 
1200 
1360 
1500 
1800 
2000 
3000 
3000 
4000 


Table  45. — (Marine  Work) 


Type  of  vessel 


Peripheral  speed, 
ft.  per  sec. 


H.p. 


L.p. 


S/V 


Num- 
ber of 
ahafta 


High-speed  mail  steamers. . . . 

Intermediate  steamers 

Channel  steamers 

Battleships  and  large  cruisers 

Small  cruisers 

Torpedo  craft 


70-80 

110-130 

80-90 

110-136 

90-105 

120-150 

85-100 

116-136 

105-120 

130-135 

110-130 

160-210 

0.46-0.50 
0.47-0.50 
0.37-0.47 
0.48-0.62 
0.47-0.60 
0.47-0.51 


4 
3  or  4 

3 

4 
3  or  4 
3  or  4 


96.  Factors  Influencing  Turbine  Operation. — The  heat  factor  has 
been  used  in  the  preceding  discussion  of  turbine  design,  and  while  it  is 
more  reliable  to  use  values  determined  by  tests  than  to  rely  upon  labora- 
tory determinations  of  the  diflferent  factors  upon  which  it  depends,  it 
is  well  to  briefly  notice  some  of  the  latter.    The  main  sources  of  loss  are : 

(a)  Nozzle  friction. 

(6)  Blade  friction. 

(c)  Disc  friction. 

(d)  Fan  effect  of  blades. 

(e)  Spilling  and  tip  leakage. 

(f)  Leakage  past  glands  and  diaphragm  packing. 

(g)  Degradation  of  heat  due  to  residual  velocity. 
(A)  Radiation. 

These  quantities  are  discussed  in  more  or  less  detail  in  the  more 
elaborate  treatises,  and  a  study  of  them  is  helpful  to  a  more  complete 
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knowledge  of  turbine  operation.  Some  of  them  are  included  in  the  dia- 
gram efficiency  Bd  already  discussed,  and  still  more  in  the  blade  efficiency 
Cb  For  the  reaction  turbine,  Formula  (60)  gives  a  value  of  F  including 
most  of  these  factors,  and  it  is  clear  that  for  this  type  some  of  the  items 
do  not  apply. 

If  in  each  case,  one  minus  the  fraction  of  loss  be  the  efficiency  e,  the 
heat  factor  is  the  product  of  all  these  efficiencies;  or: 

P  =  ^A^B^cCof  etc. 

According  to  Martin,  the  heat  factor  depends  upon  a  certain  coefficient 
which  is  based  upon  construction  and  speed,  and  is: 


^  =  ^^  \ro)  (m) 


(67) 


in  which  n^  is  the  number  of  rows  of  moving  blades.  The  relation  be- 
tween this  coefficient  and  the  heat  factor  is  given  by  a  curve  in  Martin's 
book  (The  Design  and  Construction  of  Steam  Turbines),  but  may  be 
approximately  expressed  by  a  simple  formula,  thus: 


If  7  =  from  30,000  to  120,000,    F  =  0.2  (iqq-qqq)  +  0.45     (68) 
If  7  =  from  120,000  to  300,000,    F  =  0.04  (jqq^qqq)  +  0.65    (69) 


FiQ.  157. 

These  apply  especially  to  reaction  turbines,  but  may  be  used  for  other 
turbines  of  good  design.  It  is  assumed  that  all  turbines  having  the  same 
value  of  7  have  the  same  heat  factor;  this  may  be  affected  by  superheat 
or  other  factors  (correction  curves  are  given  by  Martin),  and  must  be 
used  with  judgment,  but  it  will  serve  as  a  check  upon  other  calculations 
or  assumptions. 

The  Condenser. — ^A  high  vacuum  is  of  much  greater  advantage  to  the 
steam  turbine  than  to  the  steam  engine;  this  may  be  explained  by  Fig. 
157,  which  is  a  pressure-volume  diagram  for  the  Rankine  cycle.  First 
sflsume  that  the  back-pressure  line  is  the  upper  boundary  of  the  shaded 
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area.  For  the  turbine,  expansion  is  complete  and  is  from  a  to  c.  Com- 
plete expansion  is  not  practicable  for  the  steam  engine,  as  explained  in 
former  chapters,  so  ofr  is  the  expansion  line.  Now  assimie  an  increase  of 
vacuum,  bringing  the  back-pressure  line  down  to  the  bottom  of  the  shaded 
area.  The  gain  for  the  engine  is  the  shaded  area  up  to  6,  while  for  the 
turbine  with  complete  expansion  to  c/,  the  gain  is  equal  to  the  entire 
shaded  area. 

As  about  double  the  amount  of  cooling  water  is  required  to  increase 
the  vacuum  from  26  to  28  in.  of  mercury,  the  cost  may  offset  the  gain  of 
power  for  the  steam  engine  in  some  cases;  the  gain  of  power  being  so 
much  greater  for  the  turbine,  the  higher  vacuum  is  of  decided  financial 
advantage,  in  spite  of  the  more  highly  efficient  condensing  apparatus 
required. 

Steam  passages  may  readily  be  determined  from  (11)  when  suitable 
steam  velocities  are  decided  upon.     This  reduces  to: 

With  an  initial  gage  pressure  of  150  lb.  per  sq.  in.,  a  vacuum  of  28  in. 
and  a  heat  factor  of  0.6,  values  of  a,  found  by  substituting  the  value 
of  W  from  (3),  are  nearly  as  follows: 

LI 

For  steam  inlet a^  =  1.5  tt  (71) 

H 

For  exhaust  outlet a^  ="  150  yr-  (72) 

To  allow  for  overload  and  sudden  fluctuation  of  load,  Va  may  be 
made  75  ft.  per  sec.  This  is  some  lower  than  that  allowed  for  the  steam 
inlet  of  a  reciprocating  engine,  but  it  is  computed  upon  a  different  basis. 
The  heat  drop  per  lb.  of  pressure  is  vastly  greater  at  the  vacuums  usually 
employed  than  at  initial  pressure;  the  velocity  of  flow  is  proportional  to 
the  square  root  of  the  heat  drop;  therefore  a  slight  drop  in  pressure  will 
cause  a  high  velocity  at  the  exhaust  pressure,  so  Vb  may  be  much  higher 
than  Vfi.    Assuming  Ve  as  300  ft.  per  sec,  (71)  and  (72)  become: 

as-g  (73) 


and: 


aB  =  f  (74) 


Martin  gives  two  rules  for  the  area  of  the  exhaust  outlet,  the  first 
being  1  sq.  in.  for  each  25  lb.  of  steam  passed  per  hour;  and  the  second, 
3  sq.  ft.  per  1000  horsepower  developed.    The  first  gives  V*  =  300 
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for  the  assumptions  already  made,  and  the  second  gives  Vg  =  350, 
nearly.  It  is  good  practice  to  make  the  exhaust  passage  as  large  as  con- 
struction will  permit,  exceeding  the  area  given  by  (74)  if  possible. 

96.  j&ovemingi  Rating  and  Overload. — The  speed  control  of  steam 
turbines  is  usually  accomplished  by  throttling,  although  in  some  cases 
the  flow  to  the  nozzles  is  controlled  by  a  number  of  valves,  a  part  of 
which  are  wide  open  and  the  remainder  closed,  depending  upon  load 
requirements.  The  latter  method  may  be  said  to  correspond  to  the 
automatic  cut-off  of  the  steam  engine.  In  both  methods,  large  overloads 
are  provided  for  by  admitting  high-pressure  steam  directly  to  some  lower 
stage;  this  is  also  under  governor  control. 

There  is  no  definite  standard  for  the  rating  of  steam  turbines.  They 
are  sometimes  rated  so  that  about  20  per  cent,  overload  may  be  carried 
without  opening  the  by-pass  to  a  lower  stage,  and  sometimes  the  rated 
load  is  the  maximum  load  obtainable  without  the  by-pass.  In  the  latter 
case  it  is  probable  that  some  allowance  is  still  made,  and  it  is  always  well 
to  have  the  nozzle  area  for  the  first  stage  a  little  in  excess  when  the  area 
is  controlled  by  a  number  of  valves. 

In  proportioning  the  nozzle  areas  for  the  second  and  lower  stages  of  a 
pressure-stage  impulse  turbine,  or  the  passages  between  blades  and  guides 
of  a  reaction  turbine,  the  weight  of  steam  must  be  known.  This  neces- 
sitates the  selection  of  a  load  for  which  these  areas  will  be  calculated. 
This  matters  less  with  the  reaction  turbine  on  account  of  the  small  pres- 
sure drop  per  stage,  but  a  decrease  from  the  load  for  which  the  nozzles  of  a 
pressure-stage  impulse  turbine  is  designed,  reduces  the  pressure  in  all 
but  the  last  stage,  which  may  result  in  the  last  wheel  running  nearly  or 
entirely  idle.  To  prevent  this,  the  last  stage  nozzles  may  be  reduced 
some  in  area.  It  is  obviously  not  wise  to  design  any  but  the  first-stage 
nozzles  for  the  maximum  load  (not  considering  the  by-pass),  and  this 
only  when  part  of  the  nozzles  are  cut  out  by  valves  at  Ughter  loads,  either 
by  hand  or  by  the  action  of  the  governor. 

From  (11): 

V  144 

-  =  — w 

V  a 

or,  for  constant  area  as  in  most  turbines,  the  ratio  V/t;  varies  directly  with 
the  weight  of  steam  passed  through.  The  determination  of  intermediate 
pressures  for  given  nozzle  areas  would  be  necessary  in  order  to  find  V,  but 
this  would  be  exceedingly  difficult  and  of  little  practical  value.  It  is 
apparent  that  both  V  and  v  change  with  change  of  load,  usually  in  oppo- 
site directions,  and  for  practically  constant  rotor  speed,  the  velocity 
diagram  would  be  altered.    Referring  to  Fig.  133,  the  reduction  of  V 
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at  light  loads,  with  a  constant  or  if  anything,  slightly  increased  value 
of  Sf  would  result  in  a  larger  value  of  the  angle  6.  For  this  reason  if  for 
no  other,  the  practice  of  making  the  entrance  angle  greater  than  B  as 
shown  in  Fig.  135,  seems  advisable. 

In  view  of  the  foregoing,  too  much  refinement  in  pressure  distribution 
may  be  ill-advised,  and  the  more  refined  method  of  Par.  90  may  perhaps  be 
superfluous.  It  must  also  be  remember^  that  all  such  calculations 
depend  upon  the  heat  factor,  which  is  not  known  with  accuracy. 

It  seems  rational  to  design  turbines  for  dry  saturated  steam;  this  will 
provide  ample  capacity  when  superheated  steam  is  used.  For  high  degrees 
of  superheat,  however,  it  may  be  advisable  to  make  allowance  in  nozzle 
or  guide  blade  design.  Heat  distribution  may  be  determined  by  either 
the  simple  or  more  refined  method  of  Par.  90,  checked  as  in  columns  5  to 
7  of  Table  40,  and  any  desired  alterations  made. 

As  with  the  steam  engine,  the  increase  in  economy  due  to  superheating 
is  greater  than  that  theoretically  indicated,  while  the  gain  due  to  in- 
creased vacuiun  is  less.  Very  liberal  exhaust  openings  increase  the  gain 
due  to  high  vacuum  and  should  be  provided  when  possible. 

Examples  of  the  application  of  the  foregoing  principles  to  design  are 
given  in  the  following  paragraphs.  These  are  given  to  direct  the  use  of 
the  equations,  and  it  is  not  claimed  that  the  results  coincide  with  actual 
practice  in  turbine  design.  In  what  has  preceded,  an  attempt  has  been 
made  to  bring  out  most  of  the  important  principles  relative  to  the  power 
of  a  turbine  in  a  general  way.  More  refinement  is  possible,  but  it  is 
doubtful  if  this  is  necessary  or  even  desirable.  The  practicability  of 
some  of  the  refinements  already  noted  must  be  left  to  the  designer. 

It  is  probable  that  in  certain  phases  of  design  considerable  latitude  is 
allowable,  but  there  is  no  doubt  about  the  truth  of  the  following  statement 
from  the  bulletin  of  the  General  Electric  Co.:  "In  order  to  obtain  the 
best  possible  efficiency  it  is  necessary  that  the  details  of  design  shall  be  in 
accordance  with  determinations  resulting  from  a  large  amount  of  experi- 
mental research,  and  the  experience  gained  in  a  very  extended  manu- 
facture." 

97.  Application  of  Formulas.  Impulse  Turbine. — The  design  of  a 
pressure-stage  tm-bine  with  two  velocity  stages  in  the  first  stage  involves 
practically  all  of  the  principles  of  the  impulse  turbine,  so  this  will  be 
taken  as  an  example. 

Problem:  Design  a  750-kw.  turbine  to  carry  a  steam  pressure  of  150 
lb.  per  sq.  in.  gage  and  a  vacuum  of  28  in.  of  mercury.  The  speed  is  to 
be  3600  r.p.m.  and  the  steam  initially  dry  saturated.  Let  the  maximiun 
velocity  at  the  pitch  line  of  blades  be  500  ft.  per  sec.  and  the  mechanical 
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efficiency  of   turbine  and  generator  combined  be  assumed  as  90  per 
cent. 

The  design  of  the  velocity  diagrams  is  first  required,  and  the  velocity 
coefficient  q  for  the  first  stage  will  be  taken  as  0.85  (see  Par.  84).  The 
nozzle  angle  a  will  be  taken  as  20  degrees  and  the  ratio  S/V  for  the  first 
stage  as: 

^  =  0.1879. 

The  diagram,  Fig.  158,  was  drawn  to  scale  and  the  angles  chosen 
rather  arbitrarily,  and  as  results  were  fairly  good,  no  changes  were  made. 
Trigonometric  functions  were  found  by  measuring  the  diagram  and 
calculations  were  by  sUde  rule.  The  functions  needed  for  drawing  blades 
and  for  calculation  are  as  follows: 
S  ^  c^i  ^  0^  ^  Q^g^g     ^^^  ^^  ^  ^^^  ^^  ^  ^^^^     ei=a2  = 

23°-  48'. 


Fio.   158. 

According  to  Fig.  135,  ^i  may  be  made  28  degrees  in  the  blade,  but 
this  does  not  change  the  velocity  diagram. 

cos  *i  =  0.924  <f>i  =  22°  -  29' 

cos  *2  =  cos  5i  =  0.868  02  =  5i  =  29°  -  46' 

cos  Si  =  0.76  $2  =  40°  -  32.     This  may  be  made  45 

degrees  in  the  blade.     As  velocities  have  not  been  definitely  decided 
upon,  measurements  in  inches  may  be  used;  then  (24)  gives: 

Vwi  =  5.95 
and 

Vw2  =  1.0905. 
The  ratio  of  work  is: 

Vwi        5.95 


w2      1.0905 


=  5.45 


instead  of  3,  as  given  in  Par.  88  for  frictionless  flow  with  symmetrical 
UadeB. 
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From  (30),  the  diagram  efficiency  is: 

2  X  0.8  X  7.855 


Cd  = 


4.26 


=  0.69. 


Fig.  158  is  such  a  diagram  as  Fig.  140,  but  drawn  with  the  apexes  of  all 
triangles  at  the  same  point,  a  convenient  construction  for  design. 

The  velocity  diagram  for  all  other  stages  is  shown  in  Fig.  159,  drawn 
in  the  same  way,  in  which  q  is  taken  as  0.75  (Rateau's  value).  Other 
quantities  are: 

a  =  20,        ^  =  0.5  cos  a  =  0.47,  and  K  in  (27)  is  0.44. 

cos  0  =  0.885        0  =  27**  -  45',         cos  ^  =  0.806,     ^  =  36^  -  18'. 

This  last  may  be  made  40  degrees  in  the  blades  according  to  Fig.  135. 
Then  using  inches  as  before,  from  (27) : 

eo=  0.44[(0.75  X  1.096)  +  1]  =  0.783. 


FiQ.  159. 

From  Par.  95,  assuming  the  loss  by  nozzle  and  disc  friction,  gland 
leakage  and  radiation  combined  to  be  20  per  cent.,  the  heat  factor  for  the 
first  stage  is: 

F  =  0.80  X  0.69  =  0.552. 
For  the  other  stages: 

F  =  0.80  X  0.783  =  0.626. 

Assume  tentatively  that  the  blade  pitch  line  of  all  wheels  travels  500 
ft.  per  sec;  then  for  the  first  stage: 

S 


V  = 


=  2660. 


0.1879 
From  (37),  neglecting  Fr  and  y,  the  heat  drop  for  this  stage  is: 

^^       (223.7)»      ^^^• 

Peabody's  entropy  table  will  be  used  for  heat  quantities,  volumes,  etc., 
in  these  calculations;  the  nearest  tabular  value  of  absolute  pressure  corre- 
sponding to  150  lb.  gage  is  164.8,  and  to  28-in.  vacuum,  1.005,  and  these 
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will  be  used  for  Pi  and  P^.  The  heat  content  Ci  is  1193.3,  and  Cj  is 
871.1  B.t.u.  The  available  heat  at  constant  entropy,  which  for  initially 
dry  saturated  steam  is  1.^6,  is: 

Ci  -  Cj  =  322.2  B.t.u. 

The  heat  left  for  the  remaining  stages  is: 

322.2  -  141  =  181.2. 
For  these  stages: 

y  =  ^^  =  1063. 
From  (37),  neglecting  Fn  and  y  as  before,  the  heat  drop  per  stage  is: 

^^       (223.7)»      ^'^•^^ 
The  number  of  these  stages  after  the  first  stage  will  be: 

181.2      „ 
"  =  ^2J  =  *• 

As  Fb  and  y  were  neglected,  the  velocity  may  exceed  the  limiting 
velocity  of  500  ft.  per  sec.  if  the  tentative  values  are  adopted.  Let  us  now 
a-bitrarily  take  the  number  of  single  wheel  stages  to  be  10,  making  11 
stages,  and  12  rows  of  moving  blades.  Assume  a  heat  drop  per  stage 
along  constant  entropy  of  20  B.t.u.  The  heat  drop  for  the  first  stage  is 
then: 

Ac  =  322.2  -  200  =  122.2. 

Assume  the  heat  factor  to  be  a  compromise  between  those  found  from 
the  efficiencies  of  the  two  diagrams,  as  follows: 

^  =  (Si  ><  ^•^^^)  +  (m^^  ^-H  =  ^•^- 

This  is  perhaps  rather  low,  but  conservative.     From  Table  41,  R  =  1.08. 
The  reheat  factor  for  the  first  stage,  from  (36),  is: 

For  the  other  stages: 

Taking  the  friction  factor  for  all  nozzles,  t/  =  0.1,  (37)  gives  for  the 
first  stage: 

V  =  223.7  VO.9  X  1.05  X  122.2  =  2405. 
Also: 

5  =  0.1879  X  2405  =  452    and    D  =  ^^^^t^^^  =  28.75  in. 
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For  the  other  stages: 

V  =  223.7\/agrxT075  X  20  =  983. 
Also: 

S  =  0.47  X  983  =  462.5    and    Z)  =  ^  ^  i^^  ^^^'^  =  29.375  m. 

A  check  calculation  may  now  be  made  by  means  of  (40)  and  (40a); 
from  the  latter,  at  the  condenser  pressure,  1.005  lb.: 

Cx  =  871.1  +  (0.4  X  322.2)  -  (0.442  X  1.075  X  20)  =  990.48. 

Interpolating  in  Peabody's  entropy  table  for  the  corresponding  volume 
gives: 

V  =  295. 

Then,  assuming  m  as  0.2,  and  k  as  0.9,  (40)  gives: 

750  X  295  X  0.47  =  oo  q«;  • 

.9  X  0.2  X  0.9  X  3600  X  0.6  X  322.2  X  0.342  '^    ^^' 

Properly,  m  should  be  multiplied  by  the  ratio  di/da  as  explained  in 
connection  with  equations  (38)  and  (39),  but  for  the  sake  of  variety  in 
the  problem  this  will  be  neglected  at  this  place  and  a  correction  made  for 
the  last  stage.  It  may  then  be  assumed  that  the  diameters  ahready  found 
are  correct. 

In  finding  the  nozzle  areas,  the  steam  weight  must  be  known.  Calcu- 
lations will  be  made  for  rated  load  at  maximum  steam  pressure,  a  condi- 
tion probably  not  obtaining  in  practice  except  when  governing  is  effected 
by  cutting  out  valves,  which  will  be  assumed  to  be  this  case;  then  enough 
extra  nozzles  must  be  provided  for  the  first  stage  to  take  care  of  the  over- 
load. For  governing  by  throttling,  the  nozzles  of  the  higher  stages  should 
be  designed  for  overload  at  maximum  steam  pressure. 

From  (5),  the  turbine  horsepower  is: 

„       1.34  X  750       111Q 
H ^ 1118. 

From  (3),  the  water  rate  is: 


^  =  21.5;/^ 


and: 


^  ~  0.6  X  322.2  "  ^^-^^  ^*'- 


TT/f     _  13.15X1118 
60X60  3600 


From  (11),  the  total  nozzle  area  is: 

o  =  144  X  4.08  ^  =  603^- 

For  the  first  stage,  V  =  2405,  and  a  =  0.2503v. 
For  the  other  stages,  V  =  983,  and  a  =  0.614v. 
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Tabi.f.  46 

1 

Stage  no. 

2 

Cii+(l-Fs)F«AnC- 

FjB-An+iC 

3 
P 

4 

5 

* 

6 

a 

Steam 

1193.30 

164.800 

1.56000 

2.750 

chest 

128.31 

1064.99 

54.99 

• 

1 

1119.98 
21.50 

30.125 

1 . 63737 

12.260 

7.53 

1098.48 

2 

9.50 

1107.98 
21.50 

22.315 

1.65112 

16.999 

10.42 

1086.48 

3 

9.50 

16.375 

1.66507 

22.570 

13.82 

1095.98 

21.50 

1074.48 

4 

9.50 

1083.98 
21.50 

1062.48 

11.923 

1 . 67924 

30.207 

18.65 

5 

9.50 

1071.98 
21.50 

1050.48 

8.633 

1 . 69391 

40.513 

24.90 

6 

9.50 

1059.98 
21.50 

1038.48 

6.178 

1.70899 

55.077 

33.80 

7 

9.50 

1047.98 
21.50 

1026.48 

4.374 

1.72447 

75.805 

46.50 

9.50 

3.069 

1.74020 

104.945 

8 

1035.98 

64.30 

21.50 

1014.48 

9.50 

2.138 

1.75629 

146.515 

9 

1023.98 

90.00 

21.50 

1002.48 

10 

9.50 

1011.98 
21.50 

990.48 

1.470 

1.77141 
MP  -  1.005 

207.032 

127.20 

11 

9.50 
999.98 

1.016 

1.78943 

291.930 

175.00 

18 
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The  method  of  pressure  distribution  of  Table  41,  Par.  90  is  used,  the 
results  being  given  in  Table  46.  Considerable  accuracy  is  required  due  to 
the  small  pressure  drops  in  the  later  stages,  and  cross  interpolation  is 
resorted  to  in  the  use  of  the  entropy  table.  Careful  use  of  the  sUde 
rule  is  permissible  in  making  interpolations.  As  stated  in  Par.  90,  the 
check  on  this  system  is  the  last  pressure,  which  in  this  case  is  1.016  in- 
stead of  1.005,  a  difference  which  has  no  practical  bearing. 

Total  nozzle  areas  are  given  in  Col.  6.  This  is  the  exit  area  at  rated 
load  for  the  first-stage  nozzles.  In  all  but  the  first  stage  the  pressiu^ 
is  greater  than  58  per  cent,  of  that  in  the  stage  above  it,  so  that  convergent 
nozzles  are  used.    In  the  first  stage  divergent  nozzles  are  required. 

The  pressure  in  the  throat  of  the  first-stage  nozzle  is: 

164.8  X  0.58  =  95.5. 

The  heat  content  at  entropy  1.56  and  this  pressure  is  1149.29,  and  the  cor- 
responding volume  4.44.  The  heat  drop  to  the  throat  is  44.01.  Assum- 
ing the  friction  factor  for  flow  to  the  throat  as  0.02,  the  velocity  at  the 
throat  is: 

V  =  223.7  Voy98  X  44.01  =  1470  ft.  per  sec. 

There  is,  of  course,  no  heat  factor  at  this  point.  The  throat  area  for 
rated  load  is  then : 

^^  V       603  X4.44       ,  Q„ 
a  =  603  Tr  =  — 777^7^ —  =  1.823  sq.  m. 
V  1470 


Fio.  160. 

The  first  stage  nozzles  are  shown  in  Fig.  160:  these  are  machined  out  of 
bronze  and  bolted  to  the  diaphragm  as  shown  in  Fig.  460,  Chap.  XXXIII. 
Fig.  161  shows  second-  and  third-stage  nozzles  machined  in  the  diaphragm, 
while  Fig.  162  shows  cast-in  nozzles  for  the  remainder  of  the  stages.  The 
first-stage  nozzles  have  partial  admission  and  are  located  on  one  side  of 
the  diaphragm.  The  second-  and  third-stage  nozzles  have  partial  admis- 
sion but  extend  over  a  larger  portion  of  the  periphery;  they  are  equally 
divided  between  the  two  halves  of  the  diaphragm.  The  cast-in  nozzles  of 
the  remaining  stages  have  full  admission. 
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The  number  of  nozzles  have  been  assumed,  keeping  in  mind  the  blade 
length  and  are  given  in  Table  47.     As  computed  in  Table  46  there  would 


Fio.  161. 


be  15  firstHstage  nozzles  of  the  diameter  given;  20  per  cent,  overload  is 
provided  for  making  18  first-stage  nozzles,  and  this  number  appears  in 
Table  47. 


Fio.  162. 
Tablb  47 


SUce 

Number  of  noules 

d.in. 

Fraetion  of  droum- 
ferenoe 

1-throat 

18 

0.394 

0.497 

1-exit 

18 

0.800 

0.497 

•     2 

20 

0.832 

0.846 

3 

20 

0.940 

Full 

4 

56 

0.650 

Full 

5 

56 

0.880 

FuU 

6 

56 

1.200 

FuU 

7 

56 

1.640 

FuU 

8 

56 

2.276 

Full 

9 

56 

3.180 

Full 

10 

56 

4.150 

FuU 

11 

56 

6.320 

Full 
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For  the  conditions  assumed,  the  blading  data  are  given  in  Table  48. 
For  the  first  stage,  the  entrance  height  of  the  first  row  of  blades  is  made 
about  6  per  cent,  greater  than  the  diameter  of  nozzle  exit.  The  entrance 
to  the  guides  and  second  row  of  blades  equals  the  preceding  exit  heights, 
which  are  found  in  each  case  by  (19),  neglecting  the  drying.  The  ratios 
sin  A /sin  B  are  given  in  Table  48. 

Table  48 


Stage 

Row 

X"_ 

Angle 

d,in. 

Sin  .4 

I\o. 

Entrance 

Exit 

•Entrance 

Exit 

SinB 

1 

2 
3 
4 
5 
6 
7 
8 
9 
10 
11 

1st 

Fixed 

2d 

1      167 
84 
156 
162 
162 
162 
162 
162 
162 
162 
162 
162 
162 

28*»-0' 

29**-46' 

45*^-0' 

40^-0' 

40*^-0' 

40*»-0' 

40*^-0' 

40*»-0' 

40**-0' 

40*»-0' 

40*^-0' 

40**-0' 

40''-0' 

22**-29' 
23*^-48' 
29**-46' 
27*»-45' 
27**-45' 
27*^-45' 
27^-45' 
27^-45' 
27*»-45' 
27**-45' 
27*»-45' 
27**-45' 
27*^-45' 

0.850 
1.050 
1.260 
0.920 
1.030 
0.715 
0.970 
1.320 
1.700 
2.500 
3.500 
4.570 
7.000 

0.900 
1.110 
1.450 
1.060 
1.200 
0.825 
1.120 
1.520 
2.080 
2.875 
4.050 
5.280 
8.050 

1.055 
1.230 
1.305 
1.270 
1.270 
1.270 
1.270 
1.270 
1.270 
1.270 
1.270 
1.270 
1.270 

After  drawing  the  blading  in  this  way  as  shown  in  Fig.  163  by  the  full 
lines,  straight  lines  are  drawn  from  nozzle  extremities  to  the  last  blade 


.z.^ 


Fio.  163. 


extremities  as  mentioned  in  the  latter  part  of  Par.  88.     Then  the  entrance 
height  of  guides  and  blades  are  brought  up  to  the  height  given  by  the 
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dotted  Btraight  tine.  Ttus  change  is  arbitrary  and  is  shown  in  heavy 
dotted  lines.  The  completed  arrangement  showing  shrouding,  etc.,  ie 
shown  in  F^.  164,  The  sections  of  blading  with  their  trajectory  curves 
are  ehown  in  Figs.  149  and  150. 


Kteturmng  to  the  last  stage,  the  blade  length  given  in  Table  48  is 
p<a>t>er  than  D/S,  which  has  been  assumed  as  a  limit.  Correcting  m 
tsOienticmed  in  connection  with  (19),  gives: 


278 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


Substituting  this  in  (39)  gives: 


D  =  6.774 


4.08  X  295 


=  34  in. 


.9  X  0.157  X  983  X  0.342 

This  assumes  the  same  heat  drop  and  nozzle  angle  as  before. 

tDN      .„. 
^==^20"  =  ^ 


Then: 


and 


Fio.  165. 


'jr  •""  U.04o. 


The  nozzle  height  is  now: 

d^rnD  =  0.157  X  34  =  5.32 

and  this  checks  with  the  area  in  Table  46.    The  maximum  blade 
height  is: 

da  =  1.27d  =  6.75  in. 

The  minimimi  may  be  made: 

di  =  1.12  X  5.32  =  6  in. 


Fig.  166. 

The  blade  height  is  now  \i  the  pitch  diameter. 

The  change  of  S/V  modifies  the  form  of  the  velocity  diagram  and  the 
blade  section.  The  velocity  diagram  is  shown  in  Fig.  165  and  the  sec- 
tions with  trajectory  in  Fig.  166.    The  calculations  are: 

cos  ^  =  0.778 
and 

e  =  38^-56'. 
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Make  the  angle  45  degrees. 

sin  38°-55'  =  0.628. 
For  the  same  ratio  as  the  other  stages: 

.       0.628  _  ^  .^ . 
sin  «  =  -^27"      0.494 

and 

«  =  29°-37' 
cos  «  =  0.869. 

Then  from  (27),  Cd  =  0.79; 

which  is  greater  than  for  the  other  stages  due  to  the  greater  ratio  of 
cos  0/co8  0. 

The  number  of  blades  on  the  last  wheel  will  be  176,  and  their  form  is 
almost  identical  as  for  those  on  the  second  wheel  of  the  first  stage;  the 


FiQ.  167. 

trajectory,  however,  is  quite  different,  due  to  the  difference  in  the  ratio 
of  relative  velocity  of  steam  to  blade  speed. 

Reaction  Turbine. — Using  the  same  power,  rotative  ijpeed  and  pres- 
sures as  for  the  impulse  turbine,  the  dimensions  of  a  reaction  turbine  will 
be  determined.  The  total  heat  factor,  will  be  the  same  and  the  steam 
assumed  to  be  dry  saturated  initially. 

Let  it  further  be  assumed  that: 

a  =  18  degrees,    S/V  =  0.6,    i  =  0.89,    j  =  0.5    e^^  =  0.9 

and  let  the  velocity  diagram  be  as  in  Fig.  167. 

The  diagram  efficiency  from  (58)  is  0.78.  As  preliminary  assump- 
tions let  Sh  ==  150  and  Sl  =  360,  the  subscripts  H,  I  and  L  denoting 
high-,  intermediate-  and  low-pressure  cylinders  respectively.    Then: 
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and 

From  (54)  and  (55a),  n^lecting  Fg,  the  heat  drop  per  stage  is: 

AmC  =  1.25 
and 

AlC  =  7.2. 

Taking  Fs  ==  F  and  neglecting  Fg,  the  heat  content  at  exit  from  the 
last  row  of  guides  is,  from  (406),  997.1  and  v  =  298.  Assuming  fc  =  1  for 
all  stages,  and  m  =  0.2  for  the  last  stage,  (40)  gives,  taking  a  =  45  for 
wing  blades: 

Dl  =  24.7  in. 

Then  Sl  =  387.5,  wjiich  is  excessive,  for  the  assumptions  made. 

With  Sh  =  150,  Da  =  9.5  in. 

Asw^  4.08,  the  heat  drop  AnC  =  1.25,  and  vh  =  2.8.  Then  (38) 
gives:  m  =  0.075.  As  this  is  large,  assume  Dir  to  be  10  in.  Then 
restricting  Sl  to  360,  Dl  =  23  in.     From  (64),  Pi  =  15.25  in.     Then: 

Sh  =  157  Sl  =  239  Sl  =  361 

Vh  =  278  Vj  =398  Vl  =  602 

Neglecting  wing  blades  on  the  low-pressure  cyUnder,  the  heat  drop 
oer  row  of  moving  blades  (or  per  stage)  is: 

AhC  =  3.08,  AjC  =  6.34,  AlC  =  14.5. 

It  now  remains  to  distribute  the  work  among  the  three  cylinders. 
This  is  rather  arbitrary,  but  we  will  take  three  barrels  per  cylinder  and 
designate  the  barrels  by  subscripts  1,  2,  3,  etc. 

By  taking  Dh  -  10.75  and  re-arranging  the  data,  the  following  results 
are  obtained,  in  which  n^,  n/,  and  ul  denote  the  number  of  rows  of  moving 
blades,  or  the  number  of  stages  oti  the  respective  cylinders,  and  rii,  ni,  etc. 
the  stages  per  barrel. 


D„  =  10.75" 

Dl  =   15.25" 

{),.=    23" 

Sh  =  168.6 

Sl    =  239 

Sl    =  361 

7«  =  281 

.      7/     =  389 

Ft  =  602 

Hit  =  20 

n,  =  18 

nt  =  10 

£luC  =  3.16 

A/C  =  6.33 

AtC  =    14.5 

n/r-AffC  =  63.2 

tiiAiC  =   114 

tit-ALC  =  145 

The  number  of  rows  per  barrel  and  the  heat  drop  per  barrel  are  as 
follows: 
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n,  =  7 

4,C  -  22.12 

Cyl.  No.  1 

n,  =  7 

4,C  -  22.12 

n,  =  6 

a,c  -  18.96 

»,  -  6 

4,C  -  38.00 

Cyl.  No.  2 

n.  -  6 

4,C  -  38.00 

ji.  =  6 

4,C  -  38.00 

n,  -  4 

4,C  -  58.00 

Cyl.  No.  3 

n.  -  4 

4,C  -  58.00 

n,  -  2 

4,C  -  29.00 

48 

322.20 

These  may  be  arranged  upon  a  distribution  diagram  similar  to  Fig.  155, 
and  this  is  done  in  Fig.  168.  Then  heat  drops  to  the  center  of  each  barrel 
are  taken  and  denoted  by  A,  B,  C,  etc. 
The  distribution  factors  are  then  scaled 
from  the  diagram  and  Table  49  com- 
puted after  the  manner  of  Table  40. 
Nozzle  areas  and  blade  lengths  are  added 
to  the  table.  The  latter,  computed  for 
the  center  of  the  barrel,  applies  to  all 
blades  and  guides  for  that  barrel.  It 
will  be  found  that  blade  lengths  for  the 
two  last  barrels  are  excessive,  and  to  ac- 
commodate the  steam  they  must  either 
be  placed  upon  a  lai^er  wheel,  or  wing 
blades  (or  poesibly  semi-wing)  must  be 
provided.  If  m  =  0.2,  the  last  two 
barrels  will  have  blades  4^  in.  long. 
Then  from  (13),  for  the  eighth  barrel : 
sin  a  =  0.326 


a  =  19  degrees. 
This  is  but  slightly  greater  than  the  other  blade  angles.     For  the  last 


a  =  43  degrees 

which  is  for  a  wing  blade.  As  this  was  computed  from  the  center  of  the 
last  heat  drop,  it  would  not  give  full  area  at  condenser  pressure,  but  as 
there  are  but  two  rows  on  the  last  barrel,  the  difference  may  be  neglected. 
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It  must  be  remembered  that  the  same  discrepancy  is  found  in  every 
barrel,  the  blades  not  being  lengthened  as  theory  indicates  that  they 
should. 

Table  49 


1 

Stage 

2 
Fd'^C 

3 

C,-2(FdAO 
At  ^-1.56 

4 
P 

(Absolute) 

1 — 

1 

5 
C-2(F-AO 

6 

7 

* 

8 

a 

9 
a,  in. 

Steam 

1193.30 

164.800 

1193.30 

1.56 

a   •  •  • 

. .  .  • 

cheet 

11.90 

6.64 

• 

A 

11.00 

1181.40 
23.60 

143.500 

1186.66 
13.28 

1.57 

3.109 

6.11 

0.55 

B 

23.60 

1157.80 
21.75 

105.800 

1173.38 
12.33 

1.58 

4.098 

8.04 

0.72 

C 

21.75 

1136.05 
29.80 

81.100 

1161.05 
17.10 

1.59 

5.218 

10.90 

1.00 

D 

29.80 

1106.25 
39.10 

54.100 

1143.95 
22.80 

1.61 

7.508 

11.40 

0.71 

B 

39.10 

1067.15 
38.38 

31.420 

1121.15 
22.80 

1.64 

12.310 

18.70 

1.27 

F 

38.38 

1028.77 
48.00 

17.520 

1098.35 
22.80 

1.66 

21.090 

32.00 

2.16 

Q 

48.00 

980.77 
55.75 

8.020 

1069.55 
34.80 

1.70 

42.670 

41.50 

1.86 

H 

55.75 

923.02 

2.812 

1034.75 

1.75 

111.700 

109.00 

4. 96* 

40.75 

26.10 

1 

I 

40.75 

882.27 

1.271 

1008.65 

1.78 

235.000  228.00 

10. 20* 

*  Make  4.625  in.,  the  last  stage  being  wing  blades. 

Blade  widths  for  the  various  lengths  may  be  selected  from  Table  43. 

In  neither  of  these  examples  is  it  claimed  that  conditions  are  met  in  the 
best  manner.  The  heat  factor  chosen  is  lower  than  should  be  found  in 
such  machines,  but  it  is  probable  that  it  is  more  nearly  the  usual  value  for 
units  of  this  size. 

For  each  example,  the  steam  inlet  from  (73)  is  21.3  sq.  in.  and  the 
diameter  5.22  in.  The  next  larger  standard  pipe  size  is  6  in.  The  ex- 
haust opening  is  from  (74),  559  sq.  in.,  which  if  circular  would  be  26.7  in., 
or  in  a  standard  pipe  size,  28  in.  A  certain  Curtis  turbine  of  the  same 
power  has  an  exhaust  connection  30  in.  in  diameter. 
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PART  V— MECHANICS 

CHAPTER  XVI 
THE  SLIDER  CRANK 

98.  Introduction. — ^The  slider-crank  mechanism  is  the  transmission 

machinery  of  the  reciprocating  engine.     With  certain  assumptions  it 

permits  of  a  very  rigid  mathematical  analysis,  involving  trigonometry 

and  the  trigonometric  functions  of  the  calculus,  subjects  with  which  many 

good  designers  are  not  at  all  intimate.    No  designer  of  reciprocating 

engines  is  well  equipped  who  cannot  deal  in  a  fairly  thorough  manner 

with  problems  involving  the  slider  crank,  so  in  this  chapter  an  attempt  is 

made  to  give  a  treatment  which  will  cover  essential  features  in  as  simple 

manner  as  possible. 

For  a  thorough  study  of  the  movement  of  the  connecting  rod  and  the 
forces  resulting  therefrom,  the  reader  is  referred  to  the  excellent  work 
of  Prof.  W.  E.  Dalby,  The  Balancing  of  Engines,  in  which  derivations  of 
formulas  for  acceleration  used  in  this  book  are  given. 

It  is  believed  that  the  treatment  will  be  of  greater  practical  use  if  the 

invention  respecting  signs  of  trigonometric  functions  is  ignored.    The 

formulas  will  therefore  give  absolute  values  and  the  proper  signs  for 

plotting,  found  by  inspection,  will  be  designated  for  the  different  quad- 

'^nts,  usually  on  a  diagram  employed,  and  in  tables. 

An  attempt  to  account  for  friction  is  apt  to  involve  more  error  than 
Its  neglect,  therefore  it  is  ignored. 

To  simplify  expression,  all  dimensions  are  in  feet  in  this  chapter. 

ITotation. 

w  =  weight  in  pounds  of  section  of  connecting  rod.     Also  weight  in 

general. 
W  ==  weight  in  pounds  of  any  part  or  collection  of  parts. 

P  =  force  due  to  steam  or  gas  pressure.  To  this  may  be  added — 
if  desired — ^inertia  of  the  reciprocating  parts  and  sometimes, 
for  approximate  work,  the  inertia  of  the  connecting  rod;  for 
vertical  engines  the  weight  of  the  reciprocating  parts  is  added 
on  the  down  stroke  and  subtracted  on  the  return  stroke. 
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G  =  force  in  pounds  due  to  gravity,  exerted  by  connecting  rod. 
C  =  force  exerted  by  gravity  of  crank  and  pin;  this  may  include 

counterbalance,  in  which  case  it  may  have  a  negative  value. 
F  =  force  due  to  acceleration,  in  pounds. 
T  =  total  turning  effort  in  pounds  at  crank  circle,  due  to  combined 

forces. 
L  =  length  of  connecting  rod  in  feet. 
La  =  distance  in  feet  from  center  of  crosshead  pin  to  center  of  gravity 

of  connecting  rod. 
Lp  =  same  to  center  of  percussion  of  rod. 
I  =  any  measurement  in  feet. 
R  =  radius  of  crank  circle  in  feet, 
n  =  L/R, 

re  =  distance  in  feet  from  center  of  shaft  to  center  of  gravity  of 
crank,  pin,  or  counterbalance, 
r  =  radius  of  gyration  in  feet,  of  connecting  rod  al)out  crosshead  pin 

center. 
7  =  moment  of  inertia  of  rod  in  pound-feet  about  center  of  crosshead 

pin. 
X  =  any  measurement  in  feet  parallel  to  line  of  stroke;  also  specific 
measurements  in  this  direction  as  given  on  diagrams. 
y    =  same  normal  to  line  of  stroke. 
e  =  efficiency. 

V  =  velocity  in  feet  per  second. 
0)  =  angular  velocity  in  radians  per  second. 
N  =  r.p.m. 

S  =  piston  speed  in  feet  per  minute. 
a  =  acceleration  in  feet  per  second  per  second. 
g  =  acceleration  due  to  gravity  (=  32.16). 
T  =  3.1416. 
The  following  subscripts  are  generally  used : 
X  and  y  refer  to  quantities  in  direction  of  line  of  stroke  and  normal  to 


it. 


A   pertains  to  cylinder  end  of  engine. 

B   pertains  to  shaft  end  of  engine. 

H  refers  to  head  end  of  stroke. 

C    refers  to  crank  end  of  stroke. 

T  signifies  the  turning  effect  of  a  force. 

N  refers  to  the  normal  component. 

n    refers  to  any  number. 

L    pertains  to  force  along  connecting  rod. 
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R   pertains  to  force  along  crank. 

W  refers  to  effect  of  weight  only. 

P    pertains  to  force  along  piston  path. 

99.  Properties  of  the  Connecting  Rod. — If  a  finished  rod  is  available, 
the  center  of  gravity  may  be  found  by  weighing  each  end.  Referring 
to  Fig.  169: 

WiLo  =  W2{L  -  Lc).     ^ 


t 


16 — H 


Vv^i.  16<>. 


From  which: 


Lo  = 


WtL 

Wi  +  Wi 


(1) 


The  center  of  percussion  may  be  found  by  hanging  the  rod  upon  a 
knife  edge  at  the  center  of  the  crosshead  pin  bearing  as  shown  in  Fig. 
170;  support  a  plumb  line  from  a  point  near  by.  Adjust  the  plumb  bob 
until  it  swings  in  unison  with  the  rod,  and  the  length  of  the  line  to  the 
center  of  the  bob  measures  the  distance 
from  the  center  of  the  crosshead  pin  to  the 
center  of  percussion  of  the  rod. 

The  radius  of  gyration  is  a  mean  pro- 
portional between  these  two  distances  or: 

r  =  vm:;  ■;  (2) 

If  no  rod  is  available  the  weight  must 
be  estimated  from  the  drawing.  The  rod 
may  be  divided  into  sections  as  shown  in 
Fig.  171.  The  weight  of  each  section  is  esti- 
mated and  designated  by  a  subscript. 
From  any  line,  as  AB,  measure  the  dis- 
tance to  the  center  of  gravity  of  each  sec- 
tion; then  the  following  equation  holds: 

W{li  +  La)  =  Wih  +  1^212  +  wj,z  etc. 
•v'  A/    ■ 


Fio.  170. 


From  which: 


L>0  -  -yjT  -  h 


(3) 


The  stub  ends  may  be  divided  into  as  many  sections  as  desirable,  or 
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I  may  be  taken  to  the  approximate  center  of  the  complete  stub.  For 
certain  forms  of  rod  the  center  of  the  body  may  be  fomid  more  eui^i 
but  the  method  given  provides  data  in  a  usable  form  for  what  foUom 

By  a  similar  approximate  method  the  moment  of  inertia  mAyk|i 
determined  directly.    Taking  moments  about  the  center  of  the  croesheid 
pin  instead  of  the  Une  AB  gives: 


I  =  Wih^  +  W2l2^  +  Wilz^  etc.  =  Zwl*  V 


As  J  =  Trr^ 


— .  N 


-^y 


>? 


The  center  of  percussion  is,  from  (2) : 


W 


(5) 


(6) 


Fig.  171. 

Theoretically,  the  greater  the  number  of  sections  into  which  the i 
is  divided,  the  greater  the  accuracy,  but  this  may  be  carried  toofarl 
accurate  practical  work;  it  will  probably  suffice  if  the  length  of  the 
is  about  equal  to  the  mean  depth  or  diameter. 

For  the  crosshead  stub,  the  portion  on  either  side  of  the  pin  cent 
must  be  taken  separately  and  not  considered  as  the  entire  stub 
concentrated  at  the  center  of  gravity;  parts  on  both  sides  add  to 
inertia  and  do  not  neutralize  each  other  as  in  the  case  of  gravity, 
ally  the  inertia  effect  is  relatively  small  near  the  crosshead  pin  and 
much  refinement  is  uncalled  for.     For  this  reason  it  is  not  necessaiy' 
add  the  moment  of  inertia  of  each  section  to  wl^,  although  this  is  thi 
tically  correct. 

Turned  taper  rods  are  often  used  and  in  some  cases  the  maxu 
diameter  is  at  the  center.     The  rod  may  then  be  divided  into  parts 
posed  of  the  stub  ends  and  one  or  two  frustums  of  a  cone.     The  volumfl 
center  of  gravity,  and  moment  of  inertia  of  the  frustum  of  a  cone  n 
be  found  by  the  following  formulas,  in  which  di,  dt  and  d^  are  diamel 
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in  ft.  at  the  small  and  large  ends  and  at  the  center  of  gravity  respectively, 
Wc  the  weight  per  cu.  ft.  and  t;  the  volume  in  cu.  ft.  Let  h  be  the  dis- 
tance from  the  small  end  to  the  center  of  gravity,  I2  the  same  to  the  large 
end,  and  {  the  sum  of  the  two  as  shown  in  Fig.  172.    The  volume  is: 

The  weight  is: 

W  =  Wcv,  A- 

The  distance  from  the  small  end  to  the  center  of  gravity  is:.^ 


Vu 


h  = 


4  L(d,  +  dt) 


*  -  didii 


The  moment  of  inertia  about  the  center  of  gravity  is: 


I  = 
in  which: 


120 


[h^W  +  3di(2di  +  do)]  +  U'W  +  3d2(2d2  +do)]] 


h 


do  =  di  +  y  (dj  —  di). 

If  d  is  the  distance  from  the  center  of  gravity  to  the  center  of  the 
<^xx)68head  pin,  the  moment  of  inertia  about  the  latter  is: 

If  the  rod  has  the  largest  diameter  at  or  near  the  center,  forming  two 

(nistums,  they  may  both  be  treated  in  this  manner.     The  product  of 

the  weight  of  the  crank-end  stub  and  the  distance  of  its  center  of  gravity 

from  the  crosshead  pin  center,  added  to  the  values  of  /  for  the  two  parts 

of  the  rod  (the  two  frustums),  and  the  moment  of  inertia  of  the  crosshead 

stub — ^which  is  relatively  small — give  the  total  moment  of  inertia  for 

thia  form  of  rod  more  easily  and  with  greater  accuracy  than  the  method 

rf  Formula  (4). 

100.  Piston  Velocity. — In  Fig.  173,  the  instant  center  of  the  con- 
necting rod  relative  to  the  engine  frame  is  at  c.  If  Vt,  the  tangential 
velocity  of  the  crank  pin,  is  known,  the  velocity  of  the  piston  and  cross- 
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head  at  any  instant  may  be  found.  The  linear  velocity  at  any  point  in  a 
rigid  revolving  system  is  directly  proportional  to  its  distance  from  the 
center;  then: 

Vr      h 


or: 


(7) 


^-^. 


I     I 


;'--, 


.^--i---. 


Fig.  173. 

In  Fig.  173,  ceb  and  oea  are  similar  triangles;  then: 


h      R 


Substituting  in  (7)  gives: 


F=   Fr-^ 


K 
R 


If  the  scale  of  velocity  is  such  that  Vr  is  represented  by  Rj  then  V  is  given 


Fio.  174. 

by  K,  which  may  be  measured  from  a  diagram  and  plotted  on  the  piston 
path  or  crank  circle,  the  latter  being  sometimes  rectified.    Fig.  174  shows 
the  velocity  plotted  on  the  crosshead  path  and  crank  circle. 
From  an  inspection  of  Fig.  173  it  may  be  seen  that: 

K  =  RsinS  ±  RcosS  tan  0. 

The  plus  sign  applies  to  the  half  of  the  crank  circle  toward  the  cylinder 
and  the  minus  sign  to  the  opposite  half.     Then: 

-3  =  sin  ^  ±  cos  6  tan  0. 
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Also: 


tan  <t>  = 


sin  0 
cos  <t> 


From  Fig.  173: 
From  which: 


Let 


L  sin  <t>—  R  sin  9. 


sin  0  =  y  sin  ^. 


L 

—  ^  n* 


then: 


and: 


sin  0  =: 


sin  $ 


n 


cos 


«=x/n^^H^=.Ji-(^') 


Then: 


tan  0  = 


sin  B 


^hW) 


n 


and: 


K 
R 


1  ± 


cos  0 


">FM 


sin  9 


Then 


V  =  Fr--^ 


ft 


=  V 


=  Fr  (sin  9  ±  cos  fl  tan  4) 

cos  0 


1  ± 


4  -  (t-*) 


sin  0 


(8) 


(D) 


101.  Forces  Due  to  Pressure  in  Cylinder. — The  forces  acting  on  the 
slider-crank  mechanism  may  also  be  determined  by  the  method  of  instant 
centers  and  by  the  use  of  Fig.  175,  in  which  P  is  the  total  unbalanced 
pressure  on  the  piston  (see  notation). 

The  tangential  farce  (also  known  as  turning  effort  and  crank  effort) 
due  to  P,  denoted  by  Pff  may  be  found  by  taking  moments  about  instant 
center  c;  or: 

Pli  =  Pt  It* 
1© 
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From  which, 


By  similar  triangles  as  before: 


Pt  =P 


h 
It 


Then: 


li 

Pt  = 


K 
R 


R 


=  P 


=  P(sin  0  ±  cos  0  tan  ^) 

cos  0 


1  + 


"V'  -  m 


sin  0 


<i^.  t  >S^ 


p — ► 


N 


S:^^    \ 


(10) 


FiQ.  175. 

Pr  is  a  positive  turning  effort  when  the  pressure  P  acts  in  the  same  di- 
rection as  the  movement  of  the  piston;  if  in  the  opposite  direction  it  is 
negative. 

The  force  due  to  P  transmitted  along  the  connecting  rod,  denoted  by 
Pl,  is  found  by  taking  moments  about  shaft  center  o  and  substituting 
(10).    Then: 

Pilo  ^^  PtR^  PK 
or: 

K 


Pl  =  P 


By  similar  triangles: 

L 


K  = 

to 


n 


Vl*- 


"'  ^"'-(w  ^hWr 
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Then: 


Pt=P 


K 
lo 


N/'-(^r 


(11) 


Pl  is  the  Tnaximiim  force  due  to  P  producing  bending  moment  on  crank 
pin  and  shaft  at  any  time,  and  equals  P  at  dead  center. 

The  normal  jorce  on  guide  due  to  P  is  denoted  by  Pst  and  is  also  found 
by  taking  moments  about  shaft  center  o  and  substituting  (10).    Then: 

PnX  =  PtR  =  PK 
or: 

X 

By  similar  triangles: 

y 

K  y  R  sin  ^ 

X 


^"-''  >Rr  "nR^t 


Then: 


X 


Psi""  (12) 


The  direction  of  action  of  Ps  is  shown  in  Fig.  204  and  Table  56. 

Force  P  is  transmitted  as  an  equal  and  parallel  force  to  the  crank 
pin,  which  in  turn  is  transmitted  to  the  main  bearing.  Two  couples 
then  hold  the  rod  in  equilibrimn  and  may  be  equated  as  follows: 

PuL  cos  0  =  PL  sin  0 
or: 

Pjt  =  P  tan  0. 

It  is  obvious  from  Fig.  175  that  K/x  =  tan  0,  so  that  the  value  of  Ps  is 
the  same  as  that  given  by  (12). 

The  radial  force  on  the  crank  due  to  P  is  denoted  by  Pb^  and  is  found  by 
taking  moments  about  instant  center  a;  or: 

Puis  =  PtIa 
and: 

P«=Prr=  PrCot(^  +  «). 
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But: 


Then: 


R 


Pt=  Pl'X=  Pi,8in  («  +  *). 


P«=  P, 


li 


=  Pl  cos  (0  +  <l>) 


=  P 


cos  ^  — 


sin*^ 


»V'-(^') 


2 


This  is  zero  when  6  +  <l>  equals  90 — when  crank  and  connecting  rod  are 
at  right  angles. 

Efficiency  of  the  Slider  Crank, — From  (9)  and  (10)  it  is  dear  that  i 

PtVt  =  PV  (14> 

It  is  shown  in  mechanics  that  PF  is  the  rate  of  work  done  at  any  instant-  ? 
and  since  (14)  holds  good  for  every  position  occupied  by  the  mechanisnB.  , 
the  work  done  at  the  crank  pin  equals  that  done  in  the  engine  cylinde- 
if  friction  is  neglected;  or  the  efficiency  is: 


PV        ^ 


(h 


When  it  is  considered  that  in  high-grade  steam  engines  the  entire  loss  l^  ~y 
friction  is  sometimes  less  than  5  per  cent.,  the  futility  of  trying  to  replacz^e 
the  slider  crank  with  mechanisms  for  which  great  saving  is  claimed  :5s 
apparent. 

102.  Forces  Due  to  Gravity.  Horizontal  Engine. — ^The  connectir-B.g 
rod  of  a  horizontal  engine  has  a  negative  effect  upon  the  turning  effo:rt 
when  the  crank  is  in  the  half  of  the  crank  circle  toward  the  cylinder,  ar:&d 
positive  when  on  the  opposite  side. 

Table  50 


Formula 

1 

— 

Quadrant 

. 

Force 

1 

1 

2 

3 

1 

4 

Gt 

(16) 

1 

+ 

+ 

««M 

Ct 

(18) 

— 

+ 

1 

+ 

THE  SLIDER  CRANK 


293 


Let  Gb  be  the  reaction  of  the  rod  of  weight  W  at  the  crank  pin.  The 
uming  effort  may  be  found  by  taking  moments  about  shaft  center  o; 
L«n: 

GtR  =  GbR  cos  e 


Gr  =  Cb  cos  ^  =  ^-Wco&e 


(16) 


The  force  Ob  also  acts  as  an  equal  and  parallel  force  at  the  center  of 
L«  main  bearing.    The  force  due  to  W  acting  on  the  guide  is: 

G^^W  -Gb  (17) 

Let  C  be  the  weight  of  the  unbalanced  part  of  the  crank,  or  the  weight 
the  crank  pin ;  or  if  a  counterbalance  is  used  it  may  be  the  unbalanced 


.— ^ 


My 


v5> 


.4-- 


FiQ.  176. 


COS  d 


(18) 


part  of  this  weight.  Let  re  be  the  distance  from  the  center  of  the  shaft 
!o  the  center  of  gravity  of  the  weight  C.  The  algebraic  sum  of  these 
Icights  referred  to  the  crank  pin  center  may  be  expressed  by: 

^  d' ) 

Then  the  turning  effort  due  to  these  is: 

The  signs  for  Gt  and  Ct  for  the  different  quadrants  in  Fig.  176are  given 
Table  50  under  the  corresponding  quadrant  numbers.  The  plus  sign 
dicat'Cs  a  positive  turning  effort — that  the  force  acts  in  the  direction  of 
otion;  while  the  minus  sign  is  for  a  negative  effect.  If  the  overbalance 
le  to  C  is  on  the  crank  side  the  signs  are  as  given  in  Table  50;  if  opposite 
e  crank  the  signs  for  Ct  must  be  reversed. 

A>$ide  from  friction  the  weight  of  other  parts  does  not  affect  the  turn- 
5  effort. 
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Vertical  Engine. — The  weight  of  the  piston,  piston  rod  and  cross- 
head  obviously  affect  the  turning  effort,  but  as  it  acts  in  the  same  line 
with  the  pressure  it  may  be  accounted  for  in  drawing  the  indicator 
diagram. 

The  effect  of  the  connecting  rod  is  to  increase  the  turning  effort  on  the 
down  stroke  and  decrease  it  on  the  up  stroke;  its  weight  is  sometimes 

added  to  that  of  the  strictly  reciprocating 
parts  but  it  is  more  correctly  treated  by 
itself  and  this  will  be  done,  leaving  the 
approximate  method  to  the  judgment  of 
the  designer. 

The  rod  exerts  a  downward  force  G  and 
a  lateral  force  Gjv  as  shown  in  Fig.  177.  It 
must  be  assumed  that  the  entire  weight  is 
supported  by  the  crank  pin;  then: 

G  =  W. 

The  weight  of  the  rod  acting  at  the 
center  of  gravity  and  resisted  by  an  equaV 
force  at  the  crank  pin  forms  a  couple  equ 
to: 

G(L  —  La)  sin  ^. 

This  is  balanced  by  the  couple: 

GnL  cos  <I> 
or: 

GnL  cos  *  =  W{L  —  Lo)  sin  ^. 

From  which: 


""-'^o-^Sl 


-Wi-?) 


sin  0 


Fio.177. 


„,/r:M' 


(1^ 


Taking  moments  about  crank  center 
for  forces  G,  G^  and  C,  the  corresponding  turning  efforts  are  foun 
The  equations  are: 

OxtR  =  GReinO 
GstR  =  OnR  cos  e 

CtR  =  2  (^^.c)iJ  sin  «• 
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Then  by  cancellation  and  substitution  the  turning  efforts  are: 

GxT  =  W  sine 

La\  sin  26 


Gj,r  =  Gi.co6(^=Tr(l-^^) 


Ct  =  2(gc)sin(? 


The  total  turning  effort  due  to  the  gravity  of  the  rod  is: 

Gt   =   GxT  +  GyT 


(20) 
(21) 


(22) 


(23) 


• 

Table  51 

vt 

v« 

Quadrant 

Foree 

Formula 

1 

2 

3 

4 

GxT 

(20) 

+ 

+ 

__ 

^ 

GsT 

(21) 

+ 

— 

+ 

— 

Ct 

(22) 

+ 

+ 

^— 

^ 

•— > 


The  signs  for  the  quantities  Gxt,  Gst  and  Ct  for  crank  positions  in  the 
different  quadrants  of  Fig.  177  are  given  in  Table  51,  the  plus  sign  for 
forces  acting  in  the  direction  of  turning  as 
l>efore;  the  sign  for  Ct  assumes  the  over- 
balance on  the  pin  side  of  the  crank.  The  X  A^ 
forces  G  and  Gn  also  act  at  the  center  of  the 
nnain  bearing. 

If  the  engine  center  line  is  inclined  from 
tlie  vertical  i  degrees  as  shown  in  Fig.  178, 
modification  of  the  reactions  must  be  made  as 
follows: 


ff,=  Tr-Tr(l--^)sin5 
=  W\l  -  (1  -  ^)  sin  5] 


(24) 


(25) 


Gs  =G(1  -  -£)tsLa4^cosh 

Tl^  effect  on  the  turning  effort  is : 

Gt  =  Gb  sin  {e  —  i) 
GjfT  =  Gtf  cos  {6  -  6) 

Ct  =  2;(gc)8in(^-a) 


Fig.  178. 


(26) 
(27) 

(28) 
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The  signs  for  the  different  portions  of  the  crank  pin  path  depend  upon 
the  angle  6  and  may  be  determined  by  inspection  for  a  particular  case. 
Formulas  (24)  to  (28)  reduce  to  those  already  given  for  a  horizontal 
or  vertical  engine. 

103.  Forces  Due  to  Acceleration. — Practically  all  the  inertia  forces 
of  the  slider-crank  mechanism  may  be  accounted  for  by  considering  the 
acceleration  of  any  point  in  the  connecting  rod  in  the  direction  x,  parallel 
to  the  crosshead  path,  and  the  direction  y  normal  to  the  crosshead  path. 
In  the  formulas,  which  will  be  given  without  derivation,  <a  is  the  angular 
velocity  in  radians  per  second,  and  may  be  expressed  in  terms  of  r.p.m. 
thus: 

2rN      rN  ^29) 


U)    = 


60 


30 


The  acceleration  in  ft.  per  sec.  per  sec.  in  the  direction  x,  Fig.  179  is: 

/sin*  ^\  J^ 


ax  =  /?«* 


'b-mi 


and  in  the  direction  y: 


(30) 


I 


ay  =  J  /2w*  sin  B 


(31) 


As  force  is  the  product  of  mass  and  acceleration,  the  general  formula  is: 

(32) 


F  =  —a 
9 


Fio  179. 


in  which  a  may  be  either  ax  or 
Oki  and  if  TT  is  the  total  weight, 
a  must  be  the  acceleration  of 
the  mass  center.  Formulas  (30) 
and  (31)  give  acceleration  in 
any  point  in  the  rod;  and  for 
any  mass  assumed  as  concen- 
trated at  that  pointy  (32)  gives  the  force.  An  approximation  to  (30) 
is  given  by  (48),  the  latter  being  much  more  simple,  and  for  most  practical 
applications  accurate  enough. 

Hereafter  Fy  will  denote  the  inertia  of  the  rod  normal  to  the  line  of 

stroke,  Fya  its  effect  at  the  crosshead  and  Fyb  at  the  crank.    Fx  wiU  denote 

the  inertia  of  the  rod  along  the  line  of  stroke,  referred  to  its  mass  center. 

When  I  is  zero,  ax  is  the  acceleration  of  the  piston  and  other  purely 

reciprocating  parts.     The  inertia  of  these  parts  will  be  denoted  by  Fp. 

The  force  exerted  by  the  inertia  of  a  mass  upon  the  engine  parts  in  a 
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horizontal  direction  is  toward  the  cyUnder  when  the  crank  is  on  this  side 
of  the  crank  circle,  and  in  the  opposite  direction  when  the  crank  is  on 
the  side  away  from  the  cylinder;  an  exception  is  when  the  crank  is  in  the 
vicinity  of  90  degrees  from  the  engine  center  line,  and  this  may  be  seen 
by  plotting  (30)  as  in  Fig.  180,  in  which  an  and  ac  are  accelerations  at 
head  and  crank  ends  of  the  stroke  respectively. 

The  signs  in  Formula  (30)  are 
used  simply  to  obtain  nimierical 
results,  and  for  this  purpose  may 
be  taken  as  plus  when  angles  d  and 
2$  are  in  the  half  of  the  crank 
circle  toward  the  cylinder.  This 
has  a  negative  effect  upon  the  turning  effort  on  the  stroke  from  head 
to  crank  end  when  the  numerical  result  has  a  positive  sign,  and  a  posi- 
tive result  when  the  sign  is  minus.  On  the  return  stroke,  however,  the 
effect  is  just  the  reverse.  This  may  be  shown  by  Fig.  181,  which  gives 
the  acceleration  diagrams  for  the  two  strokes,  the  positive  sign  de- 
noting that  the  inertia  of  the  moving  part  would  assist  the  turning 
effort  and  the  negative  sign  that  it  would  have  a  retarding  effect. 

The  Reciprocaiing  Parts. — If  I  equals  L  in  (30),  ax  is  the  acceleration 
of  the  crosshead  and  piston.    At  the  dead  centers  (30)  becomes : 


Fig.  180. 


ax  =  Rw^(±  1  -  -) 


The  minus  sign  gives  the  numerical  value  for  the  head  end  and  the  plus 
sign  for  the  crank  end.    Then  the  inertia  of  the  reciprocating  parts  for 
head  and  crank  ends  may  be  computed,  and  other  points  found  graphi- 
cally by  Klein's  method  shown  in  Fig.  182. 
From  (32) : 


Fio.  181. 


Fb  =  —Rw^l-  1  -  -) 
a         \  nl 


9 
WRN^ 

2930 

and: 

9 

2930 


(-1-1)  (33) 


Fc  =  — ieco*(+i  --) 

fl         \  nl 


(1  -  L)  (34) 
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Fig.  182  is  an  exact  representation  of  (30)  and  proof  is  given  in  Dalby's 
Balancing  of  Engines  previously  referred  to.  The  lower  part  of  the  con- 
struction is  added  for  the  convenience  of  plotting  to  any  scale.  After 
deciding  upon  a  force  scale,  Fh  and  Fc  may  be  laid  off  on  the  diagrams 
as  shown;  the  lines  ab  and  cd  are  located  by  making  the  construction  at 
the  dead  center — only  one  of  these  being  necessary. 

The  Connecting  Rod. — If  in  (30),  I  equals  Lo,  the  distance  to  the  mass 
center,  the  effect  of  acceleration  of  the  rod  parallel  to  the  line  of  stroke 
may  be  found.     If  we  assume  no  an  imaginary  value  of  n,  and  substitute 

in  (30): 

n 

no  = f- 


FiQ.  182. 

then  using  this  value  in  (33)  and  (34),  values  of  Fx  for  the  rod  may  be 
found  graphically. 

The  inertia  of  the  reciprocating  parts  may  be  combined  with  the 
indicator  diagram  of  total  pressure  before  determining  tinning  effort, 
and  often  the  connecting  rod  is  added  to  the  reciprocating  parts  to 
simplify  calculation,  probably  with  sufficient  accuracy  in  most  cases; 
but  to  be  more  exact  the  rod  requires  a  separate  treatment,  and  Fx,  the 
inertia  of  the  rod  assumed  concentrated  at  the  mass  center  may  be  treated 
as  TT  in  connection  with  the  gravity  effect  of  the  rod  for  vertical  engines. 
Then  for  the  component  parallel  to  line  of  stroke,  comparing  with  (20) : 

FxT  =  Fx  sin  $  (35) 

For  the  component  normal  to  line  of  stroke,  comparing  with  (21): 

Lo\  sin  2$ 

l)— "/-=ir.-^  (36) 


XNT    —   Fx  (1    — 


2n  J7r(!£.»)  ■ 
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Fig.  183  shows  the  effect  of  rod  inertia;  it  may  also  be  used  as  a 
diagram  for  the  effect  of  inertia  of  the  reciprocating  parts,  taking  Fp  only, 
if  it  is  desired  to  treat  it  separate  from  the  indicator  diagram.  The  total 
effect  of  Fx  on  the  turning  effort  is : 


FxT  +  F. 


XNT 


(37) 


Table  52 


Pnrf^ 

FonnoU 

Sector  of  circle 

1 

2 

3 

4 

5 

6 

FxT 

FxNT 

(36) 
(36) 

— 

+ 
+ 

+ 

+ 

— 

+ 
+ 

The  signs  of  Fxt  and  Fxnt  are  given  in  Table  52  for  different  sectors 
of  the  circle  as  shown  in  Fig.  183.    A  change  occurs  when  the  inertia 


Fio.  183. 


curve  crosses  the  line  in  the  case  of  Fxntj  and  again  when  the  crank  is  at 
right  angles  to  the  center  line  of  the  engine. 

The  effed  of  angular  acceleration  is  best  treated  by  finding  the  moment 
of  inertia  as  described  in  Par.  99.  To  derive  the  formulas,  assume  the  rod 
divided  into  a  number  of  parts  of  weight  w^  each  a  distance  I  ft.  from  the 
center  of  the  crosshead  pin.  The  force  due  to  acceleration  of  the  rod 
normal  to  the  line  of  stroke  acts  away  from  the  center  line  of  engine,  and 
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its  effect  on  turning  effort  is  shown  in  Fig.  184.     The  force  exerted  by 
each  section  of  the  rod  is : 

Fy  =  -ay  =  ~.y-./i««8in^  (38) 

The  reaction  of  this  force  on  the  crank  pin  in  a  direction  normal  to  the 
line  of  stroke  is: 


Fy^  =j-Fy  =  -^Wsin^?. 


Tlie  total  reaction  is: 


r  YB    —    ^/^  y.v    — 


CO' 


y.v 


gnL 


•  Xwl^ '  sin  6 


<a' 


gnL 


- 1  sin  6 
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(39) 


The  effect  upon  the  turning  effort  is: 

Fyt  =  Fys  COS  d 


U) 


2 


2gnL 


./sin  2^ 


58^^-^^^^  2^ 


( 


The  signs  for  Fyt  for  the  different  quadrants  are  given  in  Fig.  184- 
The  total  turning  effect  of  the  rod  inertia  is: 

Ft  =  FxT  +  FxNT  +  Fyt  {^  ^ 

The  reaction  on  the  guide  due  to  Fy  is  found  by  taking  moments  aboti  i 
the  center  of  percussion,  the  location  of  which  is  given  by  (6).  If  Fr^^ 
is  this  reaction: 

FyaLp  =  Fyb{L  —  Lp), 
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The  resctioD  on  the  guide  due  to  Fx  is  found  as  for  W  in  (19);  or: 
La\  sin  9 

-l)     I — ^«r,  (43) 


fxy  =  fi  (1  - 


nJl 


(~r 


The  total  guide  pressure  due  to  acceleration  of  the  rod  is: 

Fa    =  Fya  +  Fxy 


(44) 


The  forces  Fxn,  Fx  and  Fra  acting  at  the  crank  pin,  also  act  as  equal 
and  parallel  forces  at  the  center  of  the  shaft. 
■<  104.  Combined  Indicator  and  Inertia  Diagrams. — As  the  pressure 

!  on  the  piston  and  inertia  of  the  reciprocating  parts  are  both  applied  to 
I  the  crosshead  pin,  they  may  be  combined  and  their  turning  effort  con- 
sidered t<^ether.  It  is  first  necessary  to  construct  a.  stroke  diagram 
living  the  unbalanced  steam  or  gas  pressure;  that  is,  the  difference 
between  the  pressure  on  the  two  sides  of  the  piston.  This  is  found  by 
plotting  the  distance  between  the  forward  pressure  of  one  diagram  and  the 
'>a.clc  pressure  of'a  diagram  for  the  other  side  of  the  piston  taken  at  the 
same  time. 

Steam  engine  diagrams  will  be 
fiirst  considered.  A  pair  of  indi- 
ca.tor  diagrams  is  shown  in  Fig.  185, 
and  it  is  best  that  they  should  be 
diagrams  of  total  pressure  as  this 
allows  for  the  piston  rod.  The 
abaded  area  represents  the  stroke- 
diagram  for  the  head  end,  giving  the 
pressures  acting  on  the  piston  during 

the  stroke  from  head  to  crank  end  of  Fio.  iss. 

[      cylinder.    The  pressure  is  zero  at  a 

and  becomes  n^ative  after  that.  For  convenience  this  may  be  plotted 
from  a  straight  line,  and  taking  pressures  above  the  plotting  line  as 
driTing  the  crank  in  the  direction  of  motion  (with  the  plus  sign),  and 
below  the  line  as  tending  to  retard  the  motion  of  the  crank  (with  the 
minue  sign),  Fig.  186  is  plotted,  with  inertia  diagram  shown  below,  and 
finally  the  combined  diagrams. 

A  convenient  method  of  plotting  the  combined  diagrams  is  to  invert 
the  inertia  diagram  on  the  stroke  diagram  as  shown  in  dotted  lines,  thus 
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performing  graphical  addition  and  subtraction;  then  the  measurements 
may  be  transferred  to  a  diagram  plotted  from  a  straight  line,  or  may  be 
taken  directly  to  plot  a  crank  effort  diagram.  This  applies  especially 
to  steam  engine  diagrams;  for  the  internal-combustion  engine  confusion 
may  be  avoided  by  following  the  method  shown  by  the  full  lines,  adding 
the  pressures  algebraically. 

If  the  engine  is  vertical  the  weight  of  the  reciprocating  parts  should 
be  added  to  the  downnstroke  diagram  and  subtracted  from  the  up-stroke 


Fio.  186. 


diagram  as  shown  in  dotted  lines;  Fig.  186  shows  the  addition  made  to^ 
the  head-end  diagram,  which  would  be  the  case  if  the  cylinder  wer^^ 
above  the  crank — the  most  common  arrangement.    K  the  center  lin^ 
of  the  engine  leans  6  degrees  from  the  vertical  as  in  Fig.  178: 


Pw  =-  W  cos  5 


(45) 


This  quantity  is  added  to  the  head  end  if  the  cylinder  is  higher  than  the 
shaft,  and  subtracted  from  the  crank  end. 
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IfUernal^ornbiLStian  Engine  Diagrams. — The  conventional  stroke  dia- 
gram for  a  4-cyele  constant-volume  engine  is  shown  in  Fig.  187  with 
inertia  diagram  and  combined  diagram  below.  The  diagram  is  for  an 
automobile  engine  running  1500  r.p.m.  The  connecting  rod  is  not 
included  in  the  inertia  diagram,  so  that  the  combined  diagram  shows 
only  the  forces  applied  at  the  wrist  pin.  The  inertia  of  the  rod  must  be 
included  in  the  forces  acting  at  the  crank,  but  this  is  best  given  a  separate 
treatment.  Data  for  the  diagrams  are  given  in  Table  55.  Accurate 
results  cannot  be  obtained  by  including  the  rod  with  the  reciprocating 
parts,  especially  if  the  center  of  gravity  is  near  the  crank  pin,  which  is 
true  of  this  type.  In  modern  well-designed  engines,  suction  and  exhaust 
pressures  differ  but  little  and  both  are  assumed  as  atmospheric  in  this 
chapter. 


Fio.  187. 


If  the  engine  is  not  horizontal,  Pw  (shown  dotted)  must  be  taken  into 
accoimt  as  in  Pig.  186  and  Formula  (45). 

In  finding  values  of  P  for  different  crank  positions,  the  spacing  around 
the  crank  circle  should  be  equal;  the  corresponding  piston  positions  are 
therefore  not  equally  spaced  and  the  spaces  are  greater  at  the  head  end 
than  at  the  crank  end  of  the  stroke.  These  points  in  the  piston  path  may 
be  found  as  in  Fig.  188,  then  marked  on  a  piece  of  tracing  cloth  and 
transferred  to  diagrams  such  as  Figs.  186  and  187  with  a  pricker  point, 
placing  the  tracing  cloth  end-f or-end  for  the  return  strokes  in  order  that 
letters  H  and  C  may  fall  on  the  same  letters  on  the  diagram. 

Figs.  186  and  187  show  that  pressure  is  constantly  exerted  against  the 
bearingSi  absorbing  work  by  friction.    By  plotting  the  forces  of  such 
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diagrams  upon  a  rectified  crank  circle  the  mean  pressure  upon  crank  pin 
and  shaft  may  be  obtained  for  the  cycle.  An  approximation  may  be 
made  by  including  the  connecting  rod  with  the  reciprocating  parts. 
Then  the  mean  pressure  from  such  diagrams  is  a  measure  of  the  work 
absorbed  by  friction;  this  is  not  the  mean  effective  pressure  or  the  alge- 


FiQ.  188. 


braic  sum  of  the  pressures,  but  the  mean  of  the  actual  pressiu^  against 
the  bearings  during  the  cycle,  regardless  of  signs.  For  the  main  bearing 
a  resultant  should  be  taken,  including  weight  of  wheel,  shaft,  etc.,  pull 
of  belt  or  reaction  due  to  gears,  or  any  other  forces  acting  on  the  bearing. 
106.  Reversal  of  Thrust  and  Effect  of  Compression. — It  has  been 
generally  accepted  that  compression  is  necessary  to  smoothness  of 
operation  of  a  steam  engine,  but  in  few  instances  is  it  probable  that  the 
necessary  compression  has  been  fixed  by  calculation,  or  if  so,  the  inertia 
of  the  reciprocating  parts  has  probably  been  neglected.     An  examination 

of  this  is  best  made  by  inverting 
the  crank  side  of  the  upper  dia- 
gram of  Fig.  186.  The  pressures 
above  the  plotting  line  are  those 
acting  toward  the  cranky  while  those 
below  the  line  act  toward  the  head 
end.  This  is  shown  in  Fig.  189. 
Neglecting  inertia,  reversal  of  thrust 
occurs  when  the  pressure  line  crosses 
the  plotting  line,  which,  for  the  dia- 
grams shown  gives  a  gradual  re- 
versal, occiuring  before  the  end  of 
the  stroke.  When  inertia  is  con- 
sidered )t  occurs  where  the  pressiu-e  line  crosses  the  inertia  curve;  this 
curve  may  be  considered  the  virtual  plotting  line  for  the  remaining  dia- 
grams of  this  paragraph. 

The  effect  of  inertia  is  to  cause  reversal  to  occur  later  in  the  stroke, 
but  in  Fig.  189  it  is  still  gradual;  if  the  diagrams  were  plotted  on  a  recti- 
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fiank  circle — a  more  irorrect  way  of  determinbig  the  relative  time  of 
reversal — it  would  appear  still  more  gradual. 

With  higher  speed  assume  the  inertia  curve  to  be  the  dotted  line  A, 
In  any  case  reversal  occurs  where  the  inertia  curve  crosses  the  pressure 
curve,  therefore  for  curve  A  the  reversal  is  at  initial  pressure  for  the  head 
end  and  a  Uttle  less  at  the  crank  end.  The  reversal  at  head  end  is  gradual, 
and  at  crank  end  the  reversal  force  is  the  pressure  represented  by  mn, 
iind  while  it  appears  to  occur  abruptly,  it  ia  probable  that  the  crank 
travels  over  an  appreciable  angle  while  the  pressure  is  being  applied  and 
there  would  be  little  or  no  tendency  to  "pound,"  even  with  some  play 
in  the  pin  bearings.  However,  if  the  inertia  is  less  and  the  curve  does 
not  cut  the  pressure  curve  (due  to  compression)  an  appreciable  distance 
before  the  dead  center,  a  pound  may  be  heard  if  the  pin  bearings  are  not 
properly  adjusted. 

With  inertia  curve  B,  reversal  at  head  end  occurs  at  o,  after  the  stroke 
lias  b^un,  but  is  gradual  and  would  probably  cause  no  pound;  at  crank 
end  it  occurs  at  dead  center  but  is  gradual. 

If  there  were  no  compression  the  pressure  curve  would  be  as  shown 
[slotted;  then  for  the  inertia  curve  shown  in  full  lines  the  force  due  to 
■fCversal  would  change  at  dead  center  from  ql  to  In;  for  curve  A  it  is 
;from  qm  to  mn,  and  for  curve  B  from  gn  to  zero,  the  reversal  force  being 
gradually  applied.  It  is  obvious  that  if  reversal  does  not  occur  before 
the  end  of  the  stroke,  the  force  i/l,  qm  or  qn  has  no  influence  upon  smooth- 
ness of  running,  but  that  this  depends  upon  the  magnitude  of  the  force 
starling  the  piston  on  its  return  stroke,  such  as  In  or  mn;  if  this  is  large 
a  "knock"  or  "pound"  may  be  the  result,  and  it  is  clearly  an  advantage 
when  inertia  is  small,  to  have  the  pressure  curve  cross  the  inertia  curve 
before  the  end  of  the  stroke.  A  serious  obstacle  to  tins  is  that  without  a 
high  compression,  the  terminal  pressure  at  large  loads  is  higher  than  the 
compression  pressure  and  the  pressureline  does  not  cross  the  plottingline; 
this  is  especially  true  with  single-eccentric,  non-roleasing  gears,  wliich 
reduce  the  compression  as  the  terminal  pressure  is  increased.  The 
uniflow  engine  has  some  advantage  in  this  respect,  but  with  heavy  loads 
reversal  may  occur  but  litlle,  if  any  before  the  end  of  the  stroke. 

A  study  of  the  diagrams  makes  clear  the  fact  that  increasing  the 
weight  of  the  reciprocating  parts  haa  sometimes  aided  in  smoothness 
of  operation;  it  may  also  account  for  the  non-analytical  discussions 
in  technical  papers  from  time  to  time  by  operating  engineers,  as  to  the 
necessity  of  compression,  with  fervent  adherents  to  both  sides  of  the 
question,  which  may  only  be  satisfactorily  explained  by  the  use  of  re- 
.1  diagrams. 
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As  the  piston  speed  <S  =  4/2iV,  Formulas  (33)  and  (34)  may  be  written: 

^=^("-^         <«) 

This  shows  the  influence  of  weight,  piston  speed  and  rotative  speed  upon 
inertia.  To  obtain  the  reversal  pressure  at  the  crosshead  pin,  the 
reciprocating  parts  proper  must  be  considered  alone;  for  the  effect  at  the 
crank  pin,  it  will  be  approximately  correct  to  add  the  weight  of  the  con- 
necting rod  to  Wf  but  more  accurate  to  determine  the  inertia  of  the  rod 
separately  as  explained  in  Par.  103. 

When  an  engine  is  numing  idle,  as  a  locomotive  in  ''coasting," 
reversal  curves  are  due  to  inertia  only,  and  are  shown  in  Fig.  190.  Rever- 
sal occurs  near  mid-stroke  and  is  very  gradual.  Indicator  diagrams  for  a 
single-acting  engine  are  also  shown  in  Fig.  190  with  dotted  lines.  As  the 
pressure  line  does  not  cross  the  inertia  curve  at  the  crank  end  of  the  stroke, 
there  is  no  reversal  of  thrust  at  this  place;  on  the  return  stroke  reversal 


Fig.  190. 

occurs  when  the  compression  curve  crosses  the  inertia  curve,  and  unless 
inertia  is  nearly  equal  to  or  greater  than  initial  pressure,  there  is  advan- 
tage in  having  the  compression  pressure  greater  than  the  inertia.  It 
should  be  noted  that  the  reversal  which  would  have  occurred  at  the 
crank  end  of  the  stroke  in  a  double-acting  engine,  is  deferred  imtil  the 
inertia  ciu-ve  crosses  the  plotting  line  on  the  return  stroke  a  short  time 
before  the  head-end  reversal. 

It  may  be  seen  from  Fig.  189  that  if  compression  pressure  is  high 
relative  to  inertia,  the  effect  of  inertia  is  more  largely  applied  at  the 
cylinder  end  of  the  frame;  whereas  with  high  inertia  pressure  and  small 
compression  the  retarding  effect  comes  on  the  bearing. 

In  Fig.  189,  if  the  cut-off  is  long,  as  shown  dotted,  the  turning  effort 
will  be  as  imiform  as  possible  if  the  inertia  effect  is  negligible;  the  shorter 
the  cut-off  the  less  imiform  it  becomes.  If  the  inertia  effect  is  increased 
for  the  short  cut-off  the  effective  pressure  becomes  more  uniform  through- 
out the  stroke.  A  locomotive  may  thus  be  started  with  a  maximum 
cut-off,  and  by  bringing*  back  the  reverse  lever  gradually  as  the  engine 
gains  speed,  the  maximum  uniformity  may  be  obtained  at  all  times. 
Failure  to  do  this  results  in  discomfort  to  passengers  and  increased  wear 
and  tear  on  the  mechanism. 
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A  steam  automobile  will  take  a  hill  more  smoothly  when  running 
slowy  if  the  cut-off  be  lengthened  and  the  pressure  throttled. 

A  single-actingy  constant-volume  internal-combustion  engine  diagram 
is  shown  in  Fig.  191.  For  the  full  lines  there  is  no  reversal  except  where 
the  inertia  curve  crosses  the  plotting  line  during  the  exhaust  and  suction 
strokes.  Should  inertia  at  the  head  end  of  the  stroke  be  high  enough  to 
cross  the  compression  Une  as  shown  dotted,  reversal  occurs  gradually 


^-r 


njM 


\ 


% 


EXPANSION 


EXHAUST 


SUCTION 
Fio.  191. 


— i^^     ^ 

COMPRESSION 


Inhere  the  lines  cross  at  n,  and  again  at  the  end  of  the  stroke.     The  mag- 

/litude  of  the  reversing  force  depends  upon  the  difference  between  inertia 

and  the  maximum  gas  pressure;  if  inertia  is  higher  as  in  curve  A,  Fig. 

id  1,  reversal  occurs  after  the  expansion  stroke  has  begun,  and  is  gradual. 

A  reversal  diagram  of  a  4-cycle,  double-acting  internal-combustion 

^Tx^Si^  is  shown  in  Fig.  192,  and  with  a  different  order  of  firing  in  Fig. 

1&  3.    In  Fig.  192,  for  the  values  assumed,  reversal  occurs  at  the  begin- 

nui^g  of  the  head-end  and  crank-end  expansion  strokes,  and  again,  gradu- 


H.EXP. 

c.  COM  p. 


\ 
"I 

of. 

U 


H.EXH. 
C.  6XP. 


H.SUCT. 
C.  5XH. 


H.  COM  P. 
C.  SUCT. 


Fig.  192. 


^y,  during  the  head-end  suction  stroke.  In  Fi5.  193,  abrupt  reversal 
<><^curs  only  at  the  beginning  of  the  head-end  expansion  stroke,  and  gradual 
reversal  during  the  head-end  exhaust  stroke.  Increasing  the  inertia  to 
^  dotted  lines  improves  conditions  for  Fig.  192  by  making  the  reversal 
gradual  near  the  end  of  head-end  compression,  and  reducing  the  reverse 
pressure  at  the  beginning  of  crank-end  expansion. 
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In  Fig.  193,  while  the  reversal  pressure  at  the  beginning  of  head-end 
expansion  is  reduced  by  increased  inertia,  an  abrupt  reversal  is  caused  at 
the  beginning  of  crank-end  expansion.  This  would  indicate  that  the 
smoother  order  of  firing  may  only  be  predetermined  by  the  use  of  such 
diagrams. 

106.  Total  Turning  Effort  T  may  be  found  by  combining  the  results  of 
(10),  (16)  or  (23),  (18)  or  (22),  and  (41);  or: 


T  ^Pt  +  Gt+Ct  +  Ft 


(47) 


The  most  common  use  of  turning-effort  diagrams  is  in  connection  with 
the  determination  of  flywheel  weight  for  electrical  service,  in  which  the 
load  curve  is  a  straight  line.  If  it  is  desired  to  make  such  investigations 
for  compressors  of  any  type,  whether  arranged  in  tandem,  or  on  a  common 
shaft  with  different  crank  angles,  these  reversed  diagrams  must  be  plotted 


H,5UCT. 
C  COM  p. 


H.  CO  MP. 
C.  EXP. 


H.EKP 

c.  exH. 


M.  EXH. 

csucr. 


Fig.  193. 


with  their  inertia  diagrams  and  added  algebraically  to  the  values  founds 
by  (47). 

Where  possible,  the  formulas  are  given  in  such  a  way  that  results  may 
be  obtained  either  by  measuring  the  diagram  or  by  calculation.  In  th^ 
latter  case,  P,  W  oxF  are  multiplied  by  some  factor  depending  upon  the 
value  of  angle  d.  To  facilitate  calculation  a  number  of  these  values  are 
given  in  Table  63  for  a  complete  revolution,  the  crank  circle  being  divided 
into  24  equal  parts. 
•  An  approximation  to  Formula  (30)  may  be  written: 

ax  =  B4±co8  0±(l-^)^]  (48) 

The  error  is  less  than  2  per  cent,  if  n  is  4,  being  maximum  when  tf  is  90 
degrees.  This  formula  is  used  for  finding  values  in  Table  53, 1  being  zero 
at  the  center  of  the  crosshead  pin.  The  minus  sign  in  the  table  indicates 
that  the  ciu^e  has  crossed  the  plotting  line,  but  has  no  other  significance. 
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For  a  4-cycle  intenial-combustion  engine  the  values  are  all  repeated, 
but  Pr,  on  the  second  revolution  is  different,  as  it  depends  upon  the  pres- 
sure on  the  piston. 

Steam  Engine  Diagram. — As  an  example  of  application,  data  will  be 
assumed  for  a  simple  steam  engine,  the  values  given  in  Table  54,  then 
{dotted  in  Fig.  194.  The  indicator  and  inertia  diagrams  for  the  example 
are  given  in  Figs.  185  and  186.  Data  for  the  problem  will  be  for  the  20- 
by  48-in.  Corliss  engine  designed  in  Chap.  XII,  the  parts  of  which  are 
designed  in  later  chapters.  The  data  necessary  for  the  problem  are: 
Weight  of  reciprocating  parts  =  1550  lb.  Weight  of  connecting  rod  = 
1330  lb.  n  =  6,  AT  =  100,  u»  =  109.  Other  data  for  the  rod  found 
from  methods  in  Par.  99  are:  /  =  78,654,  r*  =  59,  Lg  =  6.32,  Lp  =  8.07. 


'\ 

-TV                     A 

\     /■ 

\ 

The  weight  of  crank  referred  to  pin  =  500  lb.  Weight  of  counter- 
balance referred  to  pin  =  2225  lb.  The  inertia  of  the  reciprocating  parts 
are,  from  (33)  and  (34):  F«  =  12,250  lb.,  and  Fc  =  8750  lb.  Other 
points  in  the  curve  were  found  from  Klein's  construction,  Fig.  182,  The 
coimecting  rod  is  not  included  with  the  reciprocating  parts  but  is  treated 
separately.  Total  pressure  P  includes  the  effect  of  inertia  of  the  recip- 
rocating parts  proper. 

The  counterbalance  overbalances  the  crank  by  1725  lb.,  referred  to 
tbe  crank-piQ  center.  The  signs  for  Ct  are  then  opposite  to  those  given 
in  Table  50. 

If  the  area  of  Fig.  194  is  found  by  a  planimeter  and  divided  by  the 
len^h  the  mean  ordinate  may  be  found,  and  a  line  representing  the  mean 
'^miiug  effort  drawn  as  shown.  The  fluctuation  of  turning  effort  may 
tills  be  plainly  seen,  and  the  areas  between  the  curve  and  this  line  repre- 
Bent  energy  fluctuations.  The  ratio  of  the  maximum  area  thus  enclosed 
to  the  area  of  the  rectangle  formed  by  the  mean  line  and  the  plotting  line 
(for  one  stroke,  one  revolution  or  one  cycle,  as  desired)  is  called  the  coef- 
ficient of  the  fluctuation  of  energy.  Referred  to  one  stroke,  this  quantity 
for  F^.  194  is  0.333.  The  mean  line  must  always  be  found  from  the 
fiiagrftm  for  the  entire  cycle. 
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Combined  Turning-effort  Diagram. — When  a  ateam  engine  has  more 
than  one  cylinder,  the  diagrams  may  be  combined.  This  is  especially 
interesting  for  twin  or  cross-compound  engines  with  cranks  not  in  the 
same  plane;  the  most  common  angle  between  2-cylinder  en^es  is  90 
degrees. 


While  the  crank-effortdiagrams  for  the  high-  and  low-pressure  oylindes' 
of  a  compound  steam  engine  would  not  be  just  alike,  or  the  same  as  FE- 1 
194,  they  may  be  assumed  the  same  and  a  combined  diagram  plott^' 
This  will  in  reality  be  for  twin  simple  engines,  and  the  combined  diagram- 
will  be  the  same  whichever  crank  leads;  with  cross-compound  engines 
however,  a  more  uniform  turning  effort  may  sometimes  be  obtained  witl^ 
certain  crank  leading,  and  this  may  be  determined  by  trial. 


It  is  convenient  to  refer  all  forces  to  one  crank  circle,  such  as  the  hi^- 
pressure,  the  numbers  on  the  rectified  crank  circle  on  which  the  diagram 
is  plotted  referring  to  this  circle.  Thus  Fig.  195  is  a  crank  circle  for  a 
cross-compound  engine  in  which  the  low-pressure  crank  leads;  therefore 
when  the  high-pressure  crank  is  on  position  0(or  24)  of  its  diagram  (which 
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is  also  the  zero  of  the  combination  diagram),  the  low-pressure  crank  is  on 
position  6  of  its  diagram,  and  the  force  at  this  point  must  be  plotted  at 
position  0  of  the  combined  diagram.  When  the  high-pressure  crank  is 
at  18,  the  low-pressure  crank  is  at  0;  then  if  the  low-pressure  diagram 
were  drawn  on  tracing  cloth  and  moved  along  so  that  its  0  position  falls 
upon  the  18  position  of  the  combined  diagram,  the  right  relation  would  be 
established.  This  is  shown  in  Fig.  196.  If  the  ordinates  of  these  dia- 
grams are  now  added  algebraically,  the  combined  diagram  formed  by  the 
highest  curve  is  formed. 

The  mean  line  may  be  drawn  as  for  Fig.  194.  It  will  be  noticed  that 
the  energy  fluctuations  are  more  frequent  but  less  in  intensity. 

By  changing  the  angle  between  the  cranks  it  is  sometimes  possible  to 
reduce  the  maximum  fluctuation  of  energy;  the  writer's  attention  was  first 
called  to  this  in  the  paper  by  Mr.  Astrom  in  vol.  xxii.  Trans.  A.S.M.E. 
referred  to  at  the  end  of  Chap.  XVIII.  This  is  seldom  done  in  practice, 
and  imless  the  improvements  were  very  marked,  would  probably  not 
usually  be  considered  worth  while. 

An  examination  of  Figs.  185,  186  and  194  shows  quite  a  reduction  of 
the  crank-eud  areas  on  account  of  the  reduced  piston  area  due  to  the 
piston  rod;  by  making  the  cut-off  for  the  crank  end  longer  than  that  of 
the  head  end,  the  work  may  be  equaUzed,  probably  resulting  in  a  more 
uniform  turning  efifort.  This  adjustment  would  be  possible  with  Corliss 
gear  without  any  change  in  design. 

IfUemal-cambtistion   Engine   Diagram. — A  combined  indicator  and 
inertia  diagram  for  a  4-cycle,  single-acting  internal-combustion  engine  is 
shown  in  Fig.  187.     This  was  drawn  to  scale  for  a  33^-  by  4-in.  gasoline 
engine  running  1500  r.p.m.  and  may  be  used  as  an  illustration  for  plot- 
ting crank-effort  diagrams.     The  indicator  diagram  used  is  conventional, 
and  plotted  from  Par.  80,  Chap.  XIV,  assuming  an  absolute  compression 
pressure  of  100  lb.,  and  that  the  m.e.p.  is  88  lb.    Modifications  were  made 
as  suggested;  the  suction  and  exhaust  lines  are  taken  as  atmospheric. 
The  connecting  rod  is  not  included  with  the  reciprocating  parts  but  is 
treated  separately.     The  total  pressure  P,  however,  includes  the  inertia 
rf  the  reciprocating  parts  proper.     The  piston  is  taken  as  cast  iron. 
Other  necessary  data  are  as  follows:  Weight  of  piston  and  pin  =  2.6  lb. 
Weight  of  connecting  rod  =  2  lb.     /  =  0.636,  w»  =  24,500,  La  =  0.77, 
»  =  4.    The  inertia  of  the  piston  at  the  head  end  is  397  lb.  and  at  the 
crank  end  238  lb.    Table  56  is  prepared  from  these  data.    The  effect  of 
gravity  being  relatively  small,  is  neglected. 

The  tiuning  eff^ort  diagram  for  a  single  cylinder  is  plotted  in  Fig.  197. 
Due  to  the  idle  strokes  during  exhaust  and  suction,  the  effort  is  negative 
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during  the  first  part  of  the  stroke,  inertia  only  having  any  effect  (if 
suction  and  exhaust  are  considered  as  atmospheric). 

The  mean  line  may  be  drawn  as  described  imder  steam  diagrams,  and 
the  fluctuation  of  energy  determined;  the  maximum  value  of  AE  (Chap. 
XVIII)  is  obvious. 
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Combined  Turning-effort  Diagrams, — Fig.  197  may  be  considered  a 

diagram  for  a  sin^e-cylinder  engine,  or  cylinder  No.  1  of  a  multi-cylinder 

engine.    Some  of  the  most  common  arrangements  will  now  be  given, 

the  diagrams  for  the  different  cylinders  being  first  shown  separately  to 

avoid  confusion,  and  then  combined. 


o 


r^ 


Ro.  198. — Two-cylinder  diagrams. 

Tvdn  cylinder  engine  with  cranks  in  unison.    Order  of  firing,  1-2. 

In  the  crank  diagram  of  Fig.  198,  the  head-end  dead  center  is  assumed  to 

be  at  the  top  of  the  circle,  as  in  a  vertical  engine.    The  turning-effort 

diagram  is  dimensioned  in  degrees,  starting  from  the  head-end  dead  center 

of  cylinder  No.  1.    The  combined  diagram  is  given  below  that  of  cylinder 
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No.  2.  The  crank  is  assumed  to  turn  clockwise,  but  to  follow  the  order  of 
firing,  the  crank  circle  should  be  followed  in  a  counter-clockwise  direction. 

Three-^linder  engine  with  cranks  at  120  degrees.  Order  of  firing, 
1-3-2.    See  Fig.  199. 

Four-cylinder  engine  with  cranks  at  180  degrees.  Order  of  firing, 
1-3-4-2.    See  Fig.  200. 

Six-cylinder  engine  with  cranks  at  120  degrees.  Order  of  firing, 
1-5-3-6-2-4.     See  Fig.  201. 


i_r~L_r 


MK/ 


7^' 


Fig.  199. — Three-cylinder  diagrams. 

The  cranks  are  differently  arranged  on  some  shafts  as  shown  in  Fig. 
413,  Chap.  XXVIII,  for  which  the  firing  order  is  1-2-4-6-3-6. 

Crank  diagrams  for  8-cyUnder  and  12-cy Under  engines  are  shown  in 
Figs.  202  and  203  without  the  crank  effort  diagrams.  These  may  be 
plotted  in  the  same  way  when  the  order  of  firing  is  known;  this  will  be 
considered  in  Chap.  XX.  The  dotted  lines  of  the  crank  diagrams  show 
equivalent  positions  of  the  cranks  to  give  the  same  turning  effort  if  the 
cylinders  were  all  vertical. 
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It  will  be  seen  that  in  all  cases  the  order  of  firing  is  such  as  to  divide 
the  impulses  around  the  circle  evenly;  aside  froQi  this  there  is  not  a  fixed 
standard,  but  the  more  usual  timing  is  given  in  this  chapter. 

107.  Reactions  on  the  Frame. — With  the  exception  of  the  connecting 
rod  in  vertical  and  angle  engines,  gravity  of  the  moving  parts  always 
exerts  a  downward  efifect  only.    The  magnitude  of  the  normal  component 


A 

t] 

'4 

/ 

# 

2'J 


Fio.  200. — Four-cylinder  diagrams. 


of  gravity  is  given  by  (19),  and  it  always  acts  toward  the  center  line  of 
the  engine  at  the  crosshead  end  when  the  cylinder  is  above  the  crank, 
and  away  from  the  engine  at  the  crank.  The  weight  of  the  reciprocating 
parts  of  a  vertical  engine  is  included  in  P,  the  total  piston  pressure.  In 
hoiuontal  engines  the  gravity  of  these  parts  have  no  effect  except  to 
produce  some  pressure  on  the  cylinder  walls  and  guide.    Under  certain 

21 
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unusual  conditions  their  changing  position  may  have  a  sli^t  effect  upon 
balance. 

Forces  due  to  gas  or  steam  pressure  and  to  acceleration  are  indepen- 
dent of  the  position  of  the  engine,  and  their  effect  upon  the  frame  will  W 
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NoJ 


A/C.4 


No.S 
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720' 


Fia.  201. — Six-cylinder  diagrams. 

given  here.  Force  P  in  this  paragraph  had  best  be  taken  for  steam  or  gas 
pressure  only  (including  weight  of  reciprocating  parts  for  vertical  or 
angle  engines),  the  inertia  of  the  reciprocating  parts  being  computed 
separately,  as  all  forces  except  P  (and  consequently  Ptt)  vary  directly  as 
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^-J  2-2,        3'Ji 

Fia.  202. — Eight-cylinder  diagram. 
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Fig.  203. — Twelve-cylinder  diagram. 
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(a 


these  may  then  be  combined  and  plotted,  and  the  effect  of  different 
rotative  speeds  easily  determined  by  changing  the  scale.  The  reactions 
due  to  P  may  be  added  to  any  of  these  inertia  diagrams  and  the  total 
effect  determined. 

Force  P  has  an  unbalanced  effect  upon  the  frame  only  throu^  its 
normal  component  Ph-  The  normal  component  of  Fp  may  be  found  from 
(43)  by  taking  Lo  =  0;  then: 

sin  ^  ,^^v 

(49) 


Fpff  —  Ft 


"f^WY 


The  signs  for  P  assume  the  force  to  be  acting  in  the  direction  of  piston 
motion;  when  the  reverse  is  true  the  signs  are  reversed.  This  may  be 
determined  from  diagrams  similar  to  those  given  in  Fi^s.  186  and  187. 

Fig.  204  shows  the  numbering  of  the  sectors,  the  meaning  of  the  signs, 
and  the  action  of  the  different  forces,  while  Table  56  gives  the  signs. 


Table  56 


Force 

Formula 

Sector  of  circle 

1 

2 

3 

4 

5 

6 

{  ^"^ 

(12) 

^ 

^ 

^ 

^ 

^ 

^^ 

Pa 

FpN 

(49) 

+ 

— 

— 

+ 

4- 

— 

FxN 

(43) 

+ 

— 

— 

+ 

4- 

— 

^  Fya 

(42) 

+ 

+ 

+ 

— 

— 

— 

{  ^"^ 

(12) 

+ 

+ 

+ 

+ 

4- 

.+ 

FpH 

(49) 

— 

4- 

+ 

— 

— 

+ 

Pby 

\     FxN 

(43) 

— 

+ 

+ 

— 

— 

+ 

Fyb 

(39) 

+ 

+ 

+ 

— 

— 

— 

^  Fcr 

(50) 

+ 

+ 

4- 

— 

— 

— 

r  Fp 

(32) 

— 

+ 

+ 

4- 

4- 

— 

Pbx        \   Fx 

^  Fcx 

(32) 

— 

+ 

+ 

4- 

4- 

— 

(51) 

^ 

— 

+          + 

— 

— 

If  the  revolving  parts  are  not  balanced,  or  are  overbalanced  due  to  a 
portion  of  the  reciprocating  parts  being  balanced  at  the  crank,  the  cen- 
trifugal force  of  this  weight  will  react  at  the  main  bearing.  Normal  to 
the  line  of  stroke  this  force  is: 


Fcy=S  (--)  Rta^Qine 


(50) 


This  forms  a  part  of  par,  the  sign  being  as  in  Table  56  if  the  crank  and  pin 
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are  iinderbalanced;  if  overbalanced  the  signs  are  reversed.    The  effect 
parallel  to  line  of  stroke  is: 

Fcx=s(J-)  Ru)^cose  (51) 

This  is  added  to  psx,  the  sign  being  as  in  Table  56  for  the  unbalanced 
crank  and  pin. 

The  forces  of  Fig.  204  and  Table  56  may  be  plotted  or  tabulated  sepa- 
rately, similar  to  Table  57,  and  combined  if  desired.  They  do  not  all  act 
in  the  same  plane,  and  may  produce  other  forces  and  couples.  Their 
effect  may  be  taken  up  within  the  frame  itself  in  some  cases,  so  as  to  have 
little  or  no  effect  upon  the  foundation  or  other  support,  especially  in 
multi-cylindered  engines.  Some  of  the  forces  are  insignificant  in  some 
cases,  but  with  different  t3rpes,  sizes,  speeds,  etc.,  it  is  well  to  prove  this 
by  calculation;  the  formulas  are  simple  and  easily  applied  with  the  aid 
of  Table  53  and  the  diagrams,  and  their  use  may  account  for  various  things 
giving  trouble  to  engine  builders. 

The  forces  Fx  (due  to  the  connecting  rod)  andF/>  (due  to  the  reciprocat- 
ing parts)  act  along,  or  parallel  to  the  line  of  stroke,  but  may  act  on  the 
frame  either  at  the  cylinder  end  or  the  bearing  end,  or  may  be  divided 
between  them,  depending  upon  the  steam  or  gas  pressure  acting  upon 
the  piston.  It  must  be  borne  in  mind,  however,  that  if  the  restraint  of 
the  foundation  bolts  is  neglected,  the  forces  acting  upon  the  frame  in  the 
line  of  stroke  are  limited  by  the  steam  or  gas  pressure  in  the  cylinder; 
this  must  be  determined  by  the  indicator  diagram  alone,  inertia  having 
no  effect.  If  inertia  is  great,  part  of  it  may  be  balanced  by  compression, 
in  which  case  it  id  transmitted  to  the  foundation  from  the  cylinder  end  of 
the  engine;  any  excess  inertia  is  transmitted  to  the  frame  and  thus  to  the 
foundation  at  the  shaft  end  of  the  engine.  The  inertia  effects  normal  to 
the  line  of  stroke  cause  bending  and  torsional  stresses  in  the  frame,  but 
these  are  influenced  by  the  attachment  to  the  foundation. 

Divisions  2  and  5  in  Fig.  204  are  not  quite  the  same  for  Fp  and  Fx,  as 
the  inertia  cm-ves  do  not  cross  the  line  at  the  same  point. 

The  action  of  the  forces  pax  and  par  along  the  crank  in  a  line  from  the 
center  of  the  shaft  to  the  center  of  the  crank  pin  is: 

Pb  =  Pbx  cos  ^  +  Pbf  sin  ^  (52) 

All  or  part  of  the  forces  of  which  these  are  composed  may  be  taken  in 
finding  p«.  Formula  (52)  is  convenient  as  practically  all  balancing  is 
done  along  the  crank  center  line. 

The  forces  of  Fig.  204,  added  algebraically  are : 
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PA  =  Py'  +  Fpy  +  F^y  +  Fyj,  (53) 

Pm  =  F/.  +  Fx  +  Fcx  (54) 

Vby  =  Pj.  +  Fi-.v  +  Fx«  +  Fru  +  Fcr  (55) 

Formula  numbers  for  the  various  forces  are  given  in  Table  56.     It  may 

l>e  convenient  at  this  place  to  state  the  meaning  of  the  notation  contained 

in  Formulas  (53)  to  (55). 

tf  92^.     ^.       *        •*"        ^        7      a     s  ioJ!„ . 


=  normal  component  of  force  P  due  to  steam  or  gas  pressure.  If 
P  includes  the  inertia  of  the  reciprocating  parts,  Ph  includes 
Ffn-  Should  the  inertia  of  the  connecting  rod  be  included  as  in 
rough  calculations.  Pi,  includes  Fxn- 

=  the  inertia  of  the  reciprocating  parts. 

=  the  normal  component  of  Fp. 

=  the  inertia  of  the  connecting  rod  parallel  to  line  of  stroke,  as- 
sumed as  concentrated  at  mass  center  of  rod. 


Fiif   =  normal  component  of  Fx. 

Fya    =  effect  at  crosshead  pin  of  inertia  of  connecting  rod  normal  to 

line  of  stroke. 
Fyb    —  same  at  crank  pin. 
Fcx    =  effect  of  centrifugal  force  of  crank  or  counterbalance  parallel  to 

line  of  stroke. 
Fcr    =  same  normal  to  line  of  stroke. 

In  vertical  engines  Gh,  the  gravity  effect  of  the  conneotii^  rod,  should 
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be  added  to  p^  and  psr;  its  value  is  givci 
same  as  for  Pk  in  Table  56. 


by  (19)  and  the  signs  are  the 
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With  the  data  for  the  Corliss  engine  already  considered,  and  by  the  use 
of  Fig.  204  and  Table  56,  Table  57  has  been  computed.    The  method  of 


determining  the  counterbalance  will  be  given  in  the  next  chapter.     The 
values  of  'Pt.  are  plotted  along  the  crosshcad  path  in  Fig.  205.    Values 
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of  Pbt  and  Fcr  (for  counterbalance)  are  plotted  on  a  rectified  crank 
circle  in  Fig.  206,  and  of  pax  and  Fcx  in  Fig.  207.  The  resultant  ps  of 
forces  Pbx  and  par  may  best  be  found  graphically  from  Figs.  206  and  207. 
This  has  been  done,  taking  the  counterbalance  into  consideration,  and 
plotted  on  a  crank  circle  in  F^.  208,  giving  both  direction  and  magnitude 
of  the  force  acting  during  the  revolution  due  to  the  moving  parts  of  the 


slider-crank  mechanism.  This  force  acts  on  the  main  bearing.  To  ob- 
tuiii  the  force  acting  at  the  crank  pin,  that  due  to  the  crank  and  counter- 
balance {Fcr  and  Fcx)  must  be  omitted.  This  is  shown  in  Fig.  209. 
The  actual  force  on  the  bearing  is  somewhat  diEFerent  as  it  is  not  in  the 
same  plane;  neither  do  the  forces  due  to  crank  and  counterbalance  act 
in  the  same  plane  as  the  forces  at  the  center  of  the  crank  pin,  but  for  most 
calculations  for  strength  and  wear  this  may  be  neglected. 


To  obtain  the  totaJ  force  acting  on  the  crank  pin  or  shaft  at  any  point, 
the  resultant  of  ps  and  the  steam  or  gas  pressure  must  be  obtained;  when 
bearing  pre.saurc  is  desired  the  effect  of  gravity  must  be  included  (con- 
necting rod,  crank,  shaft,  wheel,  etc.).  The  force  due  to  steam  or  gas 
pressure  may  be  found  by  the  use  of  a  stroke  diagram  such  as  Fig. 
186  or  IS7,  neglecting  inertia.    In  Fig.  210  it  may  be  seen  that  the  force 
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Pr  acts  at  an  angle  $  +  4>  =  a,  from  the  point  on  the  pin  which  is  nearest 
the  cylinder  when  the  crank  is  on  the  head-end  center,  and  that  it  moves 
around  the  pin  in  a  counter-clockwise  direction.  This  is  also  true  of  the 
shaft. 


Fig.  211. 


Fig.  208  or  209  may  be  combined  with  Fig.  210;  then  to  find  the  forces 
acting  on  shaft  or  pin,  these  may  be  drawn  in  the  position  of  head-end 
dead  center;  by  revolving  the  resultant  diagram  on  the  same  center  in  a 
counter-clockwise  direction,  the  resultant  forces  may  be  transferred  to 


Fxo.  213. 


Fio.  214. 


the  pin  or  shaft  in  such  a  manner  that  they  pass  through  the  center  if 
produced.  Figs.  209  and  210  for  the  crank  pin  are  combined  in  Fig. 
211  and  transferred  to  the  pin  in  Fig.  212.  The  latter  shows  the  normal 
force  acting  on  all  sides  of  the  crank  pin  by  means  of  which  the  maximum 
reversed  or  repeated  loads  may  be  determined. 
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Figs.  208  and  210  for  the  shaft  are  combined  in  Figs.  213  and  214  in 
the  same  way. 

These  diagrams  are  for  the  20  by  48  in.  Corliss  engine  previously  men- 
tioned, and  it  must  be  remembered  that  they  are  not  strictly  accurate  due 
to  the  forces  not  being  in  the  same  plane.  In  all  of  these  diagrams  except 
Figs.  212  and  214,  the  force  acts  from  the  point  on  the  circle  from  which 
the  line  starts,  and  the  effect  of  gravity  of  the  parts  is  neglected.  In 
Figs.  212  and  214  the  force  curve  is  all  drawn  outside  the  circle  which 
represents  pin  or  shaft,  and  acts  toward  the  circle;  the  radial  force  lines 
are  numbered  in  order  showing  the  direction  of  force  change  during  the 
cycle.  Reversed  and  repeated  loads  may  be  taken  from  these  digarams 
(Figs.  212  and  214),  the  reversed  loads  being  diametrically  opposite.  If 
two  forces  are  more  than  90  degrees  apart  they  produce  a  certain  amount 
of  reversal;  this  usually  produces  bending.  As  the  stress  measured  from 
any  neutral  axis  is  proportional  to  the  distance  from  the  axis,  the  inten- 
sity and  kind  of  stress  may  be  found  at  any  point  on  the  surface  for  forces 
inclined  at  any  angle. 

Various  couples  are  produced  by  the  constituents  of  Pa  and  psr, 
some  of  which  tend  to  neutralize  the  others.  Their  effect  is  also  influenced 
by  the  counterbalance  if  any  is  used. 

The  attachment  of  the  frame  to  the  foimdation  or  other  support  in- 
fluences the  effect  of  these  forces  which  might  be  determined  by  taking 
moments  about  certain  points;  but  the  origin  of  moments  is  so  indefinite, 
and  the  behavior  of  the  supports  imder  active  forces  so  imcertain  that 
but  little  satisfaction  is  obtained  by  an  attempt  at  an3rthing  like  accurate 
analy^.  For  large  engines,  as  careful  a  consideration  as  possible  of  the 
proportion  of  the  reciprocating  parts  to  be  balanced,  and  for  small  light 
engines,  a  careful  application  of  the  best  balancing  methods,  wiU  bring 
the  most  satisfactory  results. 

In  all  that  precedes,  an  absolutely  uniform  motion  of  the  crank  pin  has 
been  assumed.  This  is  not  strictly  the  case,  but  in  most  cases  there  is  no 
great  error  in  the  assiunption,  and  an  attempt  to  account  for  this  would 
be  useless. 

The  treatment  of  the  mechanics  of  the  slider  crank  given  here,  while 
simple  in  principle,  is  rather  complicated,  and  for  most  design  problems 
only  the  direct  forces  due  to  gas  or  steam  pressure  and  to  heavy  weights 
such  as  the  flywheel,  are  used.  However,  no  one  is  absolutely  sure  of  the 
wisdom  of  neglecting  certain  forces  until  he  has  worked  through  a  number 
of  problems,  and  for  turning  effort  diagrams  used  in  flywheel  design,  the 
neglect  of  the  effect  of  acceleration  results  in  a  method  but  little  short  of  a 
rough  rule  of  thumb.    Also,  when  inertia  is  combined  with  the  stroke 
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diagram  of  Fig.  187,  the  resulting  force  diagram  differs  considerably  from 
the  original  diagram  due  to  gas  pressure  only;  were  the  connecting  rod 
included,  giving  the  forces  acting  on  the  crank  pin,  the  difference  would 
be  still  greater. 

Perfect  balance  is  claimed  for  certain  engines  of  ordinary  construction; 
there  is  no  such  thing,  and  the  statement  either  shows  lack  of  knowledge 
or  an  attempt  at  a  '^ snappy"  piece  of  advertising. 

The  heat  engine  designer  cannot  afford  to  be  ignorant  of  the  simple 
principles  of  this  chapter  even  though  he  uses  them  but  little.  If  the 
forces  are  carefully  calculated  the  factor  of  judgment  may  be  reduced  in 
selecting  the  factor  of  safety;  if,  as  is  usually  the  case,  it  is  considered 
unnecessary  to  make  such  elaborate  calculations,  the  factor  of  judg- 
ment should  be  such  as  to  cover  discrepancies.  This  will  be  further 
discussed  in  Par.  166,  Chap.  XXI  and  in  connection  with  the  various  details 
in  later  chapters. 

Reference 
Balancing  of  engines W.  E.  Dalby. 


CHAPTER  XVII 

BALANCING 

108.  Introduction. — The  subject  of  the  balancing  of  reciprocating 
engines  is  well  covered  by  Prof.  W.  E.  Dalby  in  his  excellent  work  by  this 
title,  and  it  is  not  possible  to  claim  a  complete  treatment  in  a  short  chap- 
ter; however,  an  attempt  is  made  to  bring  the  essentials  of  balancing  into 
simple  practical  form,  so  that  they  may  be  used  to  solve  all  balancing 
problems  connected  with  the  usual  forms  of  recipi-ocating  engines.  It 
might  be  more  correct  to  say  that  the  lack  of  balance  may  be  determined 
by  these  principles  with  a  view  to  keeping  it  a  minimum. 

Notation. 

W  =  weight  in  general  in  pounds. 
Wb  =  weight  to  be  balanced  referred  to  the  cranic  pin. 
Wp  =  weight  of  reciprocating  parts  in  pounds. 
w  =  unit  weight  in  pounds. 

C  =  weight  of  crank  and  pin  in  pounds  referred  to  pin  center. 
P  =  force  in  general  in  pounds. 

Cf  =  radial  inertia  (centrifugal  force)  of  a  revolving  weight  in  pounds. 
Q  =  a  couple. 

M  =  moment  in  pound-feet  or  pound-inches  of  weights  to  be  balanced. 
Ab  =  area  in  square  inches  or  square  feet  of  face  of  coimterweight. 
t  =  thickness  of  counterweight  in  inches  or  feet. 
I  =  dimensions  in  general  in  inches  or  feet. 
r  =  radii  in  general. 

L  =  length  of  connecting  rod  from  center  to  center  in  feet. 
R  =  crank  radius  in  feet, 
ci)  =  angular  velocity  in  radians  per  second. 
N  =  r.p.m. 
n  =  L/R. 
g  =  32.16. 

109.  Simple,  or  Primary  Balancing. — Centrifugal  force  tends  to  dis- 
place a  revolving  weight  in  a  radial  direction  from  the  axis  about  which 

334 


BALANCING  335 

it  revolves.     The  magnitude  of  this  force  is  equal  to  theproduct  of  its 
mass  and  radial  acceleration ;  or: 


■«' 


(1) 


Had  W  been  taken  as  an  indefinitely  small  dividon  of  the  weight  and 
R  its  distance  from  the  axis,  the  sum  of  these  products  would  equal  the 
total  weight  multiplied  by  the  distance  of  its  center  of  gravity  from  the 
axis.  It  then  follows  that  two  weights  diametrically  opposite,  revolving 
about  an  axis,  will  be  in  balance  if  the  product  WR  is  the  same  for  each, 


Fia.  215. 


and  this  is  the  general  principle  of  practical  counterbalancing  of  machine 
parts. 

The  balancing  of  parts  revolving  in  a  circle  is  simple,  and  practically 
consists  in  suitably  placing  the  balance  weights  so  as  to  make  a  neat 
design.  However,  for  over-hung  cranks  there  is  an  unbalanced  couple 
due  to  the  impossibility  of  placing  the  counterbalance  in  the  same  plane 
as  the  portion  of  the  weight  to  be  balanced.    This  is  shown  in  Fig.  215. 

So  far  as  forces  are  concerned,  balance  is  obtained  if  the  coooecting 
rod  IB  discoimected  when : 

W^  =  Wrh  +  WR  (2) 
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where  W  is  the  weight  of  the  portion  of  the  pin  in  the  bearing,  Wi  the 

weight  of  the  crank  and  Wi  the  weight  of  the  counterbalance.    The  crank 

and  counterbalance,  as  shown,  are  in  the  same  plane,  but  the  pin  is  not 

in  the  plane  with  the  portion  of  the  weight  which  balances  it,  and  the 

couple: 

W 

g 

is  formed,  which  has  a  tendency  to  cause  rotation  in  a  plane  normal  to  the 
plane  of  rotation.  In  practice  this  is  usually  small  relatively  and  is  ig- 
nored. With  the  center-crank  engine  the  counterbalance  is  divided 
between  the  two  crank  arms  and  the  couples  balance. 

Reciprocating  Parts, — ^Let  the  effect  of  angularity  of  the  connecting 
rod  be  temporarily  neglected  and  its  weight  assumed  added  to  the  recip- 
rocating parts.  These  parts  must  be  brought^to  rest  at  the  end  of  each 
stroke,  the  force  required  being  the  product  of  their  mass  and  the  radial 
acceleration  of  the  crank.  K  C  be  the  weight  of  crank  and  pin  referred 
to  the  center  of  the  crank  pin,  and  Wp  the  weight  of  the  reciprocating 
parts,  ^e  force  acting  at  the  crank  pin  at  dead  center  is: 

g 

If  the  crank  and  pin  only  are  balanced,  then  at  the  dead  center,  Wp  is 
unbalanced,  and  this  is  true  in  a  lesser  degree  for  every  other  position  of 
the  crank  except  when  it  is  at  right  angles  to  the  line  of  stroke.  If  Wp 
is  also  balanced  by  a  revolving  weight,  the  system  is  in  balance  only  at  the 
dead  centers,  the  counterbalance  being  too  heavy  by  the  amount  Wp 
when  the  crank  is  at  right  angles  to  the  line  of  stroke.  A  compromise  is 
usually  made  by  balancing  all  of  the  revolving  parts  and  a  certain  per- 
centage of  the  reciprocating  parts;  at  dead  center  the  engine  is  under- 
balanced  and  at  right  angles,  overbalanced. 

The  percentage  of  reciprocating  parts  to  be  balanced  depends  upon  the 
type  of  engine  and  location.  For  locomotives,  a  special  formula  is  used 
in  which  the  total  engine  weight  is  a  factor,  but  the  limits  are  usually 
between  55  and  65  per  cent. 

In  all  engines  with  but  one  rod  connecting  with  the  crank  pin  this 
state  of  imbalance  must  exist,  even  though  the  system  as  a  whole  may  be 
balanced  in  a  multi-cylinder  engine. 

In  many  small  engines  with  slow  or  moderate  speed  and  heavy  frames, 
the  counterbalance  is  omitted,  or  if  added  by  the  use  of  a  disc  crank,  no 
calculations  are  made  in  proportioning  it;  but  with  large  engines  or  high 
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speeds,  counterbalance  is  of  advantage,  not  only  for  smoothness  of  opera- 
tion but  for  relieving  undue  wear  and  strain. 

110.  Secondaiy  Balance. — If,  in  addition  to  balancing  the  revolving 
parts,  a  weight  be  placed  opposite  the  crank  so  that  the  product  of  weight 
and  distance  to  mass  center  equals  the  product  of  crank  radius  and  weight 
of  reciprocating  parts,  the  radial  inertia  of  this  weight  at  any  point  in  its 
path  is  equal  to  that  given  by  (1).  From  (33)  and  (34),  Chap.  XVI,  the 
radial  inertia  of  the  reciprocating  parts  is  greater  than  this  at  the  head 
end  of  the  stroke  and  less  at  the  crank  end.  If  the  rod  were  infinitely 
long,  or  a  Scotch  yoke  were  used,  there  would  be  perfect  balance  at  the 
dead  centers,  and  this  is  known  as  primary  balance.  The  balance  along 
the  line  of  stroke  which  would  be  necessary  to  compensate  for  rod  angu- 
larity is  known  as  secondary  balance.  It  does  not  include  the  inertia  of 
the  Fod  itself,  but  only  such  masses  as  may  be  considered  concentrated 
at  the  crosshead  pin. 

From  (32)  and  (48)  of  Chap.  XVI,  taking  I  as  zero  in  the  latter,  the 
inertia  of  the  reciprocating  parts  along  the  line  of  stroke  is: 

F  =— .ft[cos^  +  ^cos2^]  (3) 

This  is  the  approximate  formula,  but  is  sufficiently  accurate  for  the  pres- 
ent purpose.  The  negative  signs  are  omitted,  but  cos  0  and  cos  20  have 
signs  as  explained  in  connection  with  Formula  (30),  Chap.  XVI. 

Removing  the  brackets  and  multipl3dng  and  dividing  the  term  con- 
taining cos  26  by  4,  (3)  may  be  written: 

W  W  R 

F  =  — .  CO*/?  cos  ^  +  —  (2co)«-  i^'  R  cos  20 
g  g  ^    '   4L 

=  primary  force  +  secondary  force  (4) 

This  shows  the  following: 

1.  The  primary  force  along  the  line  of  stroke  is  equivalent  to  that  which 
would  be  produced  if  the  reciprocating  parts  were  concentrated  at  the 
crank-pin  center  and  revolved  at  the  same  speed  as  the  crank. 

2.  The  secondary  force  along  the  line  of  stroke  is  equivalent  to  that 
produced  by  a  mass  equal  to  the  reciprocating  parts  concentrated  at  a 
radius  equal  to  the  fraction  R/4L  of  the  crank  radius,  and  whose  rotative 
speed  is  twice  that  of  the  crank.  When  the  crank  is  at  either  dead  center, 
this  mass  is  always  at  the  head-end  dead  center. 

The  relation  of  the  crank  with  this  imaginary  crank  is  shown  in  Fig. 
216. 

A  graphical  expression  of  (3)  is  given  in  Fig.  217,  the  radius  of  the 
imaginary  crank  in  this  case  being  R/n.    The  algebraic  sum  of  the  dis- 
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tances  from  the  vertical  center  line  to  the  projections  of  the  two  cranks  on 
the  horizontal  center  line  gives  the  inertia  to  the  same  scale  that  R  gives 
the  primary  force  at  dead  center. 

It  is  obvious  that  for  engines  with  a  single  cylinder,  the  balancing  of 
the  secondary  force  is  impracticable,  therefore  the  reciprocating  parts  do 
not  permit  of  perfect  balance  with  revolving  weights. 


Fio.  210. 


Complete  balance  of  the  reciprocating  parts  by  a  revolving  weight  is 
usually  imdesirable,  so  that  the  importance  of  secondary  balance  is  only 
seen  in  certain  combinations  of  multi-cylinder  engines. 

It  should  not  be  inferred  from  what  has  preceded  that  revolving  weights 
at  crank  pin  and  imaginary  crank-pin  centers  would  produce  the  same 
forces  in  all  directions  as  those  produced  by  the  reciprocating  parts;  the 


FiQ.  217. 

* 

effect  is  identical  only  along  the  line  of  stroke,  the  reciprocating  part-s 
having  no  other  iniSuence  upon  the  frame  except  through  the  normal 
component  Fptf,  given  by  (49),  Chap.  XVI. 

111.  Multi-cylinder  Engines. — In  this  paragraph  a  number  of  com- 
mon arrangements  will  be  discussed  relative  to  the  balancing  of  revolving 
parts  and  purely  reciprocating  parts  along  the  line  of  stroke,  leaving  the 
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connecting  rod  and  the  normal  components  of  cylinder  pressure  and 
inertia  to  later  paragraphs. 

Complete  balance  includes  the  balance  of  forces  and  couples.  Un- 
balanced forces  may  be  determined  by  taking  the  algebraic  sum  of  the 
components  of  all  forces  normal  to  a  given 
diameter,  assuming  them  to  act  in  the 
same  plane  normal  to  the  axis  of  revolu- 
tion, as  in  Fig.  218.  Perfect  balance  is 
obtained  if  Pi  +  P2  +  Pa  =  0. 

Unbalanced  axial  couples  may  be  deter- 
mined by  taking  moments  about  some  axis 
cutting  the  shaft  center  at  right  angles,  of 
the  components  of  all  forces  in  their  re- 
spective planes  of  revolution,  normal  to  a 
plane  containing  both  this  axis  and  the  shaft 
center  Une.     This  is  shown  in  Fig.  219. 

The  center  of  gravity  of  the  upward  forces  is  given  by: 

Pih  +  PiU 


+   I 

n 


Fia.  218. 


and  for  the  downward  forco 


lv  = 


I, 


Pi  +  Pi 

P^h  +  PsU 


(6) 


(6) 


Pi  +  Pi 

The  couple  tending  to  cause  rotation  of  the  shaft  in  an  axial  plane  is 
the  product  of  the  distance  between  the  center  of  gravity  and  the  lesser  of 
the  two  forces,  Pi  +  P*  or  Pg  +  Pj.    Let  this  be  denoted  by  Pg;  then: 

Q  =  PqHd  -  Iv)  (7) 


\ 

t::;;::. 


■A 


I 

i 


1 


J 


Fig.  219. 


the  subscripts  D  and  U  denoting  down  and  up  forces  respectively. 

It  is  often  necessary  to  find  a  resultant  couple  due  to  the  forces  Pbx 
and  Pbt  of  Pig.  204,  Chap.  XVI;  this  is  given  by: 

Q  =  VQx'  +  Qr'  (8) 
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If  the  forces  are  not  in  balance,  there  will  be  a  force  and  a  couple  act- 
ing on  the  engine.  The  force  may  form  a  couple  with  some  other  force 
due  to  the  reaction  of  the  supports,  which  may  act  in  the  same  or  opposite 
direction  of  the  first  couple. 


P 


-^ — f^ 


I 


I 


0 


Fio.  220. 


If  all  forces  and  couples  are 
not  balanced  in  the  engine  itself 
considered  as  a  free  body,  it  is 
practically  impossible,  due  to 
the  imcertainty  in  locating  the 
origin  of  moments,  to  determine 
the  couple  acting  on  the  S3rs- 
tem;  but  usually  this  is^ot 
necessary. 

In  some  engines  it  is  difficult  to  determine  the  maximum  couple  with- 
out plotting  values  for  the  entire  cycle. 

Two-crank  engines  with  cranks  in  the  same  phase  are  treated  the  same 
as  engines  with  a  single  cylinder  so  far  as  inertia  is  concerned.  With 
cranks  at  180  degrees,  the  primary  force  is  balanced,  but  the  small 
imaginary  crank  is  always  at  the  head-end  dead  center  when  the  actual 
crank  is  at  either  center;  consequently  this  gives  an  unbalanced  effect 
equal  to  twice  the  secondary  force.  Referring  to  Fig.  220,  if  Pi  is  at  the 
crank-end  dead  center  it  is  smaller  than  Ps,  and : 

Q  =  Piih  -  h)  (9) 

If  the  crank  and  pin  are  not  balanced,  their  centrifugal  force,  referred 
to  the  crank-pin  center,  should  be  added  to  Pi  in  (9). 

There  is  no  lateral  component  in  the  dead-center  position,  which 
gives  a  maximum  couple.  To  obtain  the  best  results  the  cylinders  should 
be  placed  as  close  together  as  possible,  and  the  cranks  (and  perhaps  a 
portion  of  the  reciprocating  parts)  should  be  balanced. 

Four-crank  engines  such  as 
Fig.  219,  with  cranks  in  the 
same  plane,  equal  spacing  of 
cylinders  and  weight  of  re- 
ciprocating parts,  are  in  bal- 
ance for  the  primary  force  but 
not  the  secondary  force;  both 
primary  and  secondary  couples  are  balanced.  The  system  as  a  whole 
is  in  no  better  balance  if  the  revolving  parts  are  balanced,  but  bending 
strains  in  frame  and  shaft,  and  pressure  on  bearings  are  relieved  thereby. 
Three-cylinder  engines  with  cranks  opposed  as  in  Fig.  221  have  a 
primary  force  error  unless  the  reciprocating  parts  of  the  center  engine 


Fio.  221. 
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are  equal  to  the  weight  of  the  other  two,  which  is  not  practical.  There 
is  a  secondary  force  error,  but  if  the  cranks  are  evenly  spaced  there  is  no 
couple  error. 

Angle  Engine. — This  is  shown  in  diagram  in  Fig.  222,  with  centers  at 
an  angle  of  90  degrees.  If  the  reciprocating  parts  are  the  same  weight 
in  both  engines,  and  all  the  reciprocating  and  revolving  parts  are  balanced 
by  a  revolving  weight  placed  opposite  the  crank,  the  primary  force  is 
balanced.  There  still  remains  the  unbalanced  secondary  force,  which 
acts  along  a  line  inclined  45  degrees  from  the  line  of  stroke  as  shown  at 
1-2,  Fig.  222,  and  is  a  maximum  as  the  crank  passes  each  dead  center, 
which  is  four  times  a  revolution.  As  both  connecting  rods  engage  with 
the  same  crank  pin  the  unbalanced  axial  couple  is  small.     This  type  of 


Fio.  222. 


Fio.  223. 


engine  is  the  best  balanced  of  any  type  of  2-cylinder  engine  of  usual 
construction. 

Three-crank  engines  with  cranks  at  120  degrees,  cylinders  in  the  same 
plane  and  on  the  same  side  of  the  shaft,  have  no  force  error  due  to  piu-ely 
reciprocating  and  revolving  parts.  It  has  been  shown  that  the  e£fect 
of  the  reciprocating  parts  along  the  line  of  stroke  is  the  same  as  if  their 
weight  were  attached  to  the  crank  to  produce  the  primary  force.  Then 
s^ssume  three  cranks  at  120  degrees  as  shown  in  Fig.  223  with  such  weights 
attached  Assume  the  cranks  to  move  from  a  symmetrical  position 
through  the  angle  A.    Then  from  trigonometry: 

cos  (A  +  B)  =  cos  A  cos  B  —  sin  A  sin  £. 
and: 

cos  (A  —  B)  =  cos  A  cos  5  +  sin  A  sin  B. 
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Adding  together  gives: 

cos  (A  +  B)  +  cos  (A  —  5)  =  2  cos  A  cos  B. 
If  5  =  60,  2  cos  B  =  1,  and: 

cos  {A  +  B)  +  cos  (A  —  B)  =  cos  A. 

This  shows  that  the  projection  of  centrifugal  force  upon  the  center 
line  of  engine,  or  any  other  diameter,  of  three  equal  weights  revolving  at 
equal  radii  with  the  same  angular  velocity,  are  in  equilibrium  in  all  posi- 
tions. 

As  the  secondary  force  along  the  line  of  stroke  is  equivalent  to  the 
projection  of  the  centrifugal  force  due  to  the  mass  of  the  reciprocating 
parts  concentrated  at  the  center  of  an  imaginary  crank  pin  traveling  on  a 
circle  R/4L  times  that  of  the  engine  crank,  and  at  a  velocity  twice  as 
great,  it  follows  that  these  imaginary  cranks  are  always  120  degrees  apart 
on  the  crank  circle.  According  to  Fig.  223,  they  are  then  in  equilibrium 
among  themselves.  This  is  true  of  any  revolving  weights,  such  as  the 
cranks,  if  they  are  of  equal  weight  and  their  mass  centers  are  the  same 
distance  from  the  shaft  center. 


Fig.  224. 

As  previously  stated,  the  force  due  to  the  reciprocating  parts  is  not 
caused  by  a  revolving  weight,  and  is  equivalent  to  a  revolving  system 
only  along  the  line  of  stroke.  The  normal  component  Ppm  due  to  inertia 
of  the  reciprocating  parts  is  not  in  balance  in  a  3-cylinder  engine;  this  will 
be  considered  later. 

There  is  a  couple  error,  which  is  a  maximum  for  the  primary  force 
when  the  center  crank  is  at  right  angles  to  the  line  of  stroke.  For  the 
reciprocating  parts  this  is  equal  to  the  product  of  the  inertia,  the  cosine  of 
30  degrees  and  the  distance  between  the  center  of  the  first  and  third 
cylinders.  If  the  cranks  are  not  balanced,  the  radial  inertia  of  crank  and 
pin,  referred  to  the  pin  center,  must  be  added  to  the  inertia.  The  actual 
couple  due  to  reciprocating  parts  is  some  less  due  to  the  secondary  eflFect. 

Six-crank  engines  with  cylinders  in  the  same  plane  and  on  the  same 
side  of  the  shaft  are  balanced  along  the  line  of  stroke  for  both  primary  and 
secondary  forces,  the  same  as  the  3-crank  engine.  It  is  practically  the 
same  as  two  3-cylinder  engines  placed  end  to  end  as  shown  in  Fig.  224. 

Applying  Formulas  (5),  (6)  and  (7)  shows  that  if  the  arrangement  of 
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C3'linders  about  the  line  midway  between  the  two  center  cylinders  is 
symmetrical  and  the  reciprocating  parts  and  cranks  weigh  the  same  for 
each  cylinder,  there  is  no  couple  error,  either  primary  or  secondary. 
The  only  advantage  of  balance  weights  in  this  engine  is  to  relieve  frame 
and  shaft  strains  and  bearing  pressures,  and  to  reduce  this  to  a  minimum, 
part  of  the  reciprocating  parts  should  be  balanced.  The  eflFect  of  the 
forces  acting  on  shaft  and  bearing,  with  and  without  counterbalance  may 
be  seen  in  Figs.  208  and  209,  Chap.  XVI. 

112.  The  Connecting  Rod. — Forces  due  to  the  mass  of  the  rod  were 
discussed  in  Chap.  XVI,  and  their  effect  upon  the  frame  may  be  sepa- 
rately considered  if  desired. 

In  computing  counterbalance  it  has  commonly  been  assumed  that  if 
the  rod  is  divided  between  the  reciprocating  and  revolving  parts  inversely 
aa  the  mass  center  divides  the  rod,  it  is  correctly  disposed  of.  As  the  pro- 
portion of  reciprocating  parts  to  be  balanced  is  either  fixed  experimentally 
as  in  locomotive  practice,  or  arbitrarily  assumed,  such  a  rule  is  probably 
accurate  enough.     It  is,  in  fact,  correct  along  the  line  of  stroke,  as  may  be 

seen  by  adding 

La    W       .    /^       La\W 
-y-    —  ai  toll  -  ^)—  a2 
L      g  \        LI  g 

where  W  is  the  weight  of  the  rod,  ai  =  fiw^  cos  d,  the  acceleration  of  the 
crank  pin,  and  as  is  the  acceleration  of  the  crosshead  pin  as  given  by  (30), 
Chap.  XVI,  when  iis  zero.  The  result  is  identical  with  (30)  and  (32), 
Chap.  XVI  which  gives  the  inertia  of  the  rod  along  the  line  of  stroke 
when  I  =  La, 

Normal  to  the  line  of  stroke,  the  force  due  to  the  rod  is  the  algebraic 
sum  of  Fyb  and  Fxn  given  by  (39)  and  (43),  Chap.  XVI,  the  signs  being 
taken  from  Table  56  of  the  same  chapter.  For  a  rod  of  uniform  section, 
five  cranks  long,  this  gives: 

0.353  ^^-^^ 

g 

whUe  the  divided  rod  method  gives: 

0.5  iii?:^ 

g 

an  error  of  42  per  cent. 

Neglecting  the  balance  of  the  crank,  let  it  be  assumed  that  60  per  cent, 
of  the  reciprocating  parts  is  to  be  balanced;  then  the  balance  weight 
required  to  balance  this  according  to  the  usual  method  is: 


0.6 


W\  .  W 


(w.  +  f )  +  f 
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where  Wp  is  the  weight  of  the  reciprocating  parts.  It  W  =  kWpf  the 
constant  radial  inertia  (centrifugal  force)  of  the  weight,  assumed  to  have 
its  center  of  gravity  on  the  crank  circle  is: 

(0.6  +  0.8*)  ^^^' . 

9 

The  inertia  of  the  reciprocating  parts  at  the  head  end  of  the  stroke,  from 
(33),  Chap.  XVI  is: 

F.  =  1.2^^'. 

9 

At  the  head  end,  from  (34) : 

9 

The  inertia  of  the  rod  along  the  line  of  stroke  at  the  head-end  dead  center 
is,  from  (30)  and  (32),  Chap.  XVI: 

/.,,  =  1.1  E«^' =  1.1,  E£«fi\ 

9  9 

At  the  crank  end : 

/.,,  =  0.9^^'  =  0.9  5:^'. 

9  9 

The  total  head-end  inertia  is: 

(1.2  +  l.lfc)  ^'^ 

9 

and  at  the  crank  end: 


(0.8  +  OM) 


WpRo)* 


9 

Comparing  with  the  coimterbalance,  the  amount  unbalanced  at  ends 
of  stroke  is: 

For  head  end,  (0.6  +  0.3Jfc)  ^l^ 

V 

For  crank  end,                    (0.2  -|-  O.lJfc)  El^ 
Average  for  two  ends,  (0.4  +  0.2k)  —^ 

9 

Normal  to  the  line  of  stroke,  when  the  crank  is  at  right  angles  to  the 
line  of  stroke,  the  inertia  as  just  given,  is: 

/.  =  0.353^^*  =  0.353fc  ^^. 

9  9 

The  overbalance  in  this  position  is: 

WpRu* 


(0.6  +  0M7k) 


9 
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With  the  divided  rod  method  it  was  assumed  that 

ly  =  0.5 =  0.5/c 

g  g 

This  would  give  an  overbalance  of: 

(0.6  +  OM)  ^^^ 

which  is  less  than  the  actual.     The  ratio  of  the  actual  to  the  assumed  is: 

actual  overbalance       0.6  +  0.447fc 
assumed  overbalance      0.6  +  0.3fc 

If  fc  =  1,  the  ratio  is  1.162.     For  the  CorUss  engine  which  is  being  carried 

through  the  book,  k  =  0.86,  and  the  ratio  is  1.15,  an  error  of  15  per  cent. 

It  may  be  observed  that  the  method  is  more  correct  the  nearer  the 

mass  center  of  the  rod  is  to  the  crank  pin.     This  also  permits  the  rod  to  be 

more  nearly  balanced  by  a  revolving  weight  and  reduces  the  force  and 

couple  errors  due  to  the  rod  mass. 

The  rod  cannot  be  perfectly  balanced  in  engines  of  usual  form,  even 
in  6-crank  engines. 

113.  Turning  Effort — The  turning  force  is  transmitted  to  the  engine 
frame  at  the  guide  (or  cyUnder,  when  a  trunk  piston  is  used),  giving  the 
force  Pa.  This  is  plotted  for  the  27)-  by  48-  in.  Corliss  engine  in  Fig.  206, 
Chap.  XVI.  It  forms  a  couple  equal  to  the  turning  couple,  but  may  be 
offset,  at  least  for  part  of  the  cycle,  by  the  effect  of  counterbalance  and 
other  forces  normal  to  the  line  of  stroke  acting  at  the  shaft  center.  This 
noay  be  seen  in  Fig.  206,  Chap.  XVI,  which  is  drawn  to  the  same  force  scale 
as  Fig.  205.  These  forces  are  periodic  and  tend  to  cause  vibration 
normal  to  a  plane  containing  the  engine  and  shaft  center  Unes;  they  may 
not  well  be  balanced. 

In  many  engines  with  massive  frames  and  heavy  foundations  the 
effect  of  turning  effort  is  unimportant  and  is  seldom  given  any  thought. 
In  ships  and  automobiles,  in  which  the  engines  are  made  as  Ught  as  prac- 
ticable, vibration  may  be  considerable,  due  to  this  cause,  but  is  offset  in 
part  by  arranging  cylinders  and  cranks  so  as  to  obtain  as  uniform  a 
turxiing  effort  as  possible;  that  is,  to  provide  more  impulses  per  cycle. 
The  vibrating  forces  are  then  more  frequent  but  vary  less  from  the  mean 
force  applied. 

With  uniform  turning  effort  as  given  by  steam  turbines  and  electric 
motors,  the  couple  is  constant,  and  this  condition  is  approximated  in 
multi-cylinder  engines. 

As  previously  stated,  the  nature  of  supports  or  f oimdation  determines 
to  a  great  extent  the  effect  of  unbalanced  forces.  If  the  periodic  motion  is 
in  synchronism  with  the  natiu*al  period  of  vibration  of  the  supports  the 
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consequences  may  \ye  serious;  but  if  not,  a  small  amount  of  unbalanced 
force  will  usually  have  no  serious  effect. 

114.  Balance  weights  are  of  various  forms,  some  of  wUch  are  shown 
in  Chaps.  XXVII  and  XXVIII.  The  required  balance  referred  to  the 
crank  pin  may  be  determined,  then  when  the  general  form  of  the  coimter- 
weight  is  selected,  it  may  be  drawn  to  scale  with  assumed  dimensions. 
With  certain  simple  forms  the  center  of  gravity  may  be  calculated;  then 
the  area  may  be  calculated  or  found  by  a  planimeter  and  the  moment 
determined. 

Some  designers  prefer  to  draw  the  weight  to  scale,  then  cut  it  out  of 
card  board  or  thin  wood  and  either  balance  it  on  a  point,  or  hang  it  from 
two  different  points  so  that  it  is  free,  allowing  a  plumb  Une  to  hang  from 
the  point  of  suspension;  the  point  where  the  lines  cross  in  the  two  posi- 
tions is  the  center  of  gravity. 

Sometimes  the  first  trial  will  suffice,  any  deviation  from  the  required 
weight  being  provided  for  by  varying  the  thickness. 

When  there  is  not  room  to  accommodate  the  required  weight,  the 
casting  is  sometimes  cored  and  filled  with  lead. 

The  segment  of  a  circular  ring  is  a  form  rather  conmionly  used,  and 
this  lends  itself  to  simple  means  of  finding  dimensions.  Fig.  225  shows  a 
crank  with  a  counterweight  of  this  kind.  The  moment  of  the  counter- 
weight about  the  shaft  center  must  equal  the  sum  of  the  moments  of  all 
weights  to  be  balanced;  or: 

wAattB  =  S(TrO  =  M  (10) 

where  w  is  unit  weight,  Ab  the  area  of  the  segment  forming  the  counter- 
balance, t  its  thickness  and  Is  the  distance  of  its  center  of  gravity  from  the 
shaft  center.     All  dimensions  must  be  either  in  feet  or  inches;  if  the  latter, 
w  is  the  weight  per  cu.  in. 
From  (10): 

Asls-^^  (11) 

Without  taking  space  for  the  derivation  of  the  formula: 

,         240  ro^  +  for  +  r*     .     5 

^-  =  ^ ;r+7 sm^- 

It  is  plain  that: 

Ab  =  ^(^0^  -  ^^)  =  360^^"  "'"  ^^  ^^®  ""  ^^' 
Then  letting  ro/r  =  q: 

AbIb  =  |(ro«  -r»)  sin  |  =  Ir^  {q'  -  1)  sin  |  (12) 
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For  a  plain  balance  with  no  limits  for  ro, 


9  = 


1  + 


3AbI 


B^B 


2r'  sin 


—     3 


1  + 


3M 


2wtr^  sin  ^ 


(13) 


Fio.  225. 

Then: 

To  =  5r  (14) 

If  a  disc  crank  is  used  which  fixes  both  r  and  ro,  and  if  t  is  assumed : 

'  ^^  (15) 


sin  ;r   = 


[f  ^  is  assumed: 


t  = 


2      2M;/r»(^»-l) 

3M 

2t(;r'  (g'  —  1)  sin  ^ 


(16) 


With  a  disc  crank,  the  thickness  of  the  disc  should  not  be  counted  as 
>art  of  either  arm  or  balance  thickness. 
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In  the  Corliss  engine  for  which  data  is  tabulated  in  Chap.  XVI,  the 
values  of  pa  from  Table  57  were  taken  at  crank  positions  6,  12,  18  and 
24,  and  averaged.  This  method  is  arbitrary,  and  in  this  case  gave 
slightly  smaller  weight  than  by  taking  0.6  of  the  reciprocating  parts  added 
to  the  revolving  parts,  the  rod  being  divided  inversely  as  the  mass  center. 
The  average  gives  the  radial  inertia  required  of  the  counterweight  and  is: 

^  __   10,366  +  20,580  +  4126  +  25,385  _  ..^^a 

Cjp 7 —  10, 114* 

4 

From  (1),  solving  for  W  (Wb  in  this  case)  gives  the  weight  referred  to 

the  crank  pin;  or: 

^    ^gC,_  32.16  X  15,114    ^ 

Then  from  (10),  in  pound-inches. 

M  =  2225  X  24  =  53,400 

From  (13),  more  conveniently  taking  dimensions  in  inches,  and  assum- 
ing a  cast-iron  crank: 


-4 


1  + 


3  X  53,400 


=3.22. 


Then: 


2  X  0.26  X  6.375  X  12»  X  0.866 

ro  =  3.22  X  12  =  38.75  in. 

This  assumes  the  thickness  of  balance  as 
6^  in.,  which  is  the  same  as  the  arm 
thickness  for  the  crank  designed  for  the 
20-in.  Corliss  engine  in  Chap.  XXVII. 
The  angle  b  was  taken  as  120  degrees. 

The  crescent  and  the  segmeni  of  a  circle 
are  forms  used  in  locomotive  balancing. 
Fig.  226  shows  a  crescent,  the  distance  be- 
tween the  centers  of  the  two  arcs  being 
denoted  by  Ic.  Ab  is  the  area  of  the 
crescent  and  A  the  area  of  the  segment 
between   this   and   the   chord.    A  simple 

exact   formula  for  h  was  published  by  the  author  in  the  American 

Machinist  some  years  ago  and  is: 

^  (17) 


Fio.  226. 


or: 


In  = 


Ale  —  AbIb  —  -^ 


(18) 
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If  the  counterbalance  is  a  segment,  A  ==  0  and  Ic  =  » ;  then  the  formula 
fails;  then: 


or: 


AbIb  =  ^  (20) 


CHAPTER  XVIII 
REGULATION  DURING  THE  CYCLE.    FLYWHEELS 

115.  Introduction. — It  is  evident  from  the  turning-eflfort  diagranLs  of 
Par.  106,  Chap.  XVI  that  the  force  applied  to  the  crank  pin  in  the  direction 
of  motion  varies  considerably  during  the  engine  cycle,  even  when  a  number 
of  cylinders  are  employed.  Unless  the  resistance  varies  in  identically 
the  same  way,  which  it  never  does,  a  change  of  velocity  must  occur  during 
the  cycle,  the  number  of  fluctuations  depending  upon  the  number  of 
times  the  turning  effort  varies  from  the  mean;  also  the  displacement  of 
the  crank  pin  from  the  place  it  would  occupy  at  any  instant  with  per- 
fectly uniform  motion,  occurs. 

The  function  of  the  flywheel  is  to  limit  speed  fluctuation  and  dis- 
placement to  an  amount  found  by  practice  to  give  satisfactory  operating 
results. 

The  method  of  controlling  speed  fluctuation  is  simpler  and  is  much 
more  commonly  used  for  designing  wheels  for  all  puri)ose8.  The  dis- 
placement method  is  more  difficult  and  is  used  only  when  engines  are 
designed  to  drive  alternating-current  generators  which  are  to  operate  in 
parallel.  The  relation  between  the  two  methods  will  be  shown  in  Par. 
118. 

In  applying  either  of  these  methods  to  practical  work  certain  assimip- 
tions  are  made  and  refinements  neglected,  as  the  varying  condition  of 
operation  of  any  type  of  engine  does  not  permit  of  great  accuracy.  At- 
tention is  called  to  these  approximations  in  the  proper  places. 

Notation. 

D  =  diameter  of  wheel  in  feet. 
R  =  radius  of  crank  circle  in  feet, 
r  =  radius  of  gyration  in  general,  in  feet. 
w  =  weight  in  pounds  in  general. 
Wb  =  weight  of  wheel  rim  in  pounds. 
Ww  =  total  weight  of  wheel  in  pounds. 
W  =  weight  in  pounds  concentrated  at  crank-pin  center,  which  would 
give  the  same  effect  as  the  weight  of  the  entire  wheel  concen- 
trated at  its  center  of  gyration. 

350 


FLY  WHEELS  351 

M  =■  mass  assumed  concentrated  at  center  of  crank  pin,  corresponding 

toW  {=  W/g), 
F  =  turning  effort  in  pounds,  above  or  below  the  mean  effort. 
E  =  mean  energy  per  piston  stroke  in  foot  pounds. 
AE  =  fluctuation  of  energy  above  or  below  the  mean;  usually  the 
maximum  =  eS. 
H  =  indicated  horsepower. 
V  =  mean  velocity  of  rim  in  feet  per  second. 
V\  =  maximum  velocity  of  rim. 
V2  =  minimum  velocity  of  rim. 
V  =  velocity  of  crank  pin  in  feet  per  second. 
N  =  r.p.m. 

a  =  linear  acceleration  of  crank  pin  in  feet  per  second  per  second. 
t  =  time  of  one  engine  cycle  in  seconds. 

8  =  displacement  in  feet  of  the  crank  pin  from  its  mean  position. 
€  =  coefficient  of  fluctuation  of  energy. 
6  =  coefficient  of  fluctuation  of  velocity. 
A  =  change  of. 

a  =  displacement  of  crank  pin  from  mean  position  in  electrical  degrees, 
c  =  number  of  cycles  of  alternator  per  second, 
p  =  number  of  poles. 

m  =  time  scale  =  number  of  seconds  per  inch. 
n  =  force  scale  =  number  of  pounds  per  inch. 
q  =  scale  of  Mv  =  number  of  units  of  Mv  per  inch. 
k  =  scale  of  Ms  =  number  of  units  on  Ms  per  inch. 
^y  y  and  I  =  measurements  on  diagrams  in  inches. 
C  and  if  =  constants  in  Formula  (8)  and  Table  60. 
g  =  32.16. 

116.  The  Control  of  Speed  Fluctuation. — This  method  may  be  applied 
where  the  resistance  varies,  so  long  as  the  cycle  is  constant  at  a  given 
load.  In  most  cases  where  such  calculations  are  made  the  resistance  is 
assumed  to  be  imiform  for  a  given  load,  so  that  the  turning  effort  dia- 
gram shown  in  Fig.  194,  Chap.  XVI  will  be  used  to  illustrate  the  methods 
of  determining  flywheel  weight  in  this  chapter.  This  is  reproduced  in 
Kg.  227. 

As  it  is  the  variation  from  mean  which  causes  change  of  speed,  the 
areas  above  and  below  the  mean  effort  line  are  the  areas  considered,  and 
these  are  shaded.  Each  one  of  these  lobes  bounded  by  the  curve  and 
the  mean  line  represents  the  fluctuation  of  energy  as  the  crank  pin  passes 
between  two  intersections  of  these  lines,  and  is  denoted  by  AE.    The 
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crank  pin  has  a  certain  velocity  at  A  (and  the  fl3rwheel  rim  a  proportion- 
ate velocity).  In  passing  from  A  to  B  energy  is  taken  from  the  wheel 
equivalent  to  the  area  of  the  lobe  between  A  and  B,  and  its  velocity  is 
reduced.  At  B  the  velocity  begins  to  increase  and  continues  to  do  so  until 
C  is  reached,  the  kinetic  energy  stored  in  the  wheel  during  this  time,  as  the 
crank  pin  travels  from  B  to  C  being  represented  by  the  lobe  between  B 
and  C. 

Kinetic  energy  varies  as  the  square  of  the  velocity;  then  it  is  obvious 
that  the  maximum  fluctuation  of  velocity  is  caused  by  the  maximum 
fluctuation  of  energy,  and  the  largest  lobe  AE  must  be  used  in  the  follow- 
ing calculations. 

Let  E  be  the  energy  of  the  cycle  in  ft.  lb.  divided  by  the  number  of 
strokes,  or  the  mean  energy  per  stroke.  Then  the  coefficient  of  the  fluc- 
tuation of  energy  is: 

''  -E  ^^^ 


Fio.  227. 

Basing  €  upon  the  energy  per  stroke  has  advantages  over  energy  per  cyd^ 
in  simplifying  the  final  equations. 

If  JV  =  r.p.m.,  there  are  2N  strokes  per  minute;  the  Lh.p.  then  is  ^ 

u  =    2iVJg    ^    NE 
33,000       16,500* 
Then  for  all  engines  the  mean  energy  per  stroke  is: 

E  =  "^  (2) 

As  just  stated,  the  change  of  kinetic  energy  of  the  rim  due  to  the 
maximum  fluctuation  of  velocity  from  V%  to  Vi  ft.  per  sec.,  or  vice  versa, 
is  equivalent  to  the  maximum  fluctuation  of  energy  along  the  crank- 
pin  path;  then  from  (1): 

AE  =  ,E=  ^^(^i'  -  ^^')  =  Tr^(Fi  -  V^KVi  +  Vt)         ,3V 
*  2fif  2g 

If  V  is  the  mean  velocity  and  S  the  coefficient  oftheflucttMxHon  of  speed: 

F,-7,  =  5F  =  '^*g^  (4) 
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Also,  nearly  enough  for  practical  purposes: 

2  60 

tDN 


or: 


where  D  is  the  wheel  diameter  in  ft. 


30 


(5) 


Substituting  (2),  (4)  and  (5)  in  (3)  gives: 

16,500€ff         ttHWbDN 


N 


Solving  for  Wm  gives: 


Wa  =  194,000,000 


60  X  30  X  2g 
tH 


(6) 


5DW 

Stresses  in  fljrwheels  will  be  treated  in  Chap.  XXX,  but  to  limit  these  to 
safe  values  the  rim  speed  is  not  allowed  to  exceed  a  certain  limit;  a  com- 
mon speed  allowed  for  cast-iron  wheels  is  one  mile  (5280  ft.)  per  minute. 
Then: 

tDN  =  5280  and  DN  =  1680. 

Sixtwtituting  this  in  (6)  gives : 

'-  (7) 


W^  =  70 


Formula  (7)  is  convenient  in  estimating  when  it  is  likely  that  the 
vrVieel  will  run  up  to  the  limiting  speed;  but  it  gives  a  lighter  rim  than 
does  (6)  should  the  rim  velocity  be  reduced,  and  this  must  be  kept  in 
flund. 

If  values  of  €  and  8  are  known,  (6)  and  (7)  may  be  written: 


Wr^C 


(8) 


The  value  of  €  in  Fig.  227  is  0.33.    This  was  plotted  for  the  20-  by  48- 

in.  Corliss  engine  designed  in  Chap.  XII  with  a  3^  cut-off.    Goodman 

gives  the  values  of  €  for  double-acting  steam  engines  in  Table  58. 

« 

Tabu:  58 


Cut-off 

Single  cylinder 

Two- cylinder  cranks  at  90 

• 

Three-  cylinder    cranks    at 
120 

0.1 

0.35 

0.088 

0.040 

0.2 

0.33 

0.082 

0.037 

04 

0.31 

0.078 

0.034 

0.6 

0.29 

0.072 

0.032 

0.8 

0.28 

0.070 

0.031 

F\iU 

0.27 

0.068                            0.030 
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It  will  be  seen  that  €  decreases  when  the  cut-off,  and  therefore  the  load 
increases;  but  not  in  the  same  ratio.  It  would  seem  from  this  that  a 
value  of  H  near  the  maximum  should  be  used.    It  is  AE  (which  varies 

as  €H)  that  causes  the  fluctuation  of  speed,  and  not  c  (  =  -^  j  • 

For  4-cycle  internal-combustion  engines  working  on  the  Otto  cycle, 
Goodman  gives  the  values  in  Table  59. 

Table  59 


Valuee  of  •  for  interD«l-oombustion  enciiMS 

Exploding  at 

Single-acting 

Double-acting 

1-cyl. 

2-cyl. 

4-cyl. 

1-eyl. 

2-cyl. 

Every  cycle 

Alternate  cycles . . . 

3.7to4.5 
8.5  to  9.8 

1.5to  1.8 
2.5to3.0 

0.3to0.4 

2.3to2.8 

O.3to0.4r 

Table  60 


Service 


Pumping 

Machine  shop 

Textile,  paper  and  flour  mills 

Spinning  machinery 

Gas  compression 

Rolling  mill 

Cable  railway 

Electrical  machinery  (belted) 
Direct-connected  alternator. . 

Sugar  mill — grinder 

Sugar  mill — crusher 


0.4 

Ho 

0.4 

Hs 

0.4 

Ho 

0.4 

Hoo 

0.4 

Hoc 

2.0 

Ho 

0.4 

H»o 

0.4 

Hio 

0.4 

Hp 

0.4 

Hi 

0.4 

J-78 

2,320,000,000 
2,710,000,000 
3,100,000,000 
7,740,000,000 
7,740,000,000 

11,620,000,000 
9,300,000,000 

11,620,000,000 
387,500,000p 
3,200,000,000 
5,600,000,000 


96Ci^ 
1,10C^ 
2,75(? 
2,750 
4,110 
3,300 
4,110 
140p 
1,160 
2,010 


In  Chap.  XIV,  Par.  78,  reference  was  made  to  hit-and-miss  governing  at 
light  loads.  From  (6)  and  (7)  it  may  be  seen  that  the  speed  fluctuation 
of  a  wheel  of  given  weight  varies  as  the  product  dl.  If  every  alternate 
impulse  is  missed  the  value  of  £f  is  one-half  full  load.  Then  taking  values 
from  Table  59,  to  give  the  same  regulation  at  half  load  a  single-cylinder 
gas  engine  would  need  a  wheel  10  per  cent,  heavier,  and  a  two-cylinder 
engine  83  per  cent,  as  heavy  as  for  full  load.  This  may  not  hold  true  for 
lighter  loads,  but  by  making  a  wheel  on  a  hit-and-miss  engine  some  20 
per  cent,  heavier  than  the  formula  indicates,  fair  regulation  should  be 

23 
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ined  for  quite  a  wide  range  of  load.     If  combinatioa  governing  were 
,  the  hit-and-miss  principle  would  not  be  applied  except  at  the  lower 

range;  if  at  one-half  load,  one-<[uarter  load  could  be  carried  by  mis'iing 

tvery  alternate  impulse. 

I  Many  tables  of  h  have  been  published  and  there  is  considerable 
variation.  Table  60,  for  double-acting,  single-cylinder  steam  engines  is 
given  as  an  example  in  tabulating  C  and  K  of  Formula  (8),  also  to  give 
Some  values  of  5  which  have  been  taken  from  various  sources.  The  value 
for  Ihe  direct-connected  alternator  will  be  further  explained  in  Par.  3;  p 
denotes  the  number  of  poles.  The  table  has  been  used  by  the  author  for 
several  years  and  part  of  the  data  are  from  his  practice.  It  must  be 
used  with  judgment;  in  some  cases  the  values  of  C  and  K  may  give  too 
small  values  to  enable  the  proper  construction  of  a  wheel  for  sti'ength, 
especially  if  the  rim  speed  is  near  the  maximum  limit. 

The  value  of  e  is  taken  a  little  high  to  provide  for  discrepancies. 
From  Table  58  it  will  be  seen  that  the  value  of  t  varies  inversely  as  the 
square  of  the  number  of  alternations  of  turning  effort.  This  would  mean 
that  a  cross-compound  steam  engine  requires  a  wheel  but  one-quarter  as 
heavy  as  a  single-cylinder  engine  of  the  same  power.  But  with  compound 
rngines,  load  distribution  between  high-  and  low-pressure  sides  is  con- 
siderably affected  by  different  valve  settings,  and  this  in  turn  affects  the 
furra  of  the  turning  effort  diagram,  often  increasing  the  value  of  iff. 
Then  too,  a  compound  engine  does  not  respond  to  the  governor  quite  as 
quickly  as  a  simple  engine,  especially  if  the  high-pressure  cylinder  only 
is  directly  governed.  It  therefore  seems  that  some  allowance  should  be 
made  in  using  values  of  t  found  from  carefully  designed  compoimd  dia- 
^'rams.  With  large  units  which  are  to  have  frequent  applications  of  the 
indicator  this  need  not  be  very  much,  possibly  an  increase  of  25  per  cent. 
In  a  good  many  cases  the  author  ha-s  determined  wheel  weights  by  the 
use  of  Table  60  for  a  simple  engine,  and  taken  from  75  to  100  per  cent,  of 
this  weight  for  cross-compound  engines  of  the  same  power,  and  while 
this  may  seem  excessive,  it  has  been  satisfactory. 

For  internal-combustion  engines  with  more  than  one  cylinder  it  is 
probably  not  necessary  to  make  much  allowance,  although  there  may  be 
a  small  difference  in  the  indicator  diagrams  of  the  different  cylinders; 
increasing  the  value  of  t  about  10  per  cent,  over  the  value  found  with 
equal  indicator  diagrams  will  probably  give  ample  allowance. 

For  strict  accuracy  the  diameter  D  used  in  the  formulas  should  be 

\  to  twice  the  radius  of  gyration  of  the  entire  wheel,  or,  more  strictly, 

I  parts  revolving  on  the  shaft,  and  Wr  should  include  the  entire 

f  wheel  and  other  revolving  parts.     If  w  is  the  weight  of  a  part 
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of  the  wheel  or  other  revolving  part  and  r  its  radius  of  gyration  about  the 
shaft  center,  then : 

^     =   2(i^«)  (9) 


^■ii) 


The  calculation  of  vrr^  requires  much  time  and  is  usually  an  unnec- 
essary refinement.  If  D  is  taken  as  the  outside  diameter  of  the  wheel, 
the  weight  of  the  wheel  rim  found  by  (6),  (7)  or  (8),  and  the  weight  of 
arms,  etc.  neglected  in  the  calculation,  the  energy  of  the  wheel  will  be 
equal  to  or  greater  than  that  required  if  it  is  a  belt  wheel;  for  a  heavy 
flywheel  with  a  thick  rim  (radially)  the  weight  may  fall  a  little  short  if 
calculated  in  this  way,  but  increasing  the  weight  so  found  by  10  per  cent, 
will  make  ample  provision.  The  value  of  €  in  Table  60  for  simple  steam 
engines  will  cover  this. 

In  estimating  it  is  convenient  to  know  the  weight  of  the  entire  wheel. 
After  finding  rim  weight  Wr  from  (6),  (7)  or  (8),  sufficient  metal  will  be 
allowed  for  a  well-built  wheel  of  the  more  common  designs  if  the  total 
weight  W  is  as  follows: 

For  belt— or  rope  wheels Ww  =  1^7  to  I.SWr         (10) 

For  heavy-rimmed  flywheels     .    .    Ww  =  1.5  to  I.QWb         (H) 

117.  The  Control  of  Displacement. — Alternators  operating  in  par- 
allel must  be  in  synchronism  to  give  good  results.  They  must  not  only 
have  the  same  r.p.m.  but  the  angular  distance  between  corresponding 
poles  (in  electrical  degrees)  must  not  exceed  a  certain  limit  or  cross 
currents  will  be  set  up,  lowering  the  average  voltage  and  causing  loss  of 
effectiveness  and  efficiency. 

The  general  effect  of  irregularity  of  turning  effort  upon  speed  fluctua- 
tion during  the  cycle  has  been  discussed  in  the  preceding  paragraph; 
it  now  remains  to  study  the  effect  upon  the  displacement  of  the  wheel 
from  some  mean  position  it  would  occupy  if  revolving  with  a  perfectly 
uniform  velocity. 

To  try  and  make  this  clear  before  proceeding  with  a  mathematical 
determination  of  the  displacement  curve,  a  rather  imaginary  piece  of 
apparatus  shown  in  Fig.  228  will  be  examined.  Assume  two  wheels 
running  side  by  side  with  the  same  r.p.m.  Wheel  No.  1  runs  with 
absolute  uniformity  of  speed  and  has  on  it  two  paper  drums  operated 
by  gears  with  a  uniform  motion.  The  arrow  shows  the  direction  the 
paper  moves.  Wheel  No.  2  is  an  engine  flywheel  subject  to  the  variation 
of  turning  effort.  Arm  A,  containing  a  pencil  is  fastened  to  a  spoke  of 
this  wheel.  During  the  revolution  the  relative  angular  position  of  the 
two  wheels  changes,  causing  the  pencil  to  move  across  the  spoke  of  wheel 
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1  and  draw  a  curve  as  the  paper  moves  at  right  angles  to  the  pencil  move- 
ment. This  is  a  displacement  curve  and  with  a  constant  load  on  the 
engine  it  should  be  exactly  alike  for  each  cycle  of  the  engine. 

A  line  drawn  in  the  direction  of  paper  motion  in  such  a  way  that  the 
algebraic  sum  of  the  areas  enclosed  between  it  and  the  curve  for  a  com- 
plete cycle  is  zero,  is  the  mean  line;  this  is  shown  dotted,  and  if  the  pencil 
of  wheel  2  is  brought  over  to  this  line  it  will  show  the  mean  position  of 
wheel  2  relative  to  wheel  1  as  the  two  wheels  revolve. 


Fig.  228. 

A  similar  curve  may  be  drawn  from  the  crank-effort  diagram  of  any 
engine.  When  the  turning  effort  is  above  or  below  the  mean  it  causes 
positive  or  negative  acceleration  of  the  wheel.  It  is  convenient  to  refer 
all  force  and  motion  to  the  crank-pin  center.  Then  if  M  is  the  mass 
(  =  W/g,  where  W  is  the  weight  in  lb.)  giving  the  same  eflFect  as  the  wheel 
concentrated  on  the  crank  circle,  a  the  linear  acceleration  of  the  crank 
pin  and  F  the  turning  effort  in  lb.  above  or  below  the  mean : 

F  =  Ma 


or: 


a  = 


F_ 
M 


(12) 


Then  a  is  directly  proportional  to  F,  and  Fig.  227  may  be  converted 
into  an  acceleration  diagram  by  changing  the  scale. 
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In  practice  the  displacement  is  very  slight,  so  that  with  the  usual 
spacing  of  the  crank  circle,  if  it  be  assumed  that  equal  increments  of  time 
are  accompanied  by  equal  increments  of  space  as  the  crank  moves  around 
the  circle,  the  degree  of  accuracy  will  be  in  keeping  with  that  of  the  whole 
method.  Then  by  changing  the  scale,  space  may  be  changed  to  time; 
then  the  time  of  one  cycle  in  seconds  which  is  represented  by  the  length 
of  the  diagram  is: 

60 


For  a  2-8troke  cycle,  t  ^  -j^ 


For  a  4-8troke  cycle,  t  = 


120 

N 


(13) 


Fig.  227  is  reproduced  in  Fig.  229  as  an  acceleration-time  diagram. 
The  dimensions  x,  y  and  I  are  always  in  inches,  and  areas  in  sq.  in. 


Fio.  229. — Acceleration-time  diagram. 

A  general  expression  for  acceleration  is: 


a   '^^    -r. 


or: 


dv  =  a-dt  (14) 

It  is  then  obvious  that  by  integrating  the  acceleration-time  curve  above 
and  below  the  mean  line,  a  curve  may  be  plotted  with  change  of  velocity 
as  ordinates  and  time  as  abscissas — a  vdacity-time  diagram. 
A  general  expression  for  velocity  is: 

d8 
^-^-dt 
or: 

ds  ^  V'dt  (16) 

After  finding  the  mean  line  for  the  velocity-time  ciure,  this  ciure  may  be 
integrated  and  a  displacemerU^ime  curve  plotted.  From  the  mean  line 
found  for  this  curve  the  maximum  displacement  from  mean  may  be  found. 
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All  integrations  will  be  made  with  a  planimeter,  the  mathematical  ex- 
^K^ttBions  being  used  to  make  the  operations  clear. 

Fig.  230  is  a  velocity-time  curve  and  Fig.  231  a  displacement-time 
i»ve. 

To  make  practical  use  of  these  diagrams  scales  must  be  used  for  the 
iifferent  quantities,  and  it  avoids  much  confusion  if  these  are  determined 
**  the  work  proceeds. 


Fio.  230. — Velocity-time  diagram. 

i 
For  all  curves:  1  in.  =  m  seconds  =  y,  where  t  is  foimd  from  (13). 


rhen: 

di  =  mdx 
rhere  dx  is  in  inches. 

Let:  1  in.  ==  n  lb.  =  n  units  of  F  {=  Ma). 
Or:  1  in.  =^  units  of  a  =  -v^  ft.  per  sec* 


(16) 


Fio.  231. — Displacement-time  diagram. 

has  already  been  determined  for  plotting  Fig.  227.     Then: 

a  =  -^  y  (17) 

To  int^^ate  the  acceleration-time  curve  to  obtain  change  of  velocity, 
e  niathcHiatical  expression  may  be  reduced  by  substituting  (16)  and 
7)  in  (14)  as  follows: 

A»  =   I   a^di  =    I    -j-z-ymdx  =  -j^  I    ydx  (18) 
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The  quantities  n  and  m  are  known.  If  it  is  desired  to.  find  the  -dis- 
placement of  a  wheel  already  designed  or  built,  M  is  also  known.  The 
quantity  in  the  integration  sign  is  the  area  in  sq.  in.  between  any  two 
ordinates  found  by  the  planimeter.  If  this  is  the  first  space  of  Fig.  229, 
shown  shaded,  it  is  below  the  mean  line  and  must  be  laid  ofif  at  point  1  of 
Fig.  230  from  and  below  the  plotting  line,  the  mean  line  not  having  been 
determined.  The  mean  line  is  found  by  taking  the  diflference  of  the  areas 
above  and  below  the  mean  line  and  dividing  by  the  length  in  inches. 
If  the  area  above  the  line  is  greater,  the  mean  line  will,  be  drawn  above 
the  plotting  line,  or  vice  versa.  If  r/i  is  the  distance  from  mean  to 
plotting  line  and  y^  from  plotting  line  to  curve,  this  may  be  expressed 
algebraically  thus: 

1/1=1  Vidx  4-  I  (19) 

To  fix  the  scale  for  the  velocity-time  curve,  determine  the  total  height 
that  it  is  desired  to  make  it,  then  add  together  the  maximum  and  mini- 
mum values  of  Av  (not  algebraically)  and  divide  by  the  desired  height  in 
inches  and  round  up  to  some  convenient  figure. 

In  most  design  problems  M  is  unknown  and  may  be  carried  through 
the  calculation  as  an  unknown  quantity.  We  may  then  write  (18)  as 
follows: 


/•xt 

M'Av  =  nm  I    \ 


y  dx  (20) 

%/xi 

Then  let:  1  in.  =  ^  units  of  Mv; 

or:  1  in.  =  ^units  ofv  =  ^  ft.  per  sec. 

Then: 

V  =  -^y  (21) 

To  integrate  the  velocity-time  curve  to  obtain  displacement  the  ex- 
pression is  found  by  substituting  (16)  and  (21)  in  (15),  thus: 

If  M  is  unknown: 

Jf*Zl 
ydx  (23) 

The  scale  is  found  as  for  the  velocity-time  curve;  then  let: 

1  in.  =  A:  units  of  Ms; 
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or: 

k 
1  in.  =  Yi  units  of  8. 

M 

The  mean  line  is  found  as  before  from  (19). 

The  maximmn  ordinate  yM  from  the  mean  Une  must  now  be  foimd 
and  this  corresponds  to  the  greatest  displacement  Sm  in  feet.    Then: 

k 
«Af  =  jf-VM  (24) 

If  M  is  unknown  and  to  be  determined : 

M  =  ^  (25) 

The  value  of  Sm  is  determined  from  electrical  conditions.  There  are 
360  electrical  degrees  between  two  poles  of  the  same  sign.  If  the  alter- 
nator has  p  poles,  the  number  of  electrical  degrees  in  the  entire  circle  is: 

360|  =  180p. 

If  the  allowable  displacement  either  side  of  mean  is  a  electrical  degrees 
(degrees  of  phase),  the  maximum  allowable  displacement  of  the  crank 
pin  in  feet  is: 

'"  =  l4-2'«  =  2^  (26) 

There  seems  to  be  a  scarcity  of  data  regarding  a  in  electrical  engineer- 
ing hand  books,  but  2.5  is  given  in  papers  from  the  Trans.  A.S.M.E. 
referred  to  at  the  end  of  this  chapter. 

If  the  niunber  of  electrical  cycles  per  second  is  denoted  by  c,  the  rela- 
tion between  the  cycle,  number  of  poles,  and  speed  is  given  by: 

I20c  ,^_, 

P  =  -JT  ^^^^ 

It  is  convenient  to  tabulate  data  as  the  work  proceeds  as  shown  in 
Table  61.  The  minus  sign  indicates  that  the  larger  part  of  the  area  up  to 
that  number  is  below  the  mean  Une;  when  it  is  above  the  mean  Une  the 
sign  is  plus.  Obviously  the  final  value  should  be  zero,  bringing  the  curve 
back  again  to  the  plotting  Une  to  the  point  from  which  it  started.  In 
determining  the  areas  for  the  table,  the  planimeter  may  be  started  at  the 
boning  of  the  curve  each  time  if  the  diagram  is  not  too  large;  or,  each 
division  may  be  measured  and  added  algebraicaUy. 

Prom  (6),  the  weight  varies  inversely  as  the  square  of  the  diameter 
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at  which  it  is  applied;  then  if  the  weight  ( =  gM)  assumed  concentrated  at 
the  radius  R  of  the  crank  circle  is  referred  to  diameter  D,  we  have: 

or: 

Tr«=Tr(^)*  (28) 

The  general  notes  in  reference  to  weight  of  arms,  etc.  of  the  preceding 
paragraph  apply  to  wheels  designed  by  the  displacement  method  also. 
It  would  be  a  farce,  however,  to  take  the  trouble  to  calculate  a  wheel  by 
this  method  for  a  simple  engine,  to  use  on  a  cross-compound  engine. 

118.  Comparison  of  Methods. — For  a  given  engine  with  certain  condi- 
tions of  speed,  steam  pressure,  valve  setting,  etc.,  Formula  (6)  may  be 
written: 

W,  =  ??5^*  (29) 

Also  from  (25),  (26)  and  (28): 

Wn  =  ^-r  (30) 

constant 

Equating  (29)  and  (30)  we  may  write: 

pb  -  constant 
or: 

p  X  constant 

This  is  the  form  for  the  value  of  b  for  alternators  in  Table  60,  and  if  the 
displacement  in  electrical  degrees  is  to  be  the  same  for  all  alternators 
ninning  at  a  given  speed,  h  must  vary  inversely  as  the  number  of  poles,  or 
as  the  number  of  cycles  per  second.  This  would  indicate  that  the  arbi- 
trary use  of  the  usual  values  of  h  for  all  sorts  of  electrical  machinery  is  in 
error. 

If  the  constant  in  (31)  is  carefully  chosen  (and  it  depends  upon  the 
crank-effort  diagram  and  is  as  reliable  as  c),  the  simple  method  of  wheel 
weight  determination  in  Par.  116  is  reliable  and  saves  much  time;  but  in 
new  work  it  is  usually  desirable  to  investigate  by  more  elaborate  means, 
and  errors  may  sometimes  be  caught  in  this  way;  it  is  for  this  reason  that 
the  displacement  method  is  given  in  this  book. 

119.  Application  to  Practice. — A  wheel  will  be  designed  to  regulate  an 
alternating-current  generator,  neglecting  any  flywheel  effect  of  the  gen- 
erator. The  engine  is  the  20  by  48  in.  Corliss  engine  of  Chap.  XII.  The 
turning-effort  diagram  calculated  in  Chap.  XVI  has  been  reproduced  in 
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Fig.  227  of  this  chapter  and  is  the  basis  of  calculation  for  the  methods  of 
both  Pars.  116  and  117. 

For  a  rim  speed  of  1  mile  per  minute  the  wheel  diameter  could  be  16.8 
ft.  Assume  it  to  be  16  ft.  in  diameter.  While  the  maximum  power  at 
which  the  alternator  is  expected  to  give  the  best  service  should  probably 
be  taken,  the  diagrams  have  all  been  worked  out  for  the  rated  horse- 
power of  450,  and  this  will  serve  as  an  application  of  the  methods.  The 
diagram  factor  was  omitted  in  plotting  the  indicator  diagrams,  but  this 
is  probably  on  the  safe  side. 

Weights  will  first  be  determined  from  the  method  of  Par.  116,  using 
Formula  (8)  with  the  constant  C;  as  the  speed  is  less  than  5280  ft.  per 
min.,  K  can  not  be  used.  The  value  C  in  line  8  of  Table  60  has  been 
used  for  electric  generators  for  direct  or  alternating  currents,  whether 
belt-driven  or  direct  connected.     This  gives: 

_  11,620,000,000  X  450      ^r.^.. 
"  '  "   16^  X  100» =  20,5001b. 

Line  9  for  a  25-cycle  (30-pole)  generator  gives: 

™       30  X  387,500,000  X  450      .-  -_. ,, 
*^''  ^  16«  X  100^  ^"'^  '"• 

For  a  60-cycle  (72-pole)  generator,  line  9  gives: 

™        72  X  387,500,000  X  450       ..  -^ ,, 

^"  = 16»  X  100» ^^'^  ^^- 

From  this  it  is  apparent  that  if  line  8  had  been  used  for  a  60-cycle 
machine,  there  might  have  been  trouble. 

The  displacement  method  is  given  in  Par.  1 17.     The  areas  and  values  of 
Ms  and  Mv  are  given  in  Table  61.     The  length  of  the  diagrams  as  origi- 
nally plotted  was  12  in.  and  it  was  intended  to  have  the  height  about  3  in. 
As  the  steam  engine  is  a  2-cycle  engine,  the  time  of  one  cycle  is,  from 
(13): 


then: 


4  60    _     ,,  „ 

t  =    ^  -  0.6  sec. 


'       0.6       -  _  _ 
"*==!  =  12  =  ^-^^ 


As  already  determined  for  plotting  the  turning-effort  diagram: 

n  =  10,000  lb. 

From  Table  61,  the  maximum  plus  value  of  Mv  is  980,  the  maximum 
minus  value  340,  and  their  sum  (not  algebraic)  1320.  For  a  height  of  3 
in.  the  scale  would  be: 

1320 
q  =  — «—  =  440;  or,  take  it  as  500. 


\ 
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I      In  the  same  manner  the  scale  of  Ms  is: 

fc  =  30. 
The  maximum  ordinate  measured  from  the  mean  line  of  Fig.  231  is: 

ijM  =  1.72  in. 
From  (27),  for  a  26-cycle  alternator: 

120  X  25 

^  =  "Too—  =  ^^- 

Taking  a  =  2.5,  and  as  /?  =  2,  (26)  gives: 

»-=  211^0  =  «<^^2  ft. 
From  (25),  at  the  crank  pin : 

M  =   oQogg^   =  8850    and     W  =  32.16  X  8850  =  285,000 lb. 
From  (28),  the  weight  referred  to  the  rim  is: 

Wh  =  285,000  X  (^— )  *  =  17,800  lb. 

In  the  same  manner  for  a  60-cycIe  machine  we  have : 

120X60  _  „  ^  2.5X2  .  ..„.„,  ,^ 

p  =  -^Og—  -  72  s„  =  28.65  X  72  =  ^"^2425  ft. 

on  V  1  72 
M  =  Qo«M25   "  21,250 and  W  =  32.16  X  21,250  =  683,000  lb. 

Wh  =  683,000  X  (^-^y=  42,7501b. 

Tabulating  the  results  for  comparison,  taking  Ww  =  about  1.6  Wr, 
gives  Table  62. 

Table  62 


Method 


Wr         •  Ww 


Formula  (8),  line  8  of  Table  60. 
line  9  of  Table  60—30  poles. . . 
line  9  of  Table  60—72  poles. . 
Displacement  method — 30  poles 
I>iq>lacement  method — 72  poles 


20,500  33,000 

20,500  33,000 

49,000  80,000 

17,800  29,000 

42,750  70,000 


No  allowance  having  been  made  in  the  displacement  method  for 
possible  discrepancies,  the  values  are  some  smaller  than  b}'  the  simpler 
method,  which  in  the  present  problem  may  be  said  to  give  equally  good 
results.  Allowance  is  made  for  assuming  the  radius  of  gyration  as  the 
radius  of  the  outside  of  the  rim. 
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In  Fig.  230  the  height  of  the  diagram  is  2.7  in.  and  the  scale  is  q/M. 
Then  the  speed  fluctuation  of  the  crank  pin  in  ft.  per  sec.  is: 
For  the  25-cycle  machine, 

2.7  X  600      /\  1  CO 
"'  -  "'  ==      8850       =  °-^^- 

For  the  60-cycle  machine, 

«'« -  «'^ = '"B^ = o«^7- 

The  mean  velocity  of  the  crank  pin  is; 

_  2irRN  _  T  X  2  X  100  _  ^i 
""  -  "W"  "  30  ^^• 

Then  the  coefficient  of  speed  fluctuation  is: 
For  the  26-cycle,    6  = 


For  the  60-cycle,    6  = 


21         137 
0.0637        1 


21  330 

Equating  these  with  (31)  gives: 

.  1 

4.58p 

It  is  very  clear  that  6  must  depend  upon  the  number  of  poles  when  th^ 
engine  is  to  drive  alternators  in  parallel. 

In  Par.  106,  Chap.  XVI,  attention  was  called  to  the  inequality  of  cranlc^ 
effort  for  the  two  ends  of  the  cylinder  due  to  the  reduction  of  effective 
piston  area  by  the  piston  rod,  although  these  diagrams  were  drawn  for 
equal  cut-off.     In  some  small  steam  engines  with  simple  gear,  the  head-  - 
end  cut-off  is  longer  than  the  crank-end,  increasing  the  inequality. 
When  no  provision  is  made  for  equalizing  cut-off,  this  should  be  taken 
into  account  in  plotting  diagrams.    With  gears  which  will  permit  it,  mak- 
ing the  crank-end  cut-off  longer  will  probably  give  a  more  imif  orm  turning 
effort;  but  most  erecting  and  operating  engineers  would  probably  try 
to  obtain  equal  cut-offs,  so  it  is  safer  to  ignore  such  a  possible  improve- 
ment in  drawing  the  diagrams. 

A  flywheel  for  this  problem  will  be  designed  in  Chap.  XXX. 
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CHAPTER  XIX 

lUBGULATION  DURING  CHANGE  OF  LOAD.    GOVERNORS 

120.  Introduction. — ^The  governor,  or  regrdator,  is  a  device  for  con- 
trolling the  speed  of  heat  engines  and  other  motors.  It  is  therefore  closely 
allied  with  the  valve-gear  mechanism  and  it  is  sometimes  a  little  difficult 
to  locate  the  dividing  line  between  the  two.  Commercially,  some  small 
tlx  jTottling  governors  are  all  there  is  of  valve  gear  as  well  as  the  valve,  and 
n^^eds  only  to  be  connected  with  the  steam  line  and  belted  to  the  engine 
stksdt 

In  general  the  parts  directly  associated  with  the  forces  which  are  in 

eqxiilibrium  at  a  certain  speed  (called  the  tachometer  by  Zeuner),  and  the 

8tr3Jid  or  wheel  to  which  they  are  attached,  comprise  the  governor;  the 

Bctrne  governor  may  be  applied  to  various  governor  problems  and  in 

iifferent  ways. 

There  are  two  general  methods  of  applying  the  governor  to  the  control 
^f  speed; 

1.  The  independent  method,  in  which  the  only  connection  with  the 
engine  to  be  governed  is  that  required  to  turn  the  governor  shaft.  This 
niethod  may  be  direct,  when  there  is  a  positive  connection — sometimes 
links  and  levers— between  the  governor  and  the  valve  controlling  the 
working  fluid  or  fuel;  or  indirect,  when  the  governor  directly  contFols  the 
supply  of  fluid  to  a  steam  or  hydraulic  cylinder  or  the  current  to  sole- 

.noids,  which  in  turn  operate  the  main  controlling  valve  or  valves. 

2.  The  codrdinale  method,  in  which  the  governor  coordinates  with 
wilve  gear  operated  by  eccentrics  or  cams  which  receive  their  motion  from 
the  engine  shaft  and  bear  a  positively  timed  relation  to  it. 

The  governor  and  all  parts  connected  with  the  independent  method 
will  be  treated  in  this  chapter;  the  valve  gear  and  its  relation  to  the 
governor  will  be  considered  in  Chap.  XX. 

Due  to  more  or  less  contradiction  of  terms  in  governor  nomenclature, 
and  the  fact  that  different  names  are  given  to  the  same  thing  by  different 
builders  and  writers,  the  schedule  of  notation  will  take  the  form  of  defi- 
nition to  some  extent,  making  reference  easy. 

Notation. 

C  =  centrifugal  force  in  pounds  of  governor  weights  when  governor  is 
in  perfect  equilibrium  at  a  certain  speed,  neglecting  friction  or  any 
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externally  applied  force.  Tliis  is  balanced  by  the  centripetal 
force  caused  by  springs  or  dead  weights  belonging  to  the  governor 
proper. 

F  =  external  resistance  in  pounds  due  to  valve-gear  adjusting  mech- 
anisni;  opposing  change  of  position  of  governor  parts  in  either 
direction,  thereby  increasing  or  decreasing  the  effective  centri-. 
petal  force  as  the  speed  is  increased  or  decreased  respectively. 
F  is  sometimes  called  the  speed  regulating  force.  It  is  measured 
at  the  point  of  attachment  to  the  valve-gear  controlling  mechan- 
ism, as  the  sliding  sleeve  of  the  fly-ball  governor.  F  may  also 
be  assumed  to  include  the  friction  of  the  governor  bearings. 

m  =  the  total  movement  in  inches  of  the  part  on  which  the  force  F 
acts.  It  is  sometimes  called  the  stroke  or  the  sleeve  lift. 
Fm  =  the  measure  in  inch-pounds  of  the  ability  of  the  governor  to 
overcome  external  resistance,  or  to  do  work  on  the  valve-gear 
adjusting  mechanism  with  a  given  speed  variation.  This  assumes 
the  mean  value  of  F  and  is  called  the  work  capacity  ivith  a  given 
speed  variation.  It  is  also  known  as  the  power  of  the  governor 
but  this  is  a  misnomer  as  power  involves  the  time  element. 
AC  =  change  of  centrifugal  force  from  any  value  C,  required  to  over- 
come resistance  F  and  allow  the  governor  to  assume  another  posi- 
tion cofresponding  to  a  new  load.  In  any  governor  with  inertia 
effect  this  aids  in  overcoming  F. 

€  =  the  ratio  of  AC  to  C  ( =  AC/C)  The  ratio  F/e  is  sometimes  known 
€U3  the  energy  of  the  governor  (this  is  a  misnomer  as  F/e  is  a  force), 
and  Fm/e  as  the  total  work  capacity  in  inch-pounds.  F/e  is  the 
effect  on  the  point  where  F  is  measured,  of  the  total  centrifugal 
force  of  the  revolving  weights. 
N  =  r.p.m.  of  the  governor  weights  in  any  position  of  equilibrium 
corresponding  to  C. 
AY  =  change  of  N  corresponding  to  AC. 

b  =  the  ratio  of  AiV  ioN  {  =  AN/N).  This  is  called  the  speed  variation 
by  some  makers  of  governors.  It  is  also  sometimes  known  as  the 
coefficient  of  sensitiveness.  F  and  6  are  interdependent,  but  as 
F  in  a  working  governor  is  the  actual  resistance  to  be  overcome, 
c  and  8  must  depend  upon  it.  As  8  measures  either  increase  or 
decrease  in  speed,  the  total  range  of  variation — or  fluctuation  due 
to  F  is  the  sum  of  6  in  both  directions,  or  practically  26,  as  demon- 
strated in  Par.  130. 
Ni  =  minimum  value  of  N,  for  maximum  load  on  engine.  A  load  caus- 
ing a  lower  speed  is  out  of  control  of  the  governor. 
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Nt  =  maximum  value  of  N,  for  minimum  load  on  engine.    A  limit  is 
sometimes  assumed  at  zero  load. 
jVm  =  mean  of  Ni  and  JV,  (=  (AT,  +  Ni)/2). 
V  =  coefficient   of   fluctuation   of   speed  ( =  (N%  —  Ni)/N).    This  is 
sometimes  called  the  coefficient  of  speed  regykMoUy  and  by  some 
writers  is  considered  as  the  measure  of  sensitiveness.     If  v  is 
too  small,  "it  will  react  with  the  variation  of  turning  effort  within 
the  cycle.    This  leads  to  a  restless  governor  play  known  as  'hunt- 
ing.'"   This  is  also  true  of  5.    The  value  of  v  depends  upon 
governor  proportions  only, 
a  =  the  coefficient  of  speed  fluctuation  for  the  engine  cycle  dependent 
upon  flywheel  regulation,  for  any  given  load.     The  value  of  this 
coefficient  depends  upon  the  variation  of  turning  effort  and  the 
kinetic  energy  of  the  flywheel. 
F  =  weight  of  centrifugal  weight  in  poimds.    This  may  be  a  single 

weight  or  may  be  divided  into  two  or  more  parts, 
r  =  the  distance  in  inches  from  the  axis  of  rotation  to  the  center  of 
gravity  of  the  weight  W  for  any  position.    This  should  include, 
referred  to  the  center  of  TT,  all  parts  having  a  centrifugal  action. 
If  subscripts  1  and  2  are  used,  they  correspond  to  the  same 
numbers  applied  to  N. 
Mc  —  centrifugal  moment  without  friction  or  external  resistance. 
Mt  =  centripetal  moment  without  friction  or  external  resistance. 
Mr  =  moment  of  the  force  F. 
P  =  force  on  spring  in  pounds. 
For  other  notation  see  diagrams. 

121.  Governor  Types. — The  names  most  commonly  applied  to  gover- 
nors used  on  modem  heat  engines  are: 

Centrifugal  governors. 
Inertia,  or  centrifugal-inertia  governors. 
Relay  governors. 
Safety,  or  over-speed  governors. 

These  will  be  defined  in  a  general  way  in  Pars.  122  to  127.  A  mathe- 
matical treatment  will  be  given  centrifugal  governors  in  Pars.  128  to  133, 
these  being  of  the  only  type  capable  of  satisfactory  analysis. 

Governors  of  the  different  types  selected  from  practice  will  be  illus- 
trated in  Pars.  135  to  139. 

122.  Centrifugal  Governors. — In  these  governors  the  centrifugal  force 
of  revolving  weights  is  balanced  at  a  certain  speed  by  centripetal  force  due 
to  dead  weights  or  springSi  or  both.    Two  simple  forms  are  shown  in 
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Fig.  232.  In  Fig.  232-A,  if  W  is  the  weight  and  C  the  centrifugal  force  of 
one  ball,  the  centrifugal  moment  about  pivot  x  is  Ch;  the  centripetal  moment 
about  the  same  point  is  Wr.  These  moments  must  be  equal  to  be  in 
equilibrium,  so  for  some  definite  speed. 


Likewise  for  Fig.  233-B. 


Ch  =  Wr. 


Cb  =  Pa 


where  P  is  the  spring  load  balanced  by  one  weight.    A  more  extended 
treatment  will  presently  be  given. 

Any  change  in  the  load  on  the  engine  tends  to  change  the  speed;  this 
changes  the  centrifugal  force  of  the  revolving  weights,  causing  it  to  ba.V 
ance  the  centripetal  force  in  a  new  position,  at  a  slightly  different  spee<3.. 
This  new  position  adjusts  the  valve  gear  (including  the  mechanism  ^I3^ 
the  independent  method)  to  the  new  load. 


Fio.  232. 


Stability. — A  governor  is  stable  if  a  change  of  position  necessitates  a 
change  of  speed  in  order  to  maintain  equiUbrium,  an  increase  of  speed 
always  being  accompanied  by  an  increase  of  centrifugal  moment,  which, 
in  turn,  involves  an  increase  in  the  radius  of  rotation  of  the  revolving 
weights. 

Isochronism. — In  an  isochronous  governor  the  centrifugal  and  centri- 
petal forces  are  in  equiUbrium  for  all  positions  of  the  governor  weights 
at  the  same  speed.  If  the  load  changes,  the  shghtest  hint  at  change  of 
speed  causes  the  revolving  weights  to  fly  to  a  new  position  (if  the  external 
resistance  to  be  overcome  is  relatively  small),  adjusting  the  valve  gear  to 
suit  the  new  load,  at  the  original  speed.  On  account  of  friction,  strict 
isochronism  is  not  possible,  and  a  governor  theoretically  designed  for 
such  is  usually  unsatisfactory  and  unreliable.  A  certain  amount  of 
stability  is  desirable  even  for  service  requiring  the  closest  r^;ulation. 
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iBoehronism  is  the  limit  of  stability.  If  this  limit  ie  paseed  an  engine 
would  run  faster  with  heavy  than  with  light  load.  One  engine  builder 
states  that  their  governor  has  regulated  satisfactorily  when  so  adjusted; 
hut  it  ifl  of  the  centrifugal-inertia  tj-pe  and  suppUed  with  a  dashpot, 
wthout  which  such  adjustment  would  be  impossible. 

A  conical  pendulum  governor  is  shown  in  diagram  in  Fig.  232-A.  This 
is  sometirae-s  cahed  the  Watt  governor.  If  a  central  weight  is  added 
as  shown  dotted,  it  is  called  a  loaded  governor,  or  Porter  governor.  The 
peodulum  governor  must  alwa>'s  be  a  vertical-spindle  governor.  Some- 
times a  spring  is  used  instead  of  the  central  weight,  but  the  gravity  effect 
of  the  revolving  weights  is  still  an  important  factor,  so  a  vertical  spindle 
must  be  used. 

A  spriTig  governor  is  shown  in  diagram  in  Fig.  232-fi,  This  particular 
form  is  sometimes  known  as  the  Hartnell,  or  Wilson  Hartnoll  governor, 
TTae  gravity  effect  of  the  weights  is  small  compared  with  the  spring  load 
aan^d  thLi  type  may  be  placed  in  any  position.  In  fact,  when  in  a  hori- 
toxtal  position  there  is  absolutely  no  gravity  effect,  while  for  the  vertical 
IXisition  there  is  a  slight  gravity  moment  except  when  the  weights  are 
escaclly  in  hne  vertically  with  the  pivots.  There  are  different  forms  of 
^liring  governors,  some  of  which  will  be  shown  in  later  paragraphs. 

Shaft,  or  fiywheel  governors  are  located  on  the  engine  shaft,  and 
*nu.st  always  be  spring  governors.  They  may  have  either  one  or  two 
Weights. 

123.  Inertia,  or  Centrifugal-inertia  Governors. — Aix)ut  the  earliest 
example  of  this  type  to  be  practically  applied  was  the  Rites  governor, 
which  has  been  adopted  by  various  builders  and  modified  in  some  cases 
to  suit  their  requirements.  They  are  usually,  though  not  always,  shaft 
governors. 

Revolving  masses  tend  to  maintain  a  uniform  speed  unless  acted  upon 
by  some  external  force.  If  a  weight  is  caused  to  revolve  around  a 
^vemor  shaft,  being  connected  with  the  shaft  by  a  system  of  linkage  in 
such  a  way  that  a  change  of  angular  relation  between  shaft  and  weight 
operates  upon  the  valve  gear,  it  is  obvious  that  any  change  in  speed  of 
the  shaft  will,  due  to  the  inertia  of  the  weight,  effect  changes  of  adjust- 
ment. As  force  is  the  product  of  mass  and  acceleration,  the  ability  of  the 
revolving  weight  to  overcome  the  re.sistance  due  to  the  valve  gear  and 
change  the  position  of  the  gear  depends  upon  it«  weight  and  the  time 
in  which  the  change  of  angular  relation  Iwtween  shaft  and  weight  occurs. 
As  the  inertia  weight  fixes  no  speed  limits,  but  acts  only  upon  sudden 
change  of  speed,  it  is  always  used  .in  conjunction  with  a  centrifugal 
'ernor. 
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The  principle  of  the  Rites  inertia  governor  may  be  illustrated  by  Fig. 
233.  A  bar  containing  a  weight  at  each  end  is  pivoted  on  the  governor 
wheel  at  A.  The  eccentric  rod  is  attached  at  B  and  swings  through  the 
arc  of  a  circle  as  the  governor  makes  adjustments.  The  right  end  of  the 
weight  is  heavier  than  the  other,  being  practically  in  gravity  balance 
about  the  pivot  A.  The  center  of  gravity  is  therefore  at  F  As  the 
wheel  revolves,  the  centrifugal  force  C  of  the  entire  weight  produces  a 
centrifugal  moment  Cb  about  A.  A  spring  connects  the  fixed  point  E 
on  the  wheel  with  point  D  on  the  weight,  producing  a  centripetal  moment 
Pa  in  an  opposite  direction  (clockwise)  to  C6,  exactly  as  in  the  centrifugal 
governor  described  in  Par.  122,  and  at  a  certain  speed: 

Cb  =  Pa. 


FiQ.  233. 

These  forces  are  not  great  enough  in  some  governors  of  this  type  to 
overcome  the  resistance  of  the  valve  gear  without  too  great  speed  varia- 
tion, but  the  necessary  force  is  furnished  by  inertia  /  of  the  weight.  If 
the  wheel  is  turning  clockwise  as  shown  by  the  arrow,  and  should  suddenly" 
increase  in  speed  as  load  is  thrown  off  the  engine,  the  wheel  would  plunge 
ahead.  The  weight,  due  to  its  inertia,  would  tend  to  revolve  uniformly, 
the  inertia  /  acting  counterclockwise  as  indicated  in  Kg.  233.  The  in- 
crease in  centrifugal  force  due  to  increase  in  speed  would  tend  to  move  the 
weight  in  the  same  way  about  pivot  A.  Should  the  wheel  decrease  in 
speed,  both  inertia  and  centrifugal  force  would  act  to  move  the  weight 
in  a  clockwise  direction  relative  to  the  wheel. 

There  is  some  inertia  effect  at  some  positions  in  many  centrifugal  gov^ 
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emors,  especially  of  the  shaft-govemor  type.    When  present  the  work 
capacity  of  the  governor  is  determined  by  the  sum  of  the  centrifugal  and 
inertia  effects  if  they  are  in  the  same  direction,  and  by  their  difference 
if  opposed.     This  may  be  illustrated  by  Fig.  234.     Assume  a  wheel  to  be 
rotating  in  the  direction  R  (clockwise)  shown  by  the  full-line  arrow.    Let 
a  weight  be  pivoted  at  x,  and  assume  that  the  centrifugal  force  C  of  the 
weight  is  just  balanced  by  the  spring,  holding  the  weight  in  the  position 
shown,  at  a  certain  speed.     Now  assume  the  wheel  to  suddenly  increase 
in  speed.     The  centrifugal  force  of  the  weight  will  be  increased;  the 
weight  will  fly  out  until  the  tension  of  the  spring  balances  it  in  a  new  posi- 
tion.   During  the  sudden  change  of  speed  the  weight  '*hung  back" 
due  to  its  inertia,  exerting  the  force  /.     While  the  centrifugal  force  exerted 
a  positive  or  clockwise  moment  about  pivot  x,  the  inertia  exerted  a 


Fig.  234. 


Fig.  235. 


negative  or   counterclockwise    moment.     The  total  moment  is  then: 

M  =  Crc-  Ith 
If  the  centrifugal  moment  is  greater  the  weight  would  go  outward,  making 
the  proper  adjustment  of  the  valve  gear;  but  if  the  inertia  moment  is 
P^ter  the  reverse  would  be  true. 

Suppose  the  governor  weight  to  be  pivoted  at  y  as  shown  dotted. 
This  causes  the  moment  of  /  to  act  in  the  same  direction  as  that  of  C; 
then: 

If  the  wheel  turns  counterclockwise  the  moments  are  in  the  same 
^lirection  for  the  full-line  position  of  the  weight,  and  opposed  for  the 
dotted  position.  It  is  clear  that  the  effect  of  /  will  be  zero  when  the  lines 
^^ecting  weight  center  with  wheel  center  and  with  pivot  form  an  angle 
^  90  d^pnees  as  shown  in  Kg.  235.     It  is  known  from  geometry  that  in 
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this  position  the  weight  center  will  fall  on  a  circle  whose  diameter  is  a 
line  joining  the  wheel  center  and  pivot.  Then  from  what  has  preceded, 
if  the  effect  of  inertia  and  centrifugal  force  are  to  work  together  in  gear 
adjustments,  the  weight  should  always  remain  inside  the  circle  for  clock- 
wise motion  of  the  wheel,  and  outside  the  circle  for  coimterclockwise 
motion.     This  is  shown  in  Fig.  236. 

In  some  governors  the  inertia  effect  is  nearly  negligible  and  such  are 
known  as  centrifugal  governors.  If  the  inertia  effect  is  great  they  are 
called  inertia,  of  centrifugal-inertia  governors. 

Inertia  governors  act  quickly  and  have  been  foimd  to  give  exception- 
ally good  regulation  under  widely  varying  and  suddenly  changing  loads, 
although  there  are  some  prominent  engine  builders  who  do  not  favor  much 
inertia  effect.     It  is  obvious  that  when  inertia  is  present  in  any  governor, 
its  moment  must  be  of  the  same  sign  as  the  centrifugal  moment  to  obtain 
the  best  results.     However,  all  governors  are  not  so  built. 


Fio.  236. 


Due  to  the  impossibility  of  predicting  the  relative  angular  accelera- 
tion of  shaft  and  inertia  weight  during  change  of  load,  the  design  of  in- 
ertia governors  is  dependent  upon  the  results  of  practice,  and  no  attempt 
will  be  made  to  treat  it  mathematically. 

124.  Relay  Governors. — When  considerable  force  is  required  to 
make  adjustments  of  the  valve  gear  a  hydraulic  cylinder,  usually  operated 
under  oil  pressure,  is  employed.  The  controlUng  valve  of  the  oil  cylinder 
is  a  small  balanced  piston  valve  requiring  a  very  small  force  to  move  it; 
this  in  turn  is  controlled  by  a  governor  of  ordinary  capacity. 

126.  Safety,  or  Over-speed  Governors. — These  are  auxiUary  gover- 
nors used  in  addition  to  the  regular  governor,  more  usually  on  the  steam 
turbine.  They  consist  of  weights  and  spring  so  proportioned  that  at  a 
certain  excess  of  speed  the  weight  will  overcome  the  spring  tension  and 
operate  a  trigger,  release  a  heavy  weight  or  strong  spring  which  shuts  the 
throttle  valve  and  stops  the  turbine.     In  some  cases  the  relay  principle 
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s  usedy  the  trip  mechanism  admitting  or  releasing  steam  from  an  auxiliary 
jylinder  whose  piston  is  connected  with  the  valve.  The  safety  governor 
B  a  simple  centrifugal  governor  and  is  adjustable. 

126.  Dashpots. — Under  certain  load  conditions,  especially  with  ex- 
tremely sensitive   governors,   there   is   a   tendency  toward  a  restless 
movement  of  the  governor  weights,  sometimes  periodic  and  sometimes 
accompanying  load  changes.    This  action  is  called  hunting^   and  is 
sometimes  prevented  by  the  use  of  dashpots.    A  dashpot  consists  of  a 
cylinder  containing  a  fluid  such  as  oil,  and  supplied  with  a  piston  which 
allows  the  fluid  to  pass  between  it  and  the  cylinder  from  one  side  of  the 
piston  to  the  other  as  displacement  occurs.     The  piston  rod  is  attached 
to  some  moving  part  such  as  the  governor-sleeve  crosshead,  and  yields 
readily  under  gradual  changes,  but  offers  considerable  resistance  to  a 
isudden    change.    Sometimes   less   clearance   Ls   allowed    between    the 
Diston  and  cylinder  walls,  the  connection  from  one  side  of  the  piston  to  the 
ther  being  through  a  small  pipe;  a  valve  is  placed  in  the  pipe  so  that  the 
^sistance  may  be  adjusted. 

Dashpots  may  be  seen  on  some  of  the  governors  illustrated  in  later 
^.xagraphs. 

127.  Speed  Adjustments. — The  speed  of  a  governor,  and  conse- 
viently  the  speed  of  the  engine,  may  be  changed  by  changing  the  weight 
except  in  the  simple  Watt  governor)  or  spring.  With  some  governors 
tiis  may  be  done  while  the  engine  is  running.  Where  several  engines  are 
Urect-connected  to  alternators  running  in  parallel,  small  motors  operated 
rom  the  switch-board — sometimes  automatically — are  in  some  cases 
3tttached  to  the  governors  in  such  a  way  that  the  tension  of  the  spring 
may  be  varied  and  the  alternators  brought  into  synchronism. 

128.  Speed  Fluctuation. — By  mean  speed,  the  speed  at  rated  load  is 
usually  meant,  and  this  is  usually  assumed  to  be: 

N.  -  ^H*  (1) 

'^  which  Ni  and  Ni  are  maximum  and  minimum  r.p.m.  respectively, 
^^^  engine  is  designed  to  run  under  the  control  of  the  governor — possibly 
^txx  no  load  to  maximum  load. 

The  coefficient  of  the  fluctuation  of  speed  is: 

Xf  V  is  assumed,  we  have  from  (1)  and  (2): 

AT,  =  (l  -  ^)Nu  (3) 
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and 


iv,=  (n-|)iv. 


If  a  governor  is  designed  with  this  range  of  speed  between 
and  zero  load,  it  is  not  at  all  certain,  or  perhaps  even  likely,  that  at 
position  the  governor  will  assume  in  running  the  speed  Nm  the  gear 
be  adjusted  to  carry  the  rated  load;  but  this  is  not  essential,  and  Eqi 
tions  (3)  and  (4)  are  convenient  in  the  design  of  spring  governors. 

Speed  fluctuation  and  the  coefficient  of  speed  fluctuation  depend 
the  construction  of  the  governor  and  the  relation  of  the  forces  and 
upon  the  magnitude;  they  are  independent  of  friction.     It  is  true 
the  actual  fluctuation  may  be  greater  than  that  given  by  (2),  due 
friction,  but  this  is  considered  in  Pars.  129  and  133. 

129.  Speed  Variation. — The  centrifugal  force  of  a  revolving  wei^t 

lb.  is: 

WrN^ 


C  = 


35,230 


m 


where  W  is  the  weight  in  lb.,  N  the  r.p.m.  and  r  the  radius  of  revolutk* 
in  inches,  of  the  center  of  gravity  of  the  weight. 

At  a  change  of  load  the  speed  changes,  increasing  for  decrease  of  load 
and  vice  versa.  However,  before  the  governor  can  change,  a  cei 
amount  of  external  resistance  F,  due  to  friction  and  weight  of  valve-gcir 
parts,  has  to  he  overcome,  so  the  speed  changes  an  amount  AN  before  C 
changes  enough  from  normal  to  overcome  the  resistance  and  movette. 
governor.  The  change  of  centrifugal  force  is  AC,  and  as  this  change  ■■ 
made  l>efore  the  governor  makes  its  adjustment,  it  occurs  at  a  constai* 
value  of  r.  Then,  for  this  change,  it  may  be  seen  that  in  (5),  C  varies' 
directly  as  .V^.    Let  the  speed  variation  be  denoted  by  6 ;  then : 


5  = 


N 


The  ratio  of  corresponding  values  of  centrifugal  force  is,  for  al 
increase  in  speed : 

AC      (N  +  AN*)*  -  X'-       2NAN  +  An* 


t  = 


C  N* 

2AA*   .    /A.V\* 


N* 


-  -V- +  (-^)  -  ^' + '■ 


C 


Completing  the  quadratic  and  solving  for  5  gives: 

6  =  Vt  +  l  -  1 


(I 


1 
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Or,  approximately: 

This  may  also  be  obtained  from  (7)  by  neglecting  the  minute  quantity. 
For  a  decrease  in  speed : 

_  AC  _  JNT^  -  (JNT  -  ANy  __  2AN       /AJV\  « 
*~  C   -  N^  N         \n)  ^^"^ 

=  25-52 

From  which: 

5  =  1-  \/r=^  (11) 

Or,  approximately  as  before: 

Then  approximately: 

€  =  25  (12) 

In  practice  c  ranges  from  0.02  to  0.05.     Taking  the  largest  value: 

From  (7),  «  =  0.10  +  0.0025  =  0.1025 
From  (10),  €  =  0.10  -  0.0025  =  0.0975 
From  (12),  e  =  0:10. 

It  is  obvious  that  (12)  is  as  accurate  as  practice  will  warrant. 

The  total  range  of  variation  of  speed  without  adjustment  is  obviously 
25. 

130.  General  Equations  for  Centrifugal  Governors. — For  perfect 
equilibrium  at  any  speed  the  centrifugal  moment  must  equal  the  centri- 
petal moment;  or,  neglecting  friction : 

Mc  =  Mt  (13) 

At  the  instant  of  change  of  relative  position  of  the  governor  parts,  the 
moment  of  the  external  resistance  F  must  equal  the  fraction  e  of  the  mo- 
ment of  the  centrifugal  force  C  before  the  change  of  load  begins:  or: 

€Mc  =  Mp  (14) 

\    From  (13)  and  (14): 
I     .  cAfr  =  Mp  (15) 

Equations  (13)  to  (15)  are  general  and  apply  to  all  centrifugal  govern- 
ors.   From  (15)  it  is  obvious  that  if  c  is  to  be  constant,  Mp/Mt  must  be 
[     constant.     But  Mt  must  increase  for  light  engine  loads.     If  the  external 
•     '^stance  F  is  constant,  the  moment  arm  of  F  must  increase  relative  to 
^he  moment  arm  of  the  centripetal  force  (or  centrifugal  force).     Usually 
*»  *Ud  consequently  5,  varies  with  change  of  position  when  F  is  uniform, 
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but  Bometimes  a  compensating  device  is  employed  as  in  the  liim 
goveraor  described  by  lueana  of  Fig.  251. 

131.  Equations  for  Conical  Governors. — As  all  gen^^  prindpIoHi 
deduced  from  some  specific  case,  so  it  is  necessary  to  ext^un  them  in  tti 
same  way.  For  the  purpose  the  equation  of  centrifugal  and  oentri|Kbt 
moments  was  illustrated  by  the  simple  sketches  of  Fig.  232.  'DieeqH- 
tion  is  then  given  a  general  form  by  (13). 

It  is  quite  common  in  elemeoUiT 
works  dealing  with  govemontofl^ 
stitute  the  value  of  C  in  the  eqtutn 
for  the  simple  Watt  governor 
arms  pivoted  at  the  center  line  fi 
spindle    (Fig.    232-A),    and  dwi 
thereby  that  the  r.p.m.  is  pnpo^l 
tional  inversely  to  the  square  not  d  I 
the  height  h.    As  this  <^ten  clings  to  I 
the    mind  as  a  general  rule,  wA  1 
a    treatment    has    been    puiposi^  j 
avoided  and  a  more  general  metbod 
employed.    This  method  covers  the  simple  type,  but  includes  facUfl 
which  modify  results  considerably  when  this  type  is  not  strictiy  sdhend 
to,  as  it  seldom  is. 

Fig,  237  shows  a  conical  governor  with  central  weight  in  two  extreme 
positions;  the  full  lines  for  maximum  load  and  lowest  speed,  the  dottfd 
lines  for  highest  speed  and  lightest  load  (if  this  is  taken  as  zero  load  it » 
an  imaginary  position,  as  the  steam  or  fuel  supply  would  be  entirely  cat 
oft).  This  is  known  as  the  Porter,  or  loaded  governor.  Fig.  237isQi»)e 
to  include  everything  for  the  most  general  treatment  of  this  type.  Should 
the  center  weight  not  be  used,  the  symbol  for  this  may  be  taken  as  wo 
in  the  final  equations.  When  this  weight  is  used  it  adds  to  the  centripetil 
force  only.  To  offset  this  the  centrifugal  force  must  be  increased  to  keep 
the  governor  parts  m  the  same  relative  positions.  As  increamng  the 
weight  of  the  revolving  weights  affects  centripetal  and  centrifugal  forcen 
equaUy,  it  may  be  seen  from  (5)  that  the  speed  must  then  be  increased 
The  revolving  weights  are  usually  made  smaller  when  the  center  wei^t 
is  used. 

In  deriving  the  equations  one  revolving  weight  only  need  be  conad 
ered.  The  component  Wo  of  the  center  weight  Wc  acting  on  one  ad 
may  be  determined,  also  the  component  Wr  of  external  resistance  F. 

Fig.  238  is  a  diagram  of  one  side  of  a  pendulum  governor  contwnin 
notation  used  in  the  equations.    The  center  weight  is  omitted  from  tli 
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sketch  but  included  in  the  calculations.     At  the  right  are  shown  force 

diagrams  for  finding  components  Wo  and  Wf  of  the  center  weight  and 

resistance  respectively.     The  arrows  indicate  the  direction  of  the  forces 

C,  W  and  Wc  ±  F.    The  last  shows  that  the  effective  centripetal  force 

at  the  sleeve  is  increased  as  the  governor  rises,  requiring  a  centrifugal 

force  greater  than  C  (by  the  amoimt  AC  =  cC)  to  overcome  it  before  the 

governor  begins  to  rise;  and  on  descending,  the  effective  centripetal  force 

is  reduced  by  the  amoimt  F,  requiring  a  centrifugal  force  less  than  C 

(by  the  amount  eC)  before  the  weights  can  begin  to  descend  (see  Par.  129). 

Determination  of  Weights, — In  practical  design  it  is  necessary  to  first 

determine  the  weights  required  to  keep  the  speed  variation  6  (=  c/2) 


FiQ.  238. 

vithin  the  desired  limit,  then  the  linkage  may  be  arranged  to  give  room 
for  these  weights. 

The  centripetal  moment  is  due  to  both  central  and  i;pvolving  weights; 
then  from  Fig.  238,  for  one  side  of  the  governor,  taking  moments  about 
2,  the  point  of  suspension  of  the  arm: 

Mt  =  Wrp  +  WoTo  (16) 

Also: 

Mr  =  Wrro  (17) 

Substituting  (16)  and  (17)  in  (15)  gives: 

€(Wrp  +  Woro)  =  WpTo  (18) 

Equation  (18)  may  be  used  for  solving  governor  problems  by  trial 

and  error;  but  while  the  design  of  a  governor  is  largely  a  drawing  board 
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problem,  the  work  may  be  shortened  by  making  a  number  of  substitutions 
in  (18).     Referring  to  Fig.  238,  let: 

=  q     and      ^^^  =  k  • 

From  construction: 

r   X      /»      J  r   /^     I   tan  6\   sin  ^ 

rp  =  hp  tan 0  and  ro  =  hpil    +  -  — - ) 

\  tan  0/       q 

PVom  the  force  diagrams : 


Wc  kW  ,      „  F 

2  COS  0      2  COS  0  2  cos  ^ 


Substituting  these  values  in  (18)  gives: 

Txr  Tx      ^  ,  fc  tan  0  /,    ,   tan  d\  1       F  tan  0  /-    ,   tan  ^\ 

or  simplifying: 

2(7 


F 

€ 


tan  0 
tan  9 


-  +fc 


(19 


from  which  TT,  F  or  €  may  be  f oimd  if  the  others  are  known  or  assumed  — 

In  practice  k  may  be  taken  from  10  to  15,  and  q  ranges  from  1  to  2,  ^» 
common  value  being  from  1.2  to  ^1.35. 

If  0  =  ^  for  all  positions  the  equation  is  much  simplified,  but  advan^ — 
tage  is  taken  of  a  difference  in  the  values  to  reduce  the  speed  fiuctuatioim 
(see  Par.  128).     The  value  of  F  depends  upon  the  type  of  gear  and  size  of 
engine.     It  may  sometimes  be  determined  on  an  engine  already  built  by 
hooking  on  a  spring  balance  and  moving  the  parts.     For  a  small  or  me— 
diiun-sized  CJorliss  engine  it  may  be  3  or  4  lb.     As  previously  stated, 
€  ( =  26)  ranges  from  0.02  to  0.05,  depending  upon  the  desired  sensitive- 
ness; the  smaller  the  value  of  t  the  more  sensitive  is  the  governor. 

From  given  values  of  F  and  €,  it  may  be  seen  from  (19)  that  TF  will 
have  the  greatest  value  when  tan  0/tan  B  (or  0/^)  is  amaximimi.  Then  if 
€  is  taken  as  the  n)^,ximum  desired  value,  W  should  be  computed  for  the 
position  when  0/^  is  maximum. 

Deiermination  of  Speed. — Solving  for  N  in  (5)  gives: 

N  =  187.7  \/J^  (20) 

From  (13),  (16)  and  Fig.  238: 

Chp  =  Wrp  +'Wcro 
from  which: 

C  =  WJI.+  F^  (21) 

rip 
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Observing  that  t  =  h  tan  ff,  and  substituting  the  values  previously 
found  in  (21),  and  (21)  in  (20),  gives: 


^f- 


'  +  ■) 


(22) 


It  is  obvious  that  N  increaaes  as 
fc  decreases;   if  tan  */tan  9  de-  y^"^ 

creases  when  b  decreases  and  vice  ^         ^ 

versa,  it  is  obvious  that  the  speed 
will  change  less  for  a  given  change 
of  the  governor.  This  means  that 
to  reduce  speed  fiuctuation,  ^/6 
should  have  a  maximum  value 
vheu  A  is  maximum,  which  is 
when  the  governor  is  in  its  lowest 
position  (for  all  practical  gov- 
ernors). It  is  in  this  position, 
then,  that  W  should  be  deter- 
mined from  (19).  To  obtain  this 
result,  link  I  must  be  longer  than  a. 
If  a  spring  is  added  to  the 
veight,  or  entirely  takes  the  place  of  it,  k  will  be  variable,  but  equa- 
tions (19)  and  (22)  may  still  be  used.  If  the  spring  is  attached  in  any 
other  way  than  to  act  on  the  sliding  sleeve  as  does  the  center  weight,  the 
equation  of  Par.  130  should  be  used. 

It  is  clear  from  (22)  that  if  fc  is  increased  as  the  governor  weights  de- 
Bceud  and  decreased  as  they  rise,  N  will  vary  less.     In  governors  already 
built,  a  little  closer  regulation  may 
be  obtained  by  the  addition  of  some 

compensating  device.     In  Fig.  239, 

I       if  an  extension  be  added  to  the  bell 

'      \     crank  which  operates  the  cam  rods 

*      on  a  Corliss  Engine,  and  a  chain 

1      attached  to  this  and  to  a  fixed  point 

A  as  shown,  the  chain  will  exert  an 

upward  pressure  on  the  weight  when 

the  governor  is  m  the  lower  position 

(shown  dotted).    The  chain  may  lie  on  a  flat  support  instead  of  being 

suspended  from  A,  and  in  this  way  is  more  effective.     The  eflfect  at  the 

center  weight  support  is  inversely  proportional  to  the  length  of  lever  arm, 
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and  this  may  be  subtracted  from  Wc  and  the  values  of  k  found  for  the 
extreme  positions  and  N  found  from  (22). 

ProlVs  governor  is  a  modification  of  the  pendulum  governor  having  the 
weight  on  the  lower  arm,  and  so  arranged  that  its  effect  is  similar  to  the 
chain  of  Fig.  239.  A  diagram  is  shown  in  Fig.  240.  The  effect  of  the 
revolving  weight  may  be  referred  to  the  juncture  of  the  links  and  to  the 
connection  of  the  lower  link  with  the  sleeve,  and  their  moments  taken 
about  X  as  for  the  Porter  governor.  The  effect  of  the  centrifugal  force 
of  the  ball  so  referred  is: 

fiA  35,230  ■ 
Then: 

^^  =  7i7-35;230  (^^ 

The  effective  central  weight  is: 

rA 
Then: 

Mr  =  WoeTo  +  ~^W  (24  V 

And: 

Mr  =  Wi^o 
as  before. 

Speed  variation  is  satisfactory  if: 

N  may  be  determined  by  equating  (23)  and  (24)  and  solving;  or: 


\  WnBnprB  rA 

WcB  and  Woe  replace  Wc  and  Wo  respectively  on  the  force  diagram 
Fig.  238. 

By  assuming  q  =  ha/ Ha,  W  may  be  solved  tentatively  by  (19).  TKe 
value  of  k  may  be  taken  as  for  the  Porter  governor;  the  larger  this  is,  th« 
greater  the  effect  of  offsetting  Wc  in  the  high  position  of  the  governor, 
and  the  more  nearly  constant  the  speed.  This  governor  is  sometina^fi 
called  an  isochronous  governor  in  manufacturers'  catalogues. 

132.  Equations  for  Spring  Governors. — Fig.  241  shows  a  spring  gov- 
ernor which  may  be  used  to  derive  the  equations.  The  weight  of  W  i^ 
for  both;  or  all  of  the  revolving  weights  if  a  single  spring  is  employed, 
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is  usually  the  case  with  governors  of  the  type  shown  in  Fig.  241.  If 
separate  springe  are  used  as  in  some  shaft  governors,  W  may  be  for  one 
weight,  and  F  the  part  of  the  resistance  to  be  handled  by  one  weight. 
If  two  opposed  weights  are  connected  to  a  common  spring,  so  that  the 
deflection  is  double  what  it  would  be  with  a  separate  spring  for  each 
wdght,  the  calculation  for  deflection  and  length  must  be  for  a  spring 

on&4ialf  the  lent$th  of  the  actual  spring; 

the  strength  circulations  are  based  upon 

one  weight. 
From  (13): 

Cb  =  Pa. 

It  is  more  general  to  assume  F  to  act  at 

a  different  lever  arm  from  P;  call  this  an 

Then  from  (15): 

t  Pa  =  Fao. 

rVom  which : 

p    „ 
P  =  -._  (27)  Fia-  241. 

e   aa 

If  l^he  ratio  at/a  is  constant,  as  it  usually  is,  P  should  be  calculated  for 
tKe  least  sprii^  tension  in  order  that  t  may  not  be  less  than  the  assumed 
*alwe;  then: 

P.  =^^. 


"^ben  for  this  position: 


or; 


C,  = 


Ci6,  =  P,ai 


riiVi*    tOifri 


35,230' 

We  may  find  JVi  from  (3)  and  iVj  from  (4),     Then  solving  for  IF  gives: 
„        35,230Pi  a,       35,230  Fa^iOi 
"  "      r.JVi'     "6,  " 
AOfio: 

P   =r^  =  BML'  b. 
*         *at       35,230  'a,  ' 
By  Mmiiming  F/t  constant  in  (27),  adding  subscripts  1  and  2  for 
^XtrHiie  positioiiB,  then  solving  for  F/t  and  equating,  we  have: 

^'-&2-'  (30) 

I*  o*!  was  assumed  in  (27)  when  solving  for  Pi,  Ooi  may  be  found.     This 
'^Utiem  provides  constant  speed  variation  B  for  a  constant  value  of  P, 


■'"■^^.(t)"  w 
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or  a  constant  ratio  F/t.    A  special  case  will  be  treated  under  the 
governor  illustrated  in  Fig.  261,  Par.  135. 

Springs. — Forces  Pi  and  P2  give  the  minimum  and  maximum 
loads  required  for  a  desired  speed  fluctuation.  It  now  remains  tc 
a  spring  which  will  give  these  values  with  a  change  of  deflection  e< 
m.  For  this  purpose  the  diagram  for  helical  springs  in  Fig.  242  is 
The  notation  on  the  sketch  is  clear,  all  dimensions  being  in  inche 
addition  to  this: 


-7 


\\\\  \\  Compression 


j,    ^Lengt-hundttr* 
Lengfh  of  T'\^ _ j^f^^i.'^f fTZj 

"Fret 'Spn'ncfx 


Tension  Spnng 


V\v\\\ 


I --..../"'^^  ^"'^ffSl J 

•^  '^cx.  Loaci  "* 

¥\Q.  242. 


Ea  —  torsional  modulus  of  elasticity  of  spring  wire. 
S  =  maximum  allowable  fiber  stress  in  spring  wire. 
n  =  niunber  of  coils  in  the  spring. 
Pu  =  the  maximum  safe  load  in  poimds. 
The  initial  deflection  i  is  required  to  produce  load  Pi,  and  the 
tional  deflection  m  requires  the  load  Pj.     From  Fig.  242,  by  simil 
angles: 

m  +  i  ^Pj 

i  Pi 

From  which: 

m 


%  = 


Pi 


-  1 


From  a  spring  table,  given  in  engineering  handbooks,  select  a 
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with  a  safe  load  Ps  ?  P21  and  which  will  deflect  the  amount  i  with  the 
load  Pi,  or  t  +  w  with  load  Pi, 

In  the  absence  of  spring  tables  the  following  formulas  may  be  used: 

0.392Sd„r« 


Pm  = 


and: 


t  = 


(32) 


(33) 


An  empirical  formula  for  safe  stress  is: 

Se^  +  30,000  ^3^, 

Not  to  exceed  100,000  J 

Laminated  springs  are  used  in  some  governors,  and  while  they  are 
satisfactory  and  the  theory  is  simple,  it  is  not  quite  so  easy  to  predict 
results  as  when  helical  springs  are  used.  The  formulas  are  based  upon 
the  bending  of  a  triangular  plate  which  has  been  cut  up  into  leaves  as 
shown  in  Kg.  243,  in  which  the  dimensions  are 
in  inches,  and  n  the  niunber  of  plates.  The 
theoretical  formula  for  maximum  safe  load  is: 

p.  -  ^'  (35) 

and  for  deflection : 

6PiZ» 


t  = 


Enbt 


(36) 


Fig.  243. 


where  E  is  the  direct  modulus  of  elasticity.  The 
value  of  E  for  steel  is  29  to  30  million,  but  Good- 
Qian  says  that  26  miUion  should  be  used  in 
calculation;  the  difference  is  probably  from  deflec- 
tion due  to  shear,  and  the  fact  that  the  small 
<^tral  plate  is  left  out.  In  practical  springs  the  ends  of  the  leaves  are 
squared  as  shown  dotted.  There  is  often  more  than  one  full-length  leaf, 
^d  when  the  number  of  such  leaves  is  one-fourth  the  entire  niunber,  5.5 

• 

18  sometimes  used  instead  of  6  in  (36).     Friction  also  alters  the  deflection 
of  laminated  springs;  if  well  oiled  the  discrepancy  is  not  great. 

Sometimes  a  plate  spring  is  used  which  ciu-ves  nearly  aroimd  the  wheel 
^  in  Rg.  244.  The  application  of  force  P  as  shown  by  the  arrow  produces 
^  bending  moment  at  any  point  in  the  spring  equal  to  Px.  If  the  free  end 
of  the  spring  were  guided  in  the  direction  of  appUcation  as  indicated,  the 
bending  moment  at  a  would  be  zero.  It  does  not  deflect  in  this  way  how- 
ever, and  the  elastic  curve  is  very  compUcated.    The  spring  may  be 

25 
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checked  for  strength  by  (35),  using  values  of  x  instead  of  I;  rough  deflec 
tion  calculation  may  be  made,  but  the  design  of  such  springs  must  hi 
largely  empirical. 

Condition  of  Stability, — For  any  position  of  the  governor: 

b    WrN^ 


P  = 


a  35,230 


=  rN^  X  constant 


or: 


N 


"  \r 


X  constant. 


Ro.  244. 


If  P/r  is  constant  the  governor  is  isochronous. 

If  P  varies  in  the  same  direction  as  r  but  at 
greater  rate,  N  varies  in  the  same  direction  as  J 
and  the  governor  is  stable. 

If  P  varies  in  the  same  direction  as  r  but  at 
lesser  rate,  N  varies  in  the  opposite  direction  froi 
P  and  the  governor  is  unstable. 

Some   governors  are  so  constructed  that  tl 
moment  arms  for  centrifugal  and  centripetal  foi-< 
vary  in  different  ways  throughout  the  range 
governor   action,   and   it  is  oft^n  wise  to  plot- 
curve  showing  these  relations. 
133.  Practical  Considerations. — To  obtain  the  best  results  in  practio 
the  speed  fluctuation  of  the  governor  should  be  greater  than  the  spe^ 
fluctuation  of  the  cycle  allowed  by  the  flywheel ;  otherwise  there  will  I 
governor  action  or  hunting  during  every  revolution  of  the  wheel.     Thi 
is  also  true  of  the  fluctuation  of  speed  due  to  change  of  load,  or  26, 

The  speed  fluctuation  should  never  be  less  than  twice  the  speed  varia- 
tion and  should  usually  be  greater.  These  relations  may  be  expressed 
thus: 

V  >  a 
26  >  a  '  (37) 

V  ^  26 

Weight  of  Links. — When  heavy  weights  or  strong  springs  are  employed 
the  weight  of  arms  and  links  may  usually  be  neglected.  It  is  mon 
accurate  to  include  them  and  this  may  be  easily  done.  In  getting  thei: 
centripetal  moment,  their  weight  may  be  assumed  concentrated  at  thei 
center  of  gravity  but  for  their  centrifugal  moment  this  would  not  b 
correct.  For  the  upper  link,  dividing  the  link  into  a  number  of  parts 
the  centrifugal  moment  is: 
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where  w  is  the  weight  of  one  part  (see  Fig.  245).  For  the  lower  link,  the 
effect  must  be  transferred  to  the  upper  link  at  the  juncture  of  the  two; 
then: 

Mc  =  S;^.^6  (39) 


35,230   I 


Gravity  Baiance. — ^As  far  as  possible,  all  parts  of  a  governor  should  be 
in  gravity  balance  for  all  parts  of  the  revolution.  This  applies  especially 
to  governors  with  horizontal  shafts. 

Selection  of  Constants  of  Regulation. — Goodman  says:  '*If  a  governor 
be  required  to  work  over  a  very  wide  range  of  power,  such  as  all  the  load 
suddenly  thrown  off,  a  sensitive,  almost  isochronous 
governor  with  dash-pots  gives  the  best  results;  but 
if  very  i&ne  governing  be  required  over  small  vari- 
ations of  load,  a  slightly  less  sensitive  governor 
without  dash-pots  will  be  the  best."     He  further 
says:  "Nearly   all   governor  failures  are  due  to 
their  lack  of  power."     The  word  power  as  used 
liere  is  a  misnomer,  meaning  the  product  Fm,  the 
work  capacity  with  a  given  speed  variation.     It  is 
therefore  safe  to  assume  F  amply  large;  on  the 
other  hand,  if  the  actual  value  falls  too  far  short 
of  the  assumed  value,  6  is  reduced,  and  the  rela- 
tions given  by  (37)  may  not  obtain. 

Machine  Design. — Failure  of  a  governor  due  to  broken  parts  or 
loosened  bolts  is  exceedingly  serious,  and  great  care  should  be  exercised 
in  design  and  construction.  Friction  of  joints  and  bearings  should  be 
eliminated  as  much  as  possible  and  ample  lubrication  provided  for.  All 
governors  should  be  thoroughly  tested  and  adjusted  before  leaving  the 
factory. 

ILLUSTRATIONS  FROM  PRACTICE 

134.  Weight-loaded  Conical  Governors. — A  good  example  of  the 
loaded  governor  of  the  Porter  type  is  given  in  Fig.  246,  which  is  used  on 
the  Bass  Corliss  engine  built  by  the  Bass  Foundry  and  Machine  Co., 
Port  Wayne,  Ind.  In  this  governor,  part  of  the  center  weight  is  hollow 
to  receive  shot  for  adjusting  the  weight.  A  sliding  weight  is  also  placed 
on  the  bell  crank  to  allow  for  further  adjustment.  A  dashpot  is  furnished 
to  prevent  wide  fluctuation  when  the  load  is  changed. 

A  safety  pawl  is  provided  which  prevents  the  governor  falling  to  its 
lowest  position  when  starting  the  engine.  It  is  so  constructed  that  when 
the  engine  gains  sufficient  speed  to  lift  the  sleeve,  the  pawl  falls  by  grav- 
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ity;  theo  should  the  governor  belt  break  or  slip,  the  governor  upon  comii^ 
to  rest  may  sink  to  its  lowest  position,  in  which  it  raigages  the  safety 
cams  and  prevents  the  engine  from  taking  steam.  The  so-called  safety 
collar  which  must  be  turned  to  the  safety  position  by  hand  after  the 
engine  has  started,  is  more  convenient  when  starting  the  engine,  but  is 
only  a  partial  safety  device ;  neglect  to  set  tiie  coUar  may  result  in  disaster. 


Fio.  240. — Batt-Corlin  Bovenior. 

The  Bass  engine  is  sometimes  Stted  with  an  idler  pulley  running  on 
the  governor  belt.  This  connects  with  the  pawl,  and  in  case  of  belt 
accident,  falls,  puEing  the  pawl  out  of  position.  This  has  the  advantage 
of  easy  starting  and  stopping.  This  device  is  shown  on  a  governor  about 
to  be  described. 

A  governor  of  the  Proll  type,  built  by  the  Nordberg  Manufacturing 
Co.  for  use  on  their  Corliss  ei^nea  is  shown  in  section  in  Fig.  247-A.,  and 
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a  side  elevation  in  Fig.  247-£.  F^.  247-J9  is  arranged  for  a  simple  engine 
of  moderate  size  having  the  Nordberg  long-range  cutoff  gear.  It  ia 
provided  with  a  dashpot  and  has  an  idler  pulley  which  operates  the  safety 
device.  In  a  portion  of  the  connection  between  the  governor  crosshead 
and  the  double  bell  crank,  a  spring  may  be  seen  holding  two  parts  to- 
gether. Between  these  two  parts  is  a  separating  strut  with  a  projecting 
lever  containing  a  pin  which  slides  in  a  slot  of  the  rod  which  is  fastened 


Flo.  247. — Nordberg  governor. 


to  the  idler  arm.  Should  the  belt  fail  or  run  off,  the  idler  would  drop; 
the  end  of  the  slot  would  strike  the  pin,  remove  the  strut  and  allow  the 
spring  to  raise  the  bell-crank  lever,  which  for  this  type  of  gear  prevents 
steam  admission,  and  the  engine  would  stop. 

A  Nordberg  governor  of  the  Porter  type  is  shown  in  Fig.  248.  This  is 
employed  when  the  engine  is  used  to  drive  an  alternator  in  parallel.  It 
is  also  demgned  for  the  long-range  gear,  but  the  details  of  design  are 
A  small  motor,  shown  at  the  right,  is  provided;  this  is  operated 
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from  the  switch  board,  and  by  driving  a  lead  Bcrew,  shifts  a  ct 
weight,  varying  the  speed  and  bringing  the  ei^nc  into  syttchroms 
spring  is  interposed  between  the  gear-operating  lever  and  the  de 
and  the  safety  latch  releases  a  weight  if  the  belt  breaks,  which  for 
levers  in  the  safety  position. 


136.  Spring-loaded  Flyball  Governors.— Fig.  249  shows  the 
spring  governor  used  on  the  smaller  sizes  of  "E^Mnomy"  turbint 
by  the  Kerr  Turbine  Co.,  Wellsville,  N.  Y.  It  is  located  on  the 
the  turbine  shaft,  its  connection  with  the  governor  throttle  valvi 
shown  in  Fig.  250.    The  governor  weights  408  are  of  semi-annulai 
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section,  fitted  with  hardened  tool-steel  knife  edges  402  which  are  securely 
fitted  into  the  governor  cup  400.  The  governor  weights  have  rolling 
contacts  shown  by  the  dotted  lines,  and  act  against  the  governor  collar 
404,  transmitting  their  motion  to  it.  The  governor  collar  in  turn  trans- 
mits its  motion  to  the  governor  spindle  411  through  the  spindle  pin  406. 
The  spindle  has  a  sliding  clearance  in  the  reamed  hole  provided  for  it  in 
the  end  of  the  turbine  shaft.  A  governor  spring  410  adjusted  by  nut 
415  works  against  the  governor  weights  through  the  spring  sleeve  409 
and  the  governor  collar.  A  stop  nut  412  screwed  up  to  such  a  position 
that  the  governor  spring  sleeve  comes  out  against  it  at  its  extreme  outer 
travel,  prevents  the  weights  from  throwing  out  of  their  .seats.  The 
guard  401  is  fastened  to  the  governor  cup,  serving  to  protect  the  weights 
and  supplementing  the  stop  nut  in  preventing  over-travel  of  the  governor 
weights.  Any  movement  of  the  governor  is  transmitted  to  the  governor 
valve  through  the  pivot  block  424  and  the  governor  lever  425.  The 
thrust  comes  on  a  race  of  ball  bearings  428.     Lock  nut  427  holds  the  ball 

race  in  place.  Lubrication  is  supplied 
^  3  ^^ — .^  I  by  an  oil  cup  426..  Small  cord  pack- 
^  ^^  ^1    ing  keeps  the  oil  from  running  out 

^1       Tjk    along  the  spindle.     This  packing  is 
^  ^  ^^J_>i^  ^    kept  in  place  by  gland  430  and  nut 

In  some  governors  of  the  Jahns 
type,  the  movement  of  the  sliding 
sleeve  is  effected  by  bell  cranks  en- 
gaging with  the  sleeves  through  roller- 
bearing  connections,  with  races  set  at 
such  angles  that  the  movement  of  the 
weights  due  to  centrifugal  force  is 
transmitted  in  such  a  manner  that 
the  force  F  exerted  by  the  sleeve  is 
practically  constant  for  each  position 
of  its  travel.  This  was  mentioned  in 
Par.  130,  and  may  be  iUustrated  by- 
Fig.  251  which  is  somewhat  exaggerated  for  the  purpose.  Using  the 
same  notation  as  in  Par.  132,  remembering  that  lever  arm  a  is  coincident 
with  6,  and  taking  d  as  the  apparent  arm  for  F,  it  is  clear  that : 


"^oF 


^ 


^ ' 


V^" 


Fio.  251. 


But  due  to  the  slanting  roUer  race,  arm  ao  is  shorter  for  all  positions 
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by  the  constant  amount  c.    It  ia  then  clear  that  the  ratio  of  arm  Oo  to 
arm  a  is  greater  in  position  2  than  in  position  1 ;  or: 
1  —  c      d\  —  c 


Fia.  252. — ^Kpit  turbino  governor. 

To  have  e  and  F  constant,  or  c  vary  as  F,  the  following  relation  should 
hold: 

ai(rfi  -  c)  _  P. 

«i(d.  -  c)      Pr 
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or: 


Qo2 


Piai 


(40) 


which  is  the  same  as  (30). 

This  governor  is  used  to  quite  an  extent  on  steam  turbines  and  inter- 
nal-combustion engines. 

Fig.  252  shows  the  governor  used  on  the  larger  turbines  built  by  the 
Kerr  Turbine  Co.,  and  is  used  in  connection  with  an  oil  relay  system  of 
governing.  It  is  driven  from  the  turbine  shaft  by  spiral  gears.  Below 
the  speed  governor  the  safety  governor  A  is  located;  this  will  be  de- 


Fio.  253. — Mcintosh  &  Seymour  governor. 

scribed  later.     At  the  lower  end  of  the  governor  is  a  gear  pump  which 
supplies  the  oil  relay  cylinder  and  the  lubricating  system.     The  supply 
line  is  connected  to  the  pump  discharge  line  ahead  of  a  30-lb.  relief  valve. 
The  oil  supplied  to  the  bearings  is  taken  from  between  the  discharge 
from  the  30-lb.  relief  valve  and  a  3-lb.  relief  valve.     This  provides  30  lb. 
pressure  for  the  relay  cylinder  and  3  lb.  for  the  lubricating  system. 
Except  in  detail  of  design  this  governor  is  practically  the  same  as  the 
Kerr  governor  described  at  length  earlier  in  this  paragraph.     The  pivot 
block  B  which  operates  the  governor  lever  is  at  the  top  of  the  spindle. 
The  governor  yoke  C  fitted  with  hardened  tool-steel  knife-edge  blocks 
carries  on  it  two  governor  weight-arms  D.     These  compress  the  spring 
by  means  of  two  pivot  struts. 
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136,  Centrifugal  Shaft  Goveraor.— Fig.  253  shows  the 
built  by  the  Mcintosh  and  Seymour  Corporation,  Auburn,  N. 
on  their  steam  engines.  It  is  of  the 
centrifugal  type.  To  quote  from  Bulletin 
No.  52  of  their  Type  F  engines:  "The 
governor  is  so  designed  that  the  com- 
bined inertia  effect  of  the  different  parts 
due  to  change  of  speed,  while  it  acts  in 
the  proper  direction  to  assist  the  governor, 
13  very  slight,   as  a  considerabie  inertia 

effect  has  proved  to  result  in  instability 

and   unsatisfactorj'  governing."     It   will 

be  noticed   that   this  is  contrary  to  the 

views  of  other  builders  who  use  inertia 

governors. 

The  governing  eccentric  is  placed  upon 

a  fixed  eccentric  in  such  a  way  that  the 

radius  of  the  eccentric  path  and  the 
aagular  petition  of  the  eccentric  relative 
to  the  crank  are  both  changed  as  the 
governor  weight  changes  position.  A  leaf 
spring  is  used  to  balance  the  centrifugal 
force  of  the  weight  at  the  desired  speed. 

137.  Inertia,     or     Centrifugal-inertia 
Governors.- — Fig.  254  shows  the  centrifu- 
gal-inertia governor  of  the  Lentz  engine 
built  by  the  Erie  City  Iron  Works,  Erie, 
Pa.     The   hub    D   is   keyed    to    the   lay 
sliaft  which  is  geared  to  the  engine  shaft. 
The  centrifugal  weights  A  are  pivoted  to 
tins   hub.     They  are   also  connected  by 
links   E    to  the  inertia  weight  B.    The 
spring  C  connects  the  inertia  weight  with 
at   arm    on    hub    D.     The   governor   as 
flhown  in  Fig.  254  turns  counterclockwise. 
Should  the  load  decrease  and  the  engine 
speed  up,  the  hub  D  tends  to  accelerate 
in   a   counterclockwise    direction.     Cen- 
trifugftl  force  tends  to  throw  the  weights 
"W;  the   inertia  weight   lags  and  has  the  same  action 
leverg. 
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A  hand  wheel  on  the  end  of  the  shaft  moves  the  rod  G,  on  the  end  of 
which  is  a  taper.  This  raises  or  lowers  the  rod  F  which  presses  upon  the 
spring  near  its  support  and  changes  the  tension.  Thus  the  speed  of  the 
engine  may  be  changed  while  it  is  running.  This  may  be  operated  by  a 
small  motor  from  the  switchboard  when  the  engine  is  drivii^  an  alternator 
in  parallel. 


Fio.  255. — Kerr  turbine  relay  governor. 

138.  Relay  Govemors. — The  Kerr  Turbine  Co.  relay  governor  ^ 
shown  in  Fig.  255.  The  pilot  valve  is  shown  at  591.  Oil  iinder  pressur-* 
enters  at  the  center  of  the  valve  chamber  and  is  admitted  to  one  end  o:^ 
the  other  of  oil  cylinder  539.  The  exhaust  from  the  oil  cylinder  passes  ou"* 
near  the  ends  of  the  valve  chamber  into  the  space  surrounding  the  driv-^ 
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ag  gears.  The  governor  is  shown  in  its  extreme  highest  position  with  the 
;ovemor  valve  556  closed.  This  valve  is  a  double-seated  balanced 
'^alve  and  opens  downward.  Upon  starting  it  is  in  its  extreme  lowest 
>osition. 

The  following  description  is  taken  from  Bulletin  26  of  the  Kerr 
rurbine  Co. : 

"As  the  turbine  is  started  up  the  weights  are  held  in  position  by  the 
governor  spring  until  centrifugal  force  begins  to  compress  the  spring.  As  the 
speed  increases  the  weights  swing  outward  in  a  larger  and  larger  circle  trans- 
mitting their  motion  to  the  governor  lever  and  giving  it  an  upward  motion. 
Fhis  causes  an  upward  motion  of  the  relay  pilot  valve  591  and  uncovers  the 
ports  so  as  to  release  the  pressure  on  the  upper  side  of  the  oil  relay  piston  540 
md  admit  pressure  on  the  bottom  side.  This  causes  an  upward  travel  of  the 
listen  and  decreases  the  steam  valve  opening.  At  the  same  time  the  motion 
f  the  valve  is  communicated  to  the  governor  lever  560  through  the  starting 
5ver  548,  which  is  pivoted  at  549  and  the  starting  lever  link  rod  541.  This 
ownward  travel  of  the  lever  at  its  outer  end  brings  the  oil  relay  pilot  valve 
^ck  toward  its  original  position,  gradually  decreasing  the  flow  of  oil,  and 
siaUy  a  position  is  reached  where  the  steam  valve  opening  admits  the  proper 
■rnount  of  steam  for  the  load  to  be  handled.  The  pilot  valve  will  then  be  in 
central  position  and  the  pressure  on  the  top  and  bottom  of  the  relay  piston 
'nil  be  equal.  When  the  speed  decreases,  the  governor  weights  travel  in 
Inward  the  governor  shaft,  causing  a  downward  motion  of  the  governor  lever 
■nd  pilot  valve  which  opens  up  the  chamber  below  the  piston  to  exhaust  and 
bie  chamber  above  the  piston  to  admission.  This  causing  downward  travel 
W.  the  steam  valve,  admitting  more  steam,  at  the  same  time  causing  an  upward 
iMovement  of  the  governor  lever,  which  brings  the  pilot  valve  back  toward  its 
^ginal  position  imtil  the  speed  and  load  become  settled  again.  The  pilot 
mlve  will  now  be  in  a  central  position  and  the  pressure  on  the  top  and  bottom 
M  the  relay  piston  will  be  equal. 

"To   receive  cloi^  regulation  the  starting  lever  link  rod  541  is  moved 
oward  the  fulcrum  549  of  the  starting  lever;  and  for  wide  speed  regulation  and 
?reat  stability  it  is  pivoted  toward  the  outer  end  of  the  starting  lever.    The  relay 
Mlot  valve  will  always  run  with  the  ports  all  closed  as  soon  as  the  load  is  settled; 
n  other  words,  the  relay  pilot  valve  is  the  fulcrum  of  the  governor  mechanism. 
^.  speed  variation  of  from  2  to  5  per  cent,  can  be  secured  while  the  turbine  is 
running  by  shortening  or  lengthening  the  starting  lever  link  rod  541,  which  has 
vight-  and  left-hand  threads  on  the  ends.    This  speed  variation  can  also  be  ob- 
tained on  all  turbines  driving  alternators  by  means  of  the  synchronizer.    This 
^ngists  of  a  ssmchronizer  spring  case  1582  to  which  is  attached  the  upper  and 
lower  covers.    The  upper  one  has  a  clearance  hole  through  which  the  stem, 
^h  has  a  collar  attached,  can  move.    The  upper  end  is  connected  to  a  continu- 
aUoQ  of  the  governor  lever.    By  means  of  the  adjusting  wheel  the  spring  may  be 
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Tio.  2o0  — Kerr  tutbiDB  muted  preuura  valve 


nSOOLATIOht  DURING  CBANOS  OF  LOAD 

given  any  degree  of  compression  desired,  and  locked  there  by  means  of  the  locking 
wheel.  The  greater  the  compression  of  the  spring,  the  greater  the  speed  of  the 
twrbiiie,  A  speed  of  about  5  per  cent,  above  that  given  by  the  regular  governor 
can  be  obtained." 

The  steam  valve  shown  in  Fig.  2551s  the  regular  high-pressure  valve. 
A  mixed-pressure  valve  is  shown  in  Fig.  256.  The  starting  lever  fulcrum 
is  shown  at  H.  The  top  valve  is  th(.'  low-pressure  valve  admitting  steam 
to  the  low-pressure  element  on  the  turbine  shaft.  The  l>ott.om  valve 
admits  steam  to  the  high-pressure  element.     When  there  iiJ  sufficient 


Bofpty  governor. 

low-pressure  steam  to  carry  the  load,  the  operation  is  exactly  as  described 
for  the  regular  high-pressure  turbine;  the  valve  siera  then  slides  through 
the  high-pressure  valve  without  engaging  with  it.     Should  the  low-pres- 
sure steam  not  be  ample  for  the  load,  the  sUght  decrease  in  speed  causes 
the  governor  weights  to  take  a  new  position  toward  the  center,  lowering 
the  pilot  valve  and  admitting  pressure  to  the  top  side  of  the  oil  piston. 
The  nut  B  then  engages  with  the  high-pressure  valve,  forcing  it  open 
against  the  spring,  which  forces  the  valve  again  to  its  seat  when  the  stem 
ascends.     The  turl>inc  now  operates  as  a  mixed -pressure  turbine,  or  if 
there  is  no  low-pressure  steam,  as  a  higli-pressure  tiu-bine.     A  check 
vdve  in  the  low-pressure  steam  line  prevents  an  outflow  of  steam  from 
the  turbine,  should  the  pi-essiire  exceed  that  in  the  low-pressure  main. 
A  small  piston  on  the  lower  end  of  the  valve  stem  is  connected  with  the 
high-pressure  steam  line  for  the  purpose  of  balancing  the  valves,  oil  piston 
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139.  Safety,  or  Over-speed  Govemors. — Fig.  257  shows  the  safety 
governor  of  the  Allis-Chalmers  Co..  It  is  located  in  the  end  of  the  tur- 
bine shaft  and  does  not  depend  upon  gears.  It  is  a  simple  spriog  gover- 
nor, which,  when  some  predetermined  speed  is  reached,  compresses  the 
spring,  forces  out  the  spindle  and  releases  the  trigger  A.  This  releases 
the  rod  B,  to  the  end  of  which  a  heavy  weight  is  hung.  This  weight  in 
turn  is  attached  to  a  lever  which,  when  the  weight  drops,  closes  the 
main  throttle  valve  and  stops  the  turbine. 


Fw.  258. — Bruce- Macbeth  mixiog  valve. 

140.  Gas  engine  governors  are  usually  of  the  spring-loaded  type,  f  ^ 
some  cases  they  coordinate  with  the  valve  gear,  and  such  arrangemeo*^ 
will  be  treated  in  Chap.  XX.  More  commonly  they  operate  the  thrott  ^f 
valve,  which  is  usually  a  small  butterfly  valve  in  constant-volume  c^^ 
engines.  In  gas  engines  the  throttle  valve  is  known  as  a  govem^^'' 
valve  or  mixing  valve.  Such  a  valve,  used  on  the  Bruce-Maobetii  e 
for  natural  and  illuminating  gas  is  shown  in  Fig.  258. 


CHAPTER  XX 
VALVES  AND  VALVE  GEARS 

141.  Introductioii. — The  design  of  valve  gears  is  essentially  a  drawing 
board  proposition.  The  division  of  mechanics  most  used  is  kinematics, 
It  is  true  that  gear  parts  must  have  sufficient  strength  and  wearing  surf  ace, 
and  the  analysis  to  determine  forces  acting  is  not  usually  very  difficult; 
but  the  force  required  to  move  the  valve  is  uncertain  in  many  cases  and 
assumptions  must  be  made  which  makes  the  method  largely  a  rule  of 
thumb. 

Corliss  valves  in  large  engines,  though  imbalanced,  are  easily  moved 
t)y  hand  so  long  as  they  are  kept  in  motion,  showing  that  the  film  of 
steam  between  valve  and  seat  partly  balances  them.  By  assuming  poor 
lubrication,  and  taking  the  force  required  to  move  the  valve  after  it  has 
stood  a  while  imder  pressure,  forces  acting  on  all  parts  of  the  gear  are 
easily  found. 

There  is  no  force  theoretically  required  to  move  balanced  valves  if 
friction  is  neglected;  they  may  be  computed  the  same  as  unbalanced 
calves,  but  as  one  of  the  advantages  of  balanced  valves  is  the  reduction 
in  weight  of  the  gear,  a  certain  proportion — such  as  one-half — of  the 
i'orce  may  be  used. 

The  details  illustrated  later  in  this  chapter  will  be  given  as  a  guide, 
but  the  computations  will  be  omitted  in  most  cases.  The  dimensions  are 
usually  the  result  of  experience,  and  the  stresses  and  bearing  pressures 
may  be  found  when  the  gear  layout  is  complete. 

The  problem  of  treating  the  subject  of  valve  gears  in  a  single  chapter 
is  difficult  and  may  only  be  done  with  any  degree  of  satisfaction  by  dis- 
cussing with  reasonable  thoroughness  a  few  of  the  gears  in  commoQ  use 
which  involve  the  principles  common  to  other  gears,  illustrations  of  the 
latter  being  given  with  little  or  no  discussion. 

A  number  of  geais  are  in  use  today  on  engines  built  some  years  ago, 
but  these  gears  are  not  manufactured  today;  such  gears  are  then  practic- 
ally obsolete  from  the  standpoint  of  the  designer,  and  little  or  no  attention 
will  be  given  to  them.  It  may  be  thought  by  some  that  the  Corliss 
sear  is  entering  this  class,  but  as  this  was  practically  the  first  to  give  a 
shortened  valve  travel  with  quick  opening  and  is  still  used  in  both  the 
«•  401 
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older  and  modified  forms,  with  and  without  the  releasing  mechanism, 
it  is  treated  in  a  fairly  thorough  manner. 

No  special  valve  diagram  is  championed;  those  selected  will  enabk 
nearly  eveiy  gear  problem  to  be  handled.  The  Zeuner  diagram,  while 
elegant,  may  be  used  for  no  problem  which  may  not  be  better  solved  by 
one  of  the  other  diagrams  given;  neither  does  it  clarify  the  principle  of 
valve  action  better;  therefore  it  is  omitted. 

For  a  larger  collection  of  gear  designs  and  a  more  thorough  treatment 
of  some  phases  of  the  subject  the  reader  is  referred  to  the  excellent  boob 
mentioned  at  the  end  of  this  chapter. 

Notation. 
a  =  port  area. 

S  =  piston  speed.     Also  stress,  and  on  valve  diagrams,  steam  lap. 
A  =  piston  area. 
V  =  steam  or  gas  velocity. 
D  =  cylinder  diameter. 
w  =  width  of  port. 

I  =  length  of  port  =  kD,    Also  lead  on  valve  diagrams. 
d  =  poppet  valve  diameter. 
h  =  poppet  valve  lift. 

r  =  TV/TV 

q  =  d/D. 

m  =  h/d. 
S,  P,  Ey  r,  jB,  W  and  I  are  dimensions  on  diagrams. 
A,  Qy  D,  L,  C,  R  and  M  are  angles  on  diagrams. 

142.  Port  Area. — About  the  first  requirement  in  valve  gear  design  is 
the  port  area.  This  is  determined  by  assuming. the  port  wide  open 
throughout  the  stroke,  and  that  the  steam  or  gas  is  of  constant  specific  - 
volume,  although  this  is  really  far  from  true,  especially  during  the  ejchaust 
stn>ke.  But  with  this  assumption  the  areas  of  port  and  cylinder  bore 
are  inversely  proportional  to  mean  velocities  of  steam  or  gas  and  piston; 
or: 

aV  =  AS  (1) 

in  which  a  and  A  are  area^?  in  sq.  in.  of  port  and  cylinder  bore  respectively, 
iS  is  the  mean  piston  s|>tvd  in  ft.  jht  min.  and  V  the  nominal  mean  gas 
or  steam  voUH*ity  in  ft.  ix^r  min.     Then: 

O     =       y  (2) 

The  length  of  the  ix>rt  in  steam  engines  (which  will  be  t^ken  as  its 
greater  dimension)  varies  from  about  0.8  the  cylinder  diameter  in  small, 
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slow-speed  steam  engines  to  somewhat  greater  than  the  cylinder  diameter 
for  locomotives  with  flat  valv&s.  Corliss  engines  usually  have  port-s 
equal  in  length  to  the  cyhiidcr  diameter.  For  piston  valves  the  length 
is  much  great*!-,  while  in  poppet  valves  the  area  is  equal  to  the  product  of 
lift  and  effective  circumference. 

As  a  general  guide,  it  is  considered  desirable  to  have  the  port  opening 
at  any  part  of  the  piston  stroke  proportional  to  the  piston  velocity  at 
that  point,  the  maximum  port,  opening  corresponding  to  the  maximum 
piston  speed;  it  is  obvious,  however,  that  this  could  be  possible  only 
with  engines  in  which  the  valve  is  open  during  the  entire  stroke  unless 
opening  and  closing  is  instantaneous,  but  it  gives  a  basis  of  comparison 
which  will  be  used  in  the  following  paragraphs. 

AUowabte  Fluid  Velocity  V'.— For  steam,  the  following  formulas  may  be 
used  as  a  guide.     These  are; 

Steam  port,       V  =  7000  {/S  •  (3) 


Exhaust  port,    V  =  5000  ylr^ 


(4) 


»By  varying  the  numerical  coefficient  these  formulas  may  be  used 
for  the  ports  of  internal-combustion  engines.     Values  for  these  engines 
will  presently  be  given  in  connection  with  poppet  valves. 
If  double  ports  are  used  each  opening  may  be  taken  one-half  ofthe 
^■alue  found  by  (2). 

By  the  term  port  opening,  the  amount  that  the  valve  uncovers  the 
port  is  meant.  In  single-valve  engines  where  the  same  ports  are  used 
'^or  inlet  and  exhaust,  the  port  is  made  large  enough  to  accommodate 
'he  exhaust  steam;  then  the  inlet  edge  of  the  valve  does  not  usually 
Uncover  the  entire  port.  Also,  due  to  certain  characteristics  of  the 
Valve  motion  the  exhaust  edge  of  the  valve  usually  has  considerable 
oi-er-triu'el.  The  terms  sUam  and  ezkauet  are  used  in  common  parlance 
for  the  incoming  and  exhaust  steam  respectively. 

Slide  valves  may  be  used  to  include  all  those  having  sliding  surfaces. 
The  relative  proportions  of  such  valves  and  their  seats  are  determined  by 
practice  with  the  various  kinds.  As  an  example  of  design,  double-ported 
t'.orlts8  valves  will  be  taken.  Fig.  259  shows  sections  of  steam  and 
exhaust  valves  at  one  end  of  the  cylinder.  By  experience  with  the  layout 
of  Corliss  valve  diagi-ams  the  following  proportions  were  found  tfl  give 
good  results: 

w  =  f  (5)         6  =  0.5d   (6)         If,  =  0.233d   (7)         6,  =  O.Qd   (8) 
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Certain  other  dimensions  are  given  which  may  be  used  in  cyUnder  design. 
The  values  of  b  and  bi  were  made  ample  to  provide  sufficient  seal  when  the 
valves  are  closed;  this  may  often  be  made  less  if  desired  and  may  be 
determined  or  checked  by  means  of  the  valve  diagram  given  later. 

As  separate  valves  are  used,  the  ports  may  be  entirely  uncovered,  and 
there  is  no  necessity  of  excessive  over-travel  of  the  exhaust  vatve.     Some 


Fla.  259.— Corliss  double-ported  valvt 


over-travel  is  advantageous  as  it  gives  a  quicker  opening  and  allows  for 
adjustment.  The  valves  in  Fig.  259  are  shown  wide  open  (the  steam 
valve  moves  in  a  counterclockwise  direction  in  opening,  and  the  exhaust 
valve  clockwise),  with  some  over-travel,  also  some  clearance  at  the  heel 
of  the  valve  to  insure  against  partly  closing  the  second  port  in  case  of 
adjustment;  this  docs  not  give  an  ideal  steam  passage,  but  is  apt  to  give 
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better  practical  results  than  too  little  allowance.  The  operation  of  this 
valve  will  be  better  understood  from  a  study  of  the  gear,  the  layout  of 
which  is  also  determined  experimentally  and  in  connection  with  valve 
and  port  design;  there  is  no  distinctly  logical  order  in  proceeding. 

The  length  of  the  port  is  usually  equal  to  the  cylinder  diameter  in 
Corliss  engines,  but  a  fraction  of  this  length  is  taken  up  by  ribs  which 
connect  the  bridge  with  the  two  parts  of  the  cylinder  for  strength  and 
stiffness  and  to  insure  against  distortion  due  to  heat.  The  length  may 
then  be  taken: 

I  =  kD 

where  k  may  be  from  0.85  to  0.9;  or  it  may  be  any  desired  fraction  for 
special  designs.    Then  the  area  of  the  steam  port  in  Fig.  259  is: 

a  =  2wl  =  2kwD 
The  piston  area  is: 

Substituting  these  values  in  (2)  gives : 

W      =     ^y  (10) 

Then  from  (5) : 

d  =  6«,  =  ^  (11) 

If  in  (11),  y  is  taken  as  the  inlet  velocity,  the  correct  velocity  will 
be  obtained  through  the  exhaust  port,  as  wi  from  (7)  is  proportioned  so 
that: 

Vw  =  ViWi 

Having  determined  d,  other  dimensions  may  be  found  by  Formulas 

(6)  to  (9).    As  F  is  greater  for  larger  cylinders,  the  valve  diameters  are 

i^latively  smaller.    In  some  large  low-pressure  cylinders  the  diameter  of 

the  steam  valves  is  less  than  of  the  exhaust  valves,  the  relative  proportions 

being  the  same. 

Other  types  of  valves  may  be  treated  in  the  same  general  way. 

Single-parted  poppet  valves  arc  used  almost  entirely  for  internal-com- 
bustion engines.  Some  have  flat  seats  as  in  Fig.  260-^1,  but  usually  the 
a^at  is  conical  with  an  angle  of  45  degrees  as  in  Fig.  260-jS. 

Tlie  area  of  opening  of  the  flat-seated  valve  is: 

ar  =  Tdh  (12) 


k 
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The  area  through  a  conical  seat  is: 


\/2  ^    2\/2 

The  subscripts  F  and  C  denote  flat  and  conical  seats  respectively. 
Let:   • 


(13) 


1.414 


1  +  0.5  ^ 
a 


(14) 


I  I  I 


I 
I 

A 


FiQ.  280. — Single-ported  poppet  valves. 

In  Table  63  are  values  of  r  for  the  complete  range  of  h/d  found  in  practice. 

Table  63 


h/d O.MO 

r 1.386 


O.OGO 
1.373 


0.080 
1.360 


O.IOO 
1.345 


0.120 
1.333 


0.1401 
1.321 


o.im 

1.310 


0.180 
1.297 


0.200 
1.285 


0.220 
1.273 


0.240 
1.262 


0.260 
1.257 


When  h/d  =  0.12,  near  the  center  of  the  range,  r  =  %,     For  this 
value  (14)  gives: 

(15) 


ap      3  3    ,, 

ac  =  —  =  J-  dp  =  2l 


It  may  be  assumed  that  this  gives  the  area  of  opening  for  all  poppet 
valves.  It  is  on  the  side  of  safety  for  all  values  of  h/d  greater  than  0.12, 
and  these  values  are  most  common  in  modern  engines.  The  error  is 
slight  for  smaller  values.  The  theoretical  opening  is  greater  in  flat- 
seated  valves,  but  on  account  of  the  obstruction  to  flow  offered  by  sharp 
corners,  it  is  doubtful  if  the  capacity  is  greater  than  for  conical  valves 
having  the  same  lift.  The  conical  seat  is  usually  much  narrower  than 
shown  in  Fig.  260,  the  opening  approaching  that  of  the  flat  seat  for  high 
lifts.  The  lift  of  a  flat-seated  valve  to  give  full  opening  of  the  port  is 
}^i  the  diameter  of  the  port,  neglecting  the  stem.  For  a  conical  seat 
it  is  higher,  but  d/4  is  the  maximum  value  of  h  given  in  treatises  on  inter- 
nal-combustion engines,  and  this  is  seldom  used. 

Dropping  the  subscript  in  (15)  and  substituting  in  (2)  gives: 
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Dividing  through  by  d'  gives: 


Z)\* 


'"s-Mf)' 


Let  h/d  =  m  and  d/D  =  g;  then: 

V 

S 


3mq 


2 


(16) 


From  (16)  Table  64  has  been  calculated.  This  table  will  be  found  useful 
in  preliminary  calculations,  and  for  any  assumed  or  measured  values  of 
m  and  q  the  value  of  V/S  is  seen.  This  factor  multiplied  by  S  jpves  the 
nominal  gas  velocity. 

Table  64 


Values  of  V/S  for  m 

- 

Q 

0.06 

0.08 

0.10 

0.12 

0.14 

0.16 

0.18 

0.20 

0.22 

0.25 

0.25 

89.00 

66.60 

48.00 

44.50 

38.00 

33.30 

29.40 

26.70 

24.30 

21.40 

0.30 

61.80 

46.30 

37.00 

30.90 

26.50 

23.10 

20.60 

18.50 

16.80 

14.80 

0.35 

45.40 

84.00 

24.50 

22.70 

19.40 

17.00 

15.10 

13.70 

12.40 

10.90 

0.40 

84.70 

26.00 

18.80 

17.40 

14.90 

13.00 

11.60 

10.40 

9.44 

8.34 

0.45 

27.40 

20.60 

14.80 

13.70 

11.80 

10.30 

9.14 

8.23 

7.49 

6.59 

0.50 

22.20 

16.70 

12.00 

11.10 

9.50 

8.34 

7.40 

6.66 

6.06 

5.34 

0.55 

18.40 

13.80 

11.00 

9.18 

7.85 

6.89 

6.12 

5.50 

5.01 

4.40 

0.60 

15.50 

11.60 

9.26 

7.71 

6.60 

5.78 

5.14 

4.63 

4.20 

3.70 

0.65 

13.20 

9.88 

7.90 

6.57 

5.63 

4.93 

4.38 

3.94 

3.59 

3.16 

0  70 

11.40 

8.52 

6.80 

5.66 

4.85 

4.25 

3.78 

3.40 

3.09 

2.72 

0.75 

9.88 

7.42 

5.92 

4.94 

4.22 

3.70 

3.29 

2.96 

2.69 

2., 37 

0.80 

8.70 

6.52 

5.21 

4.34 

3.73 

3.25 

2.89 

2.60 

2.37 

2.09 

0.85 

7.70 

5.78 

4.61 

3.84 

3.29 

2.88 

2.56 

2.30 

2.01 

0.90 

6.86 

5.15 

4.12 

3.43 

2.94 

2.57 

2.29 

2.05 

0.95 

6.15 

4.62 

3.69 

3.08 

2.64 

2.31 

2.05 

1.00 

5.55 

4.17 

3.33 

2.78 

2.38 

2.08 

Various  values  of  V  are  given  by  different  authorities.  Giildner 
recommends  4600  ft.  per  min.,  with  6000  as  a  maximum  under  favorable 
conditions;  but  these  values  do  not  seem  feasible  for  modern  high-speed 
engines.  It  is  true  that  the  lower  the  value  of  V/S  can  be  kept  the  greater 
will  be  the  capacity  of  the  engine,  therefore  as  large  values  of  m  and  q 
should  be  selected  as  is  practicable.  A  few  data  of  representative  engines 
are  given  in  Table  65. 

The  dimensions  of  the  airplane  engine  were  scaled  from  a  drawing  and 
n^y  not  be  strictly  correct.  If  the  piston  speed  were  2000  ft.  per  min., 
y  would  be  12,900.  The  low  value  of  V/S  in  airplane  engines  is  no 
doubt  an  important  factor  in  enabling  them  to  obtain  as  high  an  m.e.p. 
as  130  lb. 
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Table  65 


Engine 


Valves 

I 

I  I 


m 


4-cylinder  truck 

4-cylinder  truck 

4-cylinder  auto 

4-cylinder  auto 

6-cylinder  auto 

5-cylindcr  auto 

6-cylinder  auto :    exh. 

8-cylinder  airplane i    both 


inlet 

0.156 

0.448 

10.60 

exh. 

0.171 

0.448' 

9.70 

inlet 

0.170 

0.440 

10.10 

exh. 

0.208 

0.440 

8.25 

both 

0.200 

0.433 

8.95 

inlet 

0.182 

0.440 

9.42 

exh. 

0.222 

0.440 

7.70 

both 

1 

0.227 

0.477 

6.45 

1,196 
1,196 
1,660 
1,660 
1,565 
1,750 
1,750 
? 


12,60 
11,530 

16300 
13,760 
14,600 
16,560 
13,500 


Double-ported  poppet  valves  are  used  for  superheated-st^am  engine 
and  uniflow  engines.  The  port  area  may  be  taken  twice  that  of  tbe 
single  valve,  or: 


Also: 


a  =  ^Tdh 

V  ^     1 
S       6mg> 


(17) 


Table  64  may  be  used  by  taking  one-half  the  tabular  value. 

143.  Classification. — The  term  valve  gears  is  practically  always  as- 
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sociated  with  reciprocating  engines,  as  in  these  there  is  always  a  complete 
cycle  of  oi>erations.  Tliis  is  not  true  of  the  steam  turbine;  the  gear  is 
not  in  time  relation  with  the  wheels,  but  is  closely  connected  with  the 
governor,  so  is  treated  in  Chap.  XIX. 

A  chissification  of  the  pears  of  reciprocating  engines  is  diflBcult  and 
not  very  satisfactory,  but  lists  will  l>e  given  for  steam  and  internal-com- 
bustion engines;  by  ilividing  into  a  number  of  headings  a  general  idea  of 
methoiis»  valves  and  gears  may  be  had,  and  these  terms  will  be  used  in 
paragraplis  which  follow. 

By  the  term  earntrky  a  sort  of  enlarged  crank  pin  is  usually  meant, 
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reversing 


Valve  control  < 


the  diameter  of  which  is  such  that  the  shaft  diameter  lies  within  it;  this 
is  so  for  the  reason  that  the  eccentric  is  a  casting  which  surrounds  the 
shaft  and  is  fastened  to  it  by  key  or  set  screw  or  both.  This  is  shown  in 
Rg.  261-il.  The  center  of  the  eccentric  often  Ues  within  the  shaft  circle 
as  shown.  On  certain  locomotive  valve  gears  and  some  shaft  governors, 
the  gear  is  not  driven  by  such  an  eccentric,  but  by  a  small  pin  as  shown 
in  Fig.  261-B.  This  is  also  known  as  the  eccentric  and  will  be  so  included 
when  the  term  is  used  in  this  book. 

(1)  Steam  engines, 

(Single  valve 
Double  valves  (expansion  valve) 
•^  Binary  or  separate  valves 

Uniflow 

Eccentric 

Eccentric  and  wrist  plate  ^  nonreversing 

^        .  .         J  Eccentric  and  cam 
Gear  dnve. .  <  „        .  . 

Eccentric 

Eccentric  and  crosshead 

Connecting  rod 

Shifting  eccentric 
Swinging  eccentric 
Releasing  gear 
Reversing  link  motion 

Plain  D-valve 

Gridiron  valve 
Balanced.    Single-  to  triple-ported 
Piston.    Balanced,  single-  or  double-ported 
Rocking.    Unbalanced,  single-  to  quadruple-ported 
Poppet.    Balanced,  double-ported 
Piston  acting  as  valve 

(2)  IrUernaJlrCombustion  engines, 

4-cycle.     Mechanically  operated  inlet  and  exhaust 

V  I      ovof       i  ^y^^®«    Automatic  inlet  valve 
^^^      I  4-cycle.    Sleeve  valve 

[  2-cycle.    2-port  and  3-port 

(Cam 
Cam  and  eccentric 
Eccentric 

Constant  gear  motion  with  throttling  governor  ^  t^    i      i 

Releasing  gear  for  inlet  or  fuel  valve 

Hit-and-miss 

Fuel  valve  or  pump  control 

(Poppet 
Sleeve 
PiBton  acting  as  valve 


Valves. 


Flat 


Unbalanced 


{ 


Valve  control 
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144.  Single-valve  Gear. — This  is  the  simplest  form  of  gear  and  it 
sometimes  seems  the  most  difficult  to  understand,  as  all  events  are 
accomplished  for  both  ends  of  the  cylinder  by  a  sir^le  valve.  The  subject 
is  usually  approached  by  a  consideration  of  the  valve  without  lap  or  lead, 
and  with  no  angular  advance  of  the  eccentric;  these  terms  will  be  ex- 
plained presently.  Angularity  of  connecting  rod  and  eccentric  rod  will 
also  be  neglected,  it  being  assumed  that  the  Scotch  yoke  is  used  for  each; 
then  the  displacement  of  the  valve  and  piston  is  measured  by  the  projec- 
tion upon  the  line  of  stroke  of  the  eccentric  center  and  crank  pin  center 
respectively. 

A  sectionaJ  diagram  is  shown  in  Fig.  262  of  such  a  gear.  A  general 
description  of  steam  engine  operation  is  given  in  Chap.  Ill,  in  which  the 
cycle  is  traced  throuKh  fta' n,  4-valve  engine,  so  it  will  not  benecessarj'togo 


^vCrt^; 


into  details  here.  In  Fig.  262,  a  is  the  steam  chest  and  b  the  exhaust 
passage  leading  from  the  cylinder.  The  crank  and  eccentric  circles  are 
shown  separately  to  avoid  confusion. 

The  piston  is  at  the  head  end  of  the  stroke  and  the  crank  at  the  head- 
end dead  center.  The  eccentric  is  at  right  angles  with  the  crank,  causing 
the  valve  to  be  in  the  center  of  its  travel,  just  covering  both  ports.  As 
the  eccentric  leads  the  crank,  a  movement  in  a  clockwise  direction  will 
open  the  head-end  port  to  the  steam  chest  a,  and  the  crank-end  port  to 
the  exhaust  passage  6.  If  the  movement  is  continued  until  the  crank 
is  at  the  crank-end  dead  center,  the  valve  will  again  be  at  its'  central 
position  with  both  ports  closed.  Then  admission,  ?ulK>fr,  release  and 
compression  all  occur  at  the  end  of  the  stroke  and  the  indicator  diagram 
is  a  rectangle. 

The  arrangement  just  described  in  which  the  high-pressure  steam  is  in 
a  on  the  outside  of  the  valve,  gives  what  is  known  as  ouiside  admission. 
If  steam  entered  at  b  (necessitating  some  device  to  keep  the  valve  on  the 
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seat)  and  left  past  the  outer  edges  of  the  valve,  entering  a  and  thence  to 
the  atmosphere,  the  arrangement  is  known  as  inside  admission;  then  to 
open  the  valve  at  the  head  end  to  high-pressure  steam,  the  crank  and 
eccentric  must  rotate  in  a  counterclockwise  direction,  and  this  is  the 
principle  of  operation  of  the  steering-gear  engine  used  on  steam  ships. 
Lapy  Lead  and  Angular  Advance.  Still  assuming  the  crank  to  be  at  the 
head-end  dead  center  and  that  there  is  outside  admission,  let  us  arbitrarily 
add  steam  lap  S  and  exhaust  lap  E  to  the  valve  as  in  Fig.  263-A,  and  study 
the  effect.  The  port  is  now  closed,  and  the  valve  must  be  moved  to  the 
right  the  distance  jS  (the  steam  lap)  before  it  begins  to  open,  and  the 
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eccentric  must  move  through  the  angle  Q  (the  lap  angle)  to  bring  the  valve 
to  the  opening  position,  or  admission.  If  the  eccentric  and  crank  are 
still  at  right  angles  as  in  Fig.  262,  the  crank  would  travel  the  angle  Q 
from  dead  center  before  admission  would  occur,  which  is  not  permissible. 
It  then  becomes  necessary  to  advance  the  eccentric  through  the  angle  Q 
while  the  crank  is  still  at  the  head-end  dead  center;  this  angle  is  now 
denoted  by  A,  as  it  is  the  angvlar  advance.  In  some  books  the  an^ar 
advance  is  the  angle  between  crank  and  eccentric  measured  from  the 
crank  in  the  direction  of  motion.  This  seems  logical,  but  it  is  American 
practice  to  consider  angular  advance  the  angle  between  eccentric  and 
crank  minus  90  degrees,  and  it  will  be  so  considered  here. 

If  the  eccentric  radius  were  such  as  to  just  open  the  valve  to  steam 
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before  steam  lap  were  added,  the  opening  would  now  be  P— S,  in  which 
P  is  the  wid^h  of  the  port.  It  is  usual  to  determine  this  opening  as  in 
Par.  142;  then  denoting  the  steam  port  opening  by  Pa,  the  eccentric 
radius  must  be  made  equal  to: 

'^  =  S  +  Ps  (18) 

where  T  is  the  valve  travel,  which  is  twice  the  eccentric  radius  when  the 
eccentric  drives  the  valve  directly  as  assumed  in  this  discussion.  For- 
mula (18)  is  correct  in  any  event,  as  it  contains  only  valve  measurements. 
Admission  position  is  shown  in  Fig.  263-£.  As  explained  in  Chap.  Ill, 
it  is  customary  to  open  the  valve  to  steam  a  little  before  the  end  of  the 
stroke  is  reached ;  the  amount  the  valve  is  open  when  the  crank  is  on  dead 
center  is  called  lead,  and  is  denoted  by  l.  The  angle  the  eccentric  and 
crank  must  pass  through  to  move  the  valve  the  distance  I  is  called  the 
lead  angle.  The  angular  advance  is  the  algebraic  sum  of  the  lap  angle  and 
lead  angle;  or: 

A=Q  +  L  (19) 

Lead  is  shown  in  Fig.  263-C,  the  crank  (not  shown)  being  at  the 
head-end  dead  center. 

It  now  remains  to  follow  the  crank  from  admission  through  a  complete 
revolution,  tracing  events  and  determining  the  indicator  diagram  pro- 
duced. This  is  done  in  Fig.  264  for  the  head-end  port.  Arrows  show 
direction  of  rotation,  direction  of  piston  travel  (on  indicator  diagrams) 
and  direction  of  valve  travel.  Full  valve  sections  are  shown  at  the  top 
with  valve  in  central  position  (the  position  when  lap  is  measured)  and 
at  the  extreme  position  with  head-end  steam  port  and  crank-end  exhaust 
port  open.  In  the  crank-eccentric  diagram,  crank  and  eccentric  are 
shown  connected  by  a  light  line  to  avoid  confusion.  The  center  line 
of  the  valve  is  directly  under  the  eccentric  center  in  each  position. 

The  following  description  accompanies  Rg.  264: 

PosiHon  /.  Admission, — Valve  displacement  =  S  '^  steam  lap.  Steam  edge 
of  port  just  opening. 

PosiHon  II,  Dead  Center. — Valve  displacement  =  /S  +  Z  =  steam  lap  +  lead. 
Valve  open  amoimt  of  lead  (/). 

Position  III,  Maximum  Steam  Opening, — Valve  displacement  ■■  T/2  =  half  of 
valve  travel.    Valve  open  to  steam  T/2  —  S, 

Position  IV,  Cutoff, — ^Valve  displacement  =  <S  =  steam  lap.  Steam  edge  of 
valve  just  closing. 

Position  V,     Valve  Central, — ^Valve  displacement  —  zero.     Steam  lap  S  and  ex 

haust  lap  E  are  measured  in  this  position. 

Position  VI,    Release, — Valve  displacement  ^  E  ^  exhaust  lap.    Exhaust  edgem: 
of  valve  just  opening. 
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Poiilum  VII.  Moztmum  Exhau^  Opening. — Valve  displacement  —  T/2  —  half 
t%-vel  Of  valve.    Valve  open  to  exhaust  T/2  —  E. 

PowUion  VIII.  Compretsion. — Valve  displacement  -  B  ■  exhaust  lap,  Ex- 
tauat  edge  of  valve  just  cloBing. 

'From  the  valve  section  at  the  top  of  Fig.  264  the  following  equations 
are  derived: 


rm''\l.m"'^&'     ^<cvlL  w-'-fc; 


P,yP    (usimlly) 

®- 2  +  r 

formula  (22)  is  arbitrary  but  may  be  used  as  a  guide. 


(20) 
(21) 
(22) 
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For  mini  mum  value  of  TV  (as  Pi  ^  P): 

E+l+P=B+W 


or: 


W^t 


-  E  -  B 


Turning  the  indicator-  and  valve-section  digrams  end  for  end,  aDd 
the  crank-eccentric  digrams  through  an  angle  of  180  degrees  would  show 


the  crank-end  eventa,  but  this  is  unnecessary  when  the  angularity  of  th^ 
connecting  rod  is  n^lected. 

When  familiarity  with  Rg.  264  is  attained  the  crank-eccentric  dia^ 
gram  may  be  used  alone  to  show  any  valve  setting. 

In  following  through  the  events,  valve  dimensions  were  assumed  i 
in  practice  the  events  of  the  stroke  are  assumed,  or  it  may  be  said  tha^ 
the  indicator  diagram  is  designed.  In  Fig.  265  a  crank-eccentric  diagram 
is  shown  for  the  head  end,  for  an  indicator  diagram  drawn  above  it. 
Any  crank  circle  may  be  taken,  angles  and  ratios  being  independent  of 
this.    A  valve  travel  may  be  assumed,  then  b'aosfared  as  ahova  to  any 


Bnier  value  by  graphical  proportion  wlien  one  dimenpion  (usually  P.,) 
is  known.  It  is  necossary  with  this  diagram  to  assume  a  lead  as  a  certain 
fraction  of  tlie  port  opening,  as  the  actual  valve  travel  may  be  different 
from  that  assumed. 

The  following  procedure  may  be  used:  Crank  poaitione  are  found  by 
projection  from  the  desired  indicator  diagram  as  shown.     The  angle 
lietween  crank  positions  for  admission  and  cutoff  is  obviously  equal  to 
the  ai^le  between  eccentric  positions  for  the  same  events.     The  projec- 
tion of  these  eccentric  positions  upon  the  horizontal  center  line  of  the 
valve  travel  circle  (the  eccentric  circle)  must  Iw  at  the  same  point,  as  the 
valve  must  be  in  the  same  position  for  both  events.     Then  connecting 
the  points  where  the  valve-travel  circle  cuts  the  crank  at  1  and  2,  and 
swinging  this  hne  around  tangent  to  an  arc  of  radius  S  into  position  3-4 
parallel  to  the  vertical  center  line  as  shown,  the  eccentric  positions  for 
lulmission  and  cut-off,  the  steam  lap-angle  Q  and  the  steam  lap  S  are 
determined. 

The  exhaust  events  may  be  first  assumed,  the  line  5-6  being  swung 
uround  to  position  7-8  tangent  to  the  arc  of  radius  E.  The  angular 
[  ndvaiiee  may  thus  be  determined  by  admission  and  cut-off  (the  steam 
events},  or  by  release  and  compression  (the  exhaust  events).  If  deter- 
mined from  the  steam  events,  the  exhaust  lap  is  found  by  adjusting  a 
proper  relation  between  release  and  compression  for  the  angular  relation 
betwwn  crank  and  eccentric  so  found.  If  determined  from  the  exhaust 
events  (which  is  unusual  except  for  engines  with  a  releasing  gear),  the 
st«ani  lap  would  be  found  from  the  best  relation  of  .idmission  to  cut-off 
possible  with  this  angular  relation.  Sometimes,  especially  in  locomotives, 
Mhaust  lap  is  zero  or  may  even  be  negative,  when  the  valve  is  open  to 
Bxbattst  at  both  ends  when  in  the  central  position;  it  is  then  known  as 
txhaust  cieararice. 

Effect  of  Rod  Anyularity.— In  Fig.  266-A  for  the  Scotch  yoke,  the 
horizontal  distance  between  crank  pin  I  and  crosshead  pin  2  is  the  same 
for  all  positions  of  the  crank  pin.  Let  tliis  distance  L  be  the  length  of 
the  connecting  rod  of  a  slider-crank  mechanism;  then  for  the  same 
Mgular  movement  of  the  crank  from  the  head-end  dead  center,  the  cross- 
Iwad  pin  of  Fig.  266--4  moves  the  distance  a,  while  that  of  Fig.  266-S 
•W)ve8  the  distance  6.  Tliis  is  due  to  the  angularity  of  the  rod  and  iti.^ 
obviouB  that  the  crosshead  and  piston  of  Fig.  26&-B  will  always  be  nearer 
to  the  crank  than  that  of  Fig.  266-j4  except  in  the  dead-center  position.'?. 
In  valve  diagrams  it  is  convenient  to  consirler  piston  displacement  in 
connection  with  the  crank  circle.  Then  in  Fig.  266-B,  with  the  center 
<ll  the  crosshead  pin  as  a  center,  draw  au  arc  of  radius  L  cutting  the  center 
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line  of  engine;  this  marks  off  the  distance  b  which  is  the  piston  displace- 
ment from  the  head  end  of  the  stroke.  Thus  for  any  position  of  the  crank 
pin  the  corresponding  piston  position  may  be  shown  on  the  crank  pin 
circle  diameter.  The  same  is  true  for  valve  displacement  and  the 
eccentric  circle,  but  the  maximum  angularity  of  the  eccentric  rod  is 
usually  so  small  that  it  is  neglected. 

It  is  usual  to  neglect  angularity  in  drawing  valve  diagrams,  at  least 
for  preliminary  work;  the  events  used  are  then  called  nominal  cut-off, 
compression,  etc.  To  find  the  actual  events,  the  method  just  given  is 
used  and  this  is  shown  in  Fig.  267.    It  will  be  noticed  that  all  events  of 
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the  stroke  from  head  to  crank  end  occur  later  in  the  stroke  than  the 
nominal  events,  while  those  from  crank  to  head  end  occur  earlier. 

Actual  indicator  diagrams  are  as  shown  in  Fig.  267,  if,  with  the  {Mston 
at  the  head  end  of  the  stroke,  the  pencil  of  the  indicator  is  to  the  right  of 
the  paper  clips  as  at  A,  Fig.  268,  the  drum  moving  as  indicated  by  the 
arrow  as  the  cord  is  unwound;  if  for  this  piston  position  the  arrangement; 
is  as  at  J3,  Fig.  268,  the  indicator  diagrams  will  be  changed  end  for  end. 

The  diagram  of  Fig.  265  has  been  given  because  it  shows  the  actual, 
relation  of  crank  and  eccentric,  and  the  principles  of  valve  motion  may 
more  clearly  be  seen  than  with  any  other  diagram.  Moreover,  it  is 
general  in  its  application  and  may  be  used  for  any  eccentric-driven  gear 
in  conjunction  with  other  diagrams  showing  the  motion  of  wrist  plate, 
linkage  or  cams.    For  the  single  valve  it  has  limitations  except  as  the 
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trial-oud-error  method  is  used;  this  ia  also  true  of  the  Reuteaux  and 
Zeuner  diagrams.  Therefore  no  further  use  will  be  made  of  this  diagram 
for  the  single  valve  except  to  explain  principles,  but  a  diagram  having 
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all  the  advantages  and  none  of  the  disadvantages  of  the  other  diagrams 
for  the  single  valve  will  now  be  explained. 

The  Bilgram  Diagram. — Starting  with  the  crank  at  the  head-end  dead 
center  and  with  angular  advance  A,  Fig.  269,  move  crank  and  eccentric 
through  angle  6.  Distance  1-2,  perpendicular  to  vertical  center  line, 
represents  valve  displacement  from  central  position  by  the  method  of 
Fig.  265.  Produce  the  new  crank  position  as  shown,  forming  angle  $ 
below  the  horizontal  center  line  and  to  the  right  of  the  vertical  center 
line.  Now  lay  off  angle  A  (the  angular  advance)  above  the  horizontal 
center  line  as  shown  by  the  heavy  line.  The 
intetaectioQ  of  tliis  line  with  the  valve-travel  circle 
is  the  eccentric  center  of  the  Bilgram  diagram,  , 
being  a  fixed  point  for  any  given  valve  setting. 
Dr(q)  the  perpendicular  3-4  to  the  new  position  of  "' 

the  crank  produced.  Then  triangles  1-2-j)  and  3-4-0  are  equal,  as  each 
((Mitaias  equal  sides  1-0  and  3-0  (being  radii  of  the  same  circle),  one  right 
ui^,  and  the  angle  A  +  S.  Then  line  3-4  equals  line  1-2,.  the  dis- 
I^ioemeQt  of  the  valve  trom  the  central  position.    This  is  true  for  all 
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poBitionfi  of  the  crank,  the  perpendicular  3-4  Bometimes  falling  ot 
center  line  of  the  crank  and  sometimes  on  this  line  produced  beyooc 
center  of  the  circle. 


Flo.  270. — The  Uilgram  diagram. 


For  convenience  of  application  the  lap  cirdea  are  drawn  abc 
eccentric  center  of  the  Bilgram  diagram,  the  radius  of  the  circle  eq 
the  lap.    This  is  shown  in  Fig.  270,  drawn  with  the  same  data  ; 
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sSMy  with  which  it  may  be  compared.     With  the  same  numbers  for  crank 
ions  the  following  description  will  make  the  diagram  clear: 


I.  Admission. — Valve  displacement   (1-2)  »  iS  »  steam  lap.    Steam  edge  of 
"Vihe  just  about  to  open, 

II.  Dead    Center, — ^Valve     displacement      (1-3)  =  5  +  Z  =  steam  lap  +  lead, 
^alve  open  amount  of  lead  I. 

ni.  Maximum  Steam  Opening. — ^Valve  displacement  (1-0)  «  T/2  «  half  of  vahre 
t»wreL    Valve  opentosteam  (0-4)  =  Pa  «  T/2  -  S. 

rv.  Cutoff. — ^Valve    displacement    (1-6)  ^  S  ^  steam    ]iq>.    Steam    edge    of 
Ive  just  closing. 

V.  Valve  Central. — ^Valve  displacement  *=  aero. 

VI.  Release. — Valve  displacement  (1-6)  =  E  =  exhaust  lap.    Exhaust  edge  of 
just  opening. 

VII.  Maximum  Exhaust  Opening. — Valve  displacement  (1-0)  »  T/2  =  half  travel 
valve.    Valve  open  to  exhaust  (0-7)  =  Pjs  =  T/2  -  E. 

VIII.  Compression, — Valve    displacement    (1-8)  ^  E  ^  exhaust   lap.    Exhaust 
of  valve  just  closing. 

Fig.  270  is  the  head-end  diagram;  for  the  crank-end  diagram  the 
location  of  the  lap  circles  and  the  crank  positions  for  the  various  events 
diametrically  opposite. 


In  applying  the  diagram  the  cut-off,  maximum  steam  port  opening 

s  &nd  lead  I  are  usually  assumed.    The  cut-off  position  of  the  crank, 

Wiid  line  and  arc  of  radius  Ps  are  drawn  as  shown;  then  the  steam  lap 

circle  is  drawn  so  as  to  come  tangent  to  these  three  lines,  fixing  the  center 

of  eccentric,  angular  advance  and  valve  travel.    The  compression  is  the 

ciKhaust  event  usually  assumed;  producing  this  line  as  shown  dotted, 

the  exhaust  lap  circle  is  drawn  tangent  to  it  from  the  eccentric  center, 

then  the  release  position  is  tangent  to  the  other  side.    Should  release 

and  compression  exchange  positions,  release  would  occur  before  com- 

riKession  (in  fraction  of  stroke);  exhaust  lap  would  then  be  negative 

(the  valve  would  be  open  to  exhaust  at  both  ends  when  valve  is  at  center 

tlf  travel,  giving  exhaust  clearance)  and  the  circle  would  be  a  dotted 

Sne.    The  effect  of  angularity  of  connecting  rod  is  found  as  in  Fig.  267. 

Dauble^pofied  Valves. — There  are  various  designs  of  multi-ported  valves, 

int  the  principle  of  all  is  to  increase  the  valve  opening  with  a  given 

tnveL    Hie  principle  of  operation  of  a  double-ported,  balanced  slide 

valve  is  shown  in  Fig.  271.    An  adjustable  balance  plate  (or  pressure 

plate)  has  depressions  to  match  the  ports,  the  pressure  being  kept  from 

■D  portions  of  the  valve  not  opposite  the  ports  by  the  valve  seat  and 

Hlance  plate.    At  A  the  valve  is  displaced  to  the  right  by  the  amount  of 

e  steam  lap  and  is  just  about  to  open  the  head-end  port.     At  B  it 

moved  from  the  edge  of  the  port  a  distance  equal  to  the  width  of  the 


[ 


420 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


auxiliary  port  through  the  valve;  up  to  this  time  the  opening  has  been 
double  that  indicated  by  the  movement,  as  st-eam  enters  at  two  edges, 
but  any  fiu-ther  movement  up  to  the  position  shown  at  C  will  not  increase 
the  opening,  as  the  port  through  the  valve  is  closed  as  fast  as  the  cylinder 
port  is  opened.  Sometimes  the  port  opening  equals  the  width  of  the 
auxiliary  port  before  the  valve  reaches  the  position  B  (where  the  auxiliary 
port  begins  to  close) ;  then  the  opening  is  as  for  a  single  port  till  position 
B  is  reached  and  constant  port  opening  begins.     The  valve  is  at  the 


Fi(a.  271. — Double-ported  slide  valve. 

extreme  left  of  its  travel  at  D,  uncovering  the  exhaust  port;  a  double- 
ported  effect  at  the  exhaust  edge  is  not  necessary  with  a  single  valve  as 
the  exhaust  lap  is  small  and  there  is  usually  a  wide  opening. 

Some  double-ported  valves  give  a  double  opening  throughout  their 
entire  travel,  as  the  Corliss  valve  of  Fig.  259. 

Shifting  and  Swinging  Eccentric, — ^In  Chap.  XIX,  illustrations  are  given 
of  governors  in  which  the  angular  position  and  radius  of  the  eccentric  are 
changed  when  the  load  changes.  If  the  eccentric  moves  in  a  straight 
line  it  is  called  a  shifting  eccentric,  and  if  it  swings  from  a  pivot  in  the 
arc  of  a  circle,  a  swinging  eccentric. 
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The  diagram  of  Fig.  265  will  first  be  used  to  show  the  changes,  which 
are  given  for  different  methods  in  Fig.  272.  At  A  is  shown  an  older  style 
in  which  the  eccentric  is  rotated  about  the  shaft.  The  angular  advance 
is  increased  with  an  increasing  lead,  but  the  valve  travel  is  not  changed 
Full  lines  show  the  setting  for  maximum  cut-off  and  dotted  Unes  for  s 
shorter  cut-off. 


A  shifting  eccentric  is  shown  at  B  in  which  both  valve  travel  and  angu- 
lar advance  are  changed,  as  is  also  the  case  with  the  swinging  eccentric 
shown  at  C.  The  pivot  for  Fig.  272-C  was  located  at  the  crank  side  oi 
the  vertical  center  line,  but  it  is  sometimes  at  the  right.  The  pivot  waj 
located  to  give  zero  lead  when  the  angular  advance  is  90  degrees.  The 
lead  is  constant  for  B. 


Fig.  273. 

These  diagrams  are  not  convenient  for  the  actual  design  of  th( 
changing  eccentrics,  so  the  same  three  cases  arc  shown  for  the  Bilgran 
diagram  in  Fig.  273.  Crank  positions  for  all  events  of  the  stroke  (foi 
the  head  end)  are  shown  by  the  full  lines,  and  for  the  shortened  cut-ofl 
by  the  dotted  Unes;  the  decreased  valve-travel  circle  for  the  shori 
cut-off  18  omitted  as  it  serves  no  useful  purpose.     The  path  of  the  eccen- 


422  DESION  AND  CONSTRUCTION  OF  HEAT  ENGINES 

trie  change  is  drawn  as  though  the  crank  pin  were  at  the  bottom  of  the 
circle  and  rotates  counterclockwise. 

It  will  be  noticed  that  the  maximum  steam  port  opening  Ps  (see  Fig. 
265)  has  decreased  considerably  for  the  shorter  cut-off  of  B  and  C;  it 
may  easily  be  shown  that  for  one-quarter  cut-off  the  opening  would 
be  extremely  small  unless  the  valve  travel  and  steam  lap  were  very  large. 
It  is  for  this  reason  that  double-  and  triple-ported  valves  are  used,  giving 
double  or  treble  the  opening  indicated  by  the  Bilgram  diagram,  which 
gives  the  nominal  port  opening. 

Rectangular  valve  diagrams  are  diagrams  in  which  ordinates  represent 
valve  displacement,  and  abscissas  either  piston  or  crank  displacement; 
if  the  latter,  the  diagram  is  plotted  on  a  rectified  crank  circle.  As  dis- 
placement is  the  sum  of  lap  and  port  opening,  such  diagrams  may  be  used 
to  show  port  opening  during  the  cycle,  and  may  show  the  point  on  piston 
path  or  crank  circle  at  which  the  valve  event  occurs. 

To  illustrate  a  rectangular  diagram  on  the  piston  path,  together  with  a 
double-ported  valve,  shifting  eccentric  and  some  of  the  principles  of 
Par.  142,  the  design  of  a  high-speed  engine  will  be  assumed  with  data  as 
follows:  Cylinder  diameter  12  in.,  stroke  18  in.  and  r.p.m.  200;  initial 
gage  steam  pressure  125  lb.,  back  pressure  15  lb.  absolute  and  clearance 
6  per  cent. 

The  nominal  steam  velocities  from  (3)  and  (4)  are:  Va  =  7250  and 
Vs  =  5180.     The  ports  in  the  cylinder  must  be  determined  from  Ve) 

then  (2)  gives: 

113  X  600       ,^  , 
«K  =  — gjgQ —  =  13.1  sq.  m. 

Assuming  the  length  of  the  port  equal  to  the  cylinder  diameter,  the  width 
is: 

t£^^^  =  1.09,  say  IM" 

The  maximum  steam  port  opening  will  be  determined  from  Vat  which 

from  (2)  gives: 

^    _  113X600  __  Q  _ 

^^ 7250  ^-^^ 

and 

9^8 

12 


Pa  =  ^  =  0.78. 


On  account  of  the  double-ported  valve  and  the  desirability  of  having 
sufficient  port  opening  at  short  cut>-oiTs,  assume  the  nominal  port  opening 
which  will  be  used  for  the  Bilgram  diagram  at  maximum  cu1>-off  to  be 
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ual  to  wg  or  1^  in.     Also  assume  the  maxinmrn  cutroff  to  be  ^  stroke 
id  the  nominal  lead  (that  used  on  the  Bilgram  diagram)  to  be  constant 


nd  equal  to  He  in.     We  are  now  ready  to  start  the  Bilgram  diagram  and 
lis  is  shown  in  Fig.  274  at  the  top. 
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We  must  assume  compression  or  release  to  find  the  exhaust  lap. 
This  is  rather  arbitrary  and  Ls  done  in  various  ways.  It  is  sometimes 
determined  by  assuming  that  nominal  compression  raises  the  compression 
pressure  to  initial  pressure  when  the  cut-oflf  is  very  short.  With  the 
clearance  and  compression  assumed,  initial  pressure  is  reached  with  a 
nominal  compression  of  0.56  stroke  (see  Chap.  XII).  Let  us  assume  that 
with  0.1  cutr-off,  nominal  compression  is  0.5  stroke.  Laying  this  off  on 
the  Bilgram  diagram  the  exhaust  lap  is  found  as  shown. 

The  following  data  are  obtained  from  the  diagram:  Valve  travel, 
4%  in.;  steam  lap,  l.He  in.;  exhaust  lap,  %2  in. 

The  displacement  curve  on  the  piston  path  is  called  the  valve  ellipse; 
this  is  sometimes  drawn  by  neglecting  the  angularity  of  the  connecting 
rod,  but  this  is  taken  into  account  in  Fig.  274,  the  rod  being  5  cranks  long. 
The  crank  circle  is  usually  divided  into  a  number  of  equal  parts  (they 
need  not  be  equal  but  it  is  usually  more  convenient)  from  which  the  crank 
positions  are  drawn;  the  correct  piston  position  is  found  by  drawing  the 
arc  to  the  center  line  as  shown  for  the  crank  position  marked  Ko  cut-off, 
and  this  is  produced  to  the  center  of  the  valve  ellipse  (not  a  true  ellipse) 
from  which  valve  displacements  are  measured.  The  lap  lines  are  then 
drawn  in,  the  subscripts  H  and  C  denoting  head  and  crank  end;  should 
exhaust  lap  be  negative  it  is  drawn  on  the  same  side  of  the  center  as  the 
steam  lap,  as  it  is  on  the  same  side  of  its  respective  port  edge.  Ordinates 
measured  from  these  lap  lines  to  the  ellipse  give  valve  openings  for  a 
single-ported  valve  at  any  point;  it  is  then  easy  to  find  the  part  of  the 
stroke  at  which  the  valve  is  opened  and  closed.  The  ellipse  is  tangent  at 
the  ends  at  the  ordinate  Sh  +  L  The  upper  valve  ellipse  is  for  %  cut-off 
(the  maximum)  and  the  lower  for  J^  cut-off.  In  both  ellipses  head-end 
cut-off  occurs  at  6,  head-end  release  at  d  and  head-end  compression  at  e; 
the  subscript  1  denotes  the  same  for  the  crank  end.  Admission  is  so 
near  the  ends  of  the  stroke  that  it  may  not  be  well  shown  in  this  diagram 
unless  drawn  to  a  large  scale. 

The  diagram  may  be  easily  modified  for  the  double-ported  valve 
without  changing  in  any  way  the  timing  of  the  events;  the  only  difference 
is  the  increased  steam  valve  opening.  The  valve  is  shown  to  scale  in 
Fig.  271. 

There  are  different  methods  of  proportioning  the  auxiliary  port  Pa 
through  the  valve;  in  this  case  it  has  been  taken  as  one-half  of  Pg-  The 
port  in  the  cylinder  at  the  valve  face  must  be  equal  to  Bv  +  2Pa  (=  Bf 
+  Ps)  as  shown  in  Fig.  271. 

To  show  the  effect  of  the  double  port  draw  hues  on  the  ellipses  a  dis- 
t.ance  Pa  from  the  steam  lap  lines.     During  this  displaoement  the  opening 
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is  twice  that  due  to  the  displacement,  the  piston  traveUing  up  to  the 
point  where  the  Hue  crosses  the  ellipse;  after  this  the  opening  is  constant 
as  explained  in  connectioQ  with  Fig.  271.  When  the  ellipse  again  crosses 
this  tine  the  valve  begins  to  close  again,  clodng  at  b  as  before  the  double 
port  was  added.  The  opening  diagram  now  has  the  form  afgb.  For 
the  one-quarter  cut-off  Ps  is  less  than  P^,  so  that  the  double  opening 
obtains  all  the  time  the  valve  is  open  as  shown  at  h. 

Piston-velocity  curves  drawn  with  a  crank-circle  radius  equal  to 
Ps  for  the  %  cut-off  are  shown  plotted  on  the  steam  and  exhaust  lap 
lines  for  the  long  cut-off  in  dotted  lines,  and  for  the  short  cut-off  on  the 
steam-lap  line  as  far  as  the  valve  is  open.  It  will  be  seen  that  in  all 
cases  the  valve-opening  curve  rises  quicker  than  the  velocity  curve  at 
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first,  and  for  the  long  cut-off  lies  above  till  maximum  steam  port  opening 
has  been  reached.  The  exhaust  opening  curve  is  above  it  for  three- 
quarters  of  the  stroke.  For  the  short  cut-off,  the  velocity  line  is  crossed 
early  by  the  valve-openii^  line.  The  effect  upon  the  steam  pressure 
depends  upon  the  value  of  nominal  steam  velocity  V  assumed  in  deter- 
miniDg  the  ports,  but  it  is  obvious  that  for  any  type  of  gear  in  which  the 
valve  closes  gradually,  the  ratio  of  port  opening  to  piston  velocity  de- 
creases very  rapidly  beyond  a  certain  point,  and  the  relative  steam  velo- 
city increases;  if  this  velocity  is  very  high  the  pressure  head  increases 
and  wire-drawing  occurs— a  very  common  experience.  Gradual  closing 
of  the  exhaust  port  gives  the  effect  of  an  early  compression  and  is  not 
objectionable,  as  allowance  may  be  made  for  it. 

The  method  of  plotting  a  piston  displacement  curve  on  a  rectified 
crank  circle,  accounting  for  angularity  of  the  connecting  rod,  is  shown 
in  Fig.  92,  Chap.  XIII  This  forms  part  of  a  rectangular  valve  diagram 
which  b  shown  in  Yig.  275.  The  valve  displacement  curve  may  be  plotted 
in  the  same  way,  although  the  angularity  of  the  eccentric  rod  is  usually 
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neglected.  By  placing  this  curve  in  correct  phase  relation  with  the  piston 
displacement  curve  the  crank  position  for  any  given  event  may  be  deter- 
mined, from  whence  the  piston  position  may  be  foimd.  This  is  traced 
through  for  head-end  release  by  dotted  lines,  the  letters  denoting  the 
same  as  in  Fig.  274.  Fig.  275  is  for  the  single-ported  valve  with  ^  cut- 
off in  Fig.  274. 

This  diagram  is  very  valuable  for  comphcated  gears  difficult  to  handle 
in  any  other  way.  One  or  more  valve  curves  may  be  used,  drawn  on 
separate  pieces  of  tracing  cloth  so  that  their  relative  positions  may  be 
changed.  It  is  sometimes  convenient  to  draw  the  lap  lines  parallel  to 
the  curves,  especially  when  an  auxiliary  valve  is  used.  This  diagram  will 
be  referred  to  in  connection  with  sleeve  valves  for  internal-combustion 
engines. 

VcUve  Stems. — ^Let  d  be  the  diameter  of  the  stem,  a  the  unbalanced 
area  of  the  valve, /x  the  coefficient  of  friction,  p  the  unbalanced  steam 
presures  in  lb.  per  sq.  in.  and  S  the  stress  in  the  stem.     Then: 

-^    b  =  /Mpa 


or: 


__     /4/xpa 


^^  (24) 


For  practical  results,  a  high  coefficient  of  friction  and  low  stress  must 
be  used.    Assume /x  =  0.25,  S  =  5000  and  p  =  125. 

146,  Corliss  Releasing  Gear. — It  is  probable  that,  strictly  speaking, 
the  Corliss  gear  is  a  releasing  gear  with  rocking  valves  and  a  wrist  plate 
operated  by  a  single  eccentric;  however,  the  name  has  been  appUed  to 
engines  with  two  eccentrics  and  a  double  wrist  plate,  and  even  when 
a  steam  wrist  plate  is  omitted.  It  is  also  applied  to  nonreleasing  gears 
with  shaft  governor  and  swinging  eccentric,  although  this  usage  is  opposed 
by  some  engineers. 

In  Fig.  276-i4,  a  valve  is  shown  at  the  extreme  left  of  its  travel, 
fully  opening  the  port  at  the  right;  as  it  uncovers  the  port  at  the  left  it 
travels  the  distance  T.  At  B,  the  central  arm  of  a  double  bell  crank 
travels  the  same  horizontal  distance.  It  is  so  connected  to  the  two  valves 
that  it  begins  to  open  the  port  at  the  same  point  in  its  horizontal  projec- 
tion that  A  does,  and  opens  the  valve  the  same  width  at  the  end  of  its 
travel.  The  distance  traveled  by  the  valve  is  Ti,  much  less  than  T. 
The  valve  starts  to  open  slowly  due  to  the  dead-center  effect  of  the  bell 
crank  arm,  but  opens  quickly  when  the  port  edge  is  reached.  This  is 
the  effect  of  the  wrist  plate.    If  another  bell  crank  is  used  as  at  C,  and 
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the  movement  is  made  from  the  full  to  dotted  position,  this  effect  is  still 
more  marked  due  to  the  more  rapid  increase  of  angle  a  as  the  valve  moves 
to  the  right.  This  effect  is  also  obtained  in  angle  d  of  the  main  bell 
crank.  The  relative  positions  of  the  bell  cranks  and  the  change  of  angu- 
larity of  the  rod  connecting  them  has  influence,  and  advantage  is  taken 
of  these  principles  in  different  ways  in  Coiliss  and  other  gears. 

In  designing  the  Corliss  gear  two  diagrams  are  employed,  one  for  the 
wrist  plate  and  valve  levers  and  another  for  the  crank  and  eccentric. 
The  latter  is  sometimes  omitted,  the  laps  being  taken  from  a  table,  the 
values  of  which  are  usually  for  the  old,  slow-speed  type  with  very  late 
compression  and  are  not  generally  appUcable.  Some  idea  of  these 
diagrams  is  given  in  Chap.  III. 


y/////////.  c 


Fig.  276. 

The  crank-eccentric  diagram  is  that  of  Fig.  265.  The  cut-off  is 
effected  by  the  governor  and  trip  mechanism,  so  the  cut-off  may  be  neg- 
lected in  the  diagram;  it  may  be  found  as  in  Fig.  265,  neglecting  lead, 
and  gives  the  maximum  cut-off  should  the  load  be  too  great  for  the  engine, 
and  the  governor  fail  to  trip  the  gear.  The  distances  S  and  E  will  be 
used  for  convenience  but  are  not  the  laps;  starting  with  the  wrist  plate 
at  the  center  of  its  travel,  they  give  the  positions  of  the  eccentrics  which 
wDl  move  the  valves  by  the  amount  of  their  laps  (lap  plus  lead  in  the 
case  of  the  steam  valves). 

In  most  diagrams  given  in  text-books,  very  late  compression  is  as- 
sumed, giving  a  small  angular  advance;  the  resulting  maximum  cut-off 
under  governor  control  is  therefore  about  0.375  to  0.4  stroke  and  presents 
no  difBiculties  for  reasonable  overloads.     In  laying  out  the  diagram 
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in  this  paragraph,  the  indicator  diagram  of  the  Corliss  example  (20  X 
48  —  100}  of  Chap.  XII  is  used.  The  problem  calls  for  a  long-range  cut- 
off, but  the  single-eccentric  layout  will  be  first  taken  up.  Thifl  ahows  the 
limit  of  capacity  when  a  rather  early  compression  (0,8  stroke)  is  used,  and 
shows  why  so  l^te  a  compression  and  release  as  are  practicable  are 
generally  used;  also,  in  conjunction  with  the  diagrams  of  Chap.  XIH, 
why  double  eccentrics  with  separate  steam  and  exhaust  wrist  j^tes  were 


used  on  the  low-pressure  cylinders  of  compound  Corliss  < 
though  the  high-pressure  cut-off  gave  ample  overload  capacity  with  a 
single  wrist  plate.  The  single-wrist-plate  diagram  is  shown  in  Fig.  277 
and  the  crank-eccentric  diagram  in  Fig.  278.  These  are  for  the  head  end, 
and  as  the  gear  is  so  adjustable  and  cut-off  depends  upon  governor  con- 
nections, angularity  of  the  connecting  rod  is  neglected  in  this  paragraph. 
Procedure. — ^The  diagram  for  wrist  plate  and  eccentric  may  be  first 
drawn.  Until  considerable  experience  is  had,  this  may  require  a  number 
of  trials,  but  for  a  given  compression  and  release,  formulas  may  be  made 
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which  greatly  reduce  labor.  The  method  by  which  Figs.  277  and  278 
were  drawn  has  been  used  by  the  author  for  several  years  with  satisfac- 
tion and  dispatch.    The  dimensions  given  are  those  practically  required 


with  the  exception  of  the  angles,  which  are  omitted.  For  standard 
gears  already  designed,  and  usually  intended  for  sever^  cylinder  dia- 
meters, ra  and  rg  are  fixed.    For  new  work  their  value  is  more  or  less 
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arbitrary,  the  minimum  depending  upon  the  detail  design  of  the  mechan- 
ism. In  Fig.  277  they  are  taken  equal  to  d,  the  valve  diameter,  which 
in  this  case  was  computed  by  the  formulas  of  Par.  142.  Rs  was  taken 
asfa  +  1.5  in.  and  Re  =  l.lRs-  The  radius  Rt  of  the  main  wrist- 
plate  pin  depends  upon  the  design  of  the  reach-rod  releasing  mech- 
anism, but  its  horizontal  travel  is  T.  Draw  arcs  of  radii  rg  and  r*  from 
valve  centers;  from  center  of  wrist  plate  draw  arcs  of  radii  Rs,  Re  and 
Rt.  Draw  lines  from  center  of  wrist  plate  tangent  to  arcs  of  rs  and  r*. 
For  new  work  draw  valve  levers  normal  to  these  lines.  For  old  designs 
the  levers  must  be  so  located  that  the  travel  of  the  dashpot  pin  at  radius 
Vji  will  be  equally  divided  by  the  horizontal  center  line,  but  the  normal 
line  may  be  used  tentatively.  Now  locate  a  point  on  arc  Rs  below  the 
tangent  line,  and  on  arc  Re  above  the  tangent  line.  This  is  arbitrary, 
but  is  made  about  11.5  degrees  in  Fig.  277.  Old  practice  made  this  point 
on  the  line  ftnd  for  very  late  compression  this  is  permissible;  but  the 
method  shown  reduces  the  travel  when  the  valve  is  closed.  It  necessi- 
tates a  greater  angle  of  wrist-plate  motion  </>,  which  is  69  degrees  in  this 
design. 

Now  connect  this  point  with  the  valve  lever  position  already  foimd; 
locate  other  extreme  wrist-plate  positions  by  angle  0,  which  is  arbitrary 
and  found  by  trial;  and  bisect,  giving  the  position  when  the  wrist  plate  is 
at  the  center  of  its  travel.  With  the  length  of  connecting  link  found  for 
the  first  extreme  position  laid  off  with  a  beam  compass,  find  the  valve 
lever  positions  to  correspond  with  the  other  wrist-plate  positions. 

For  single-ported  valves  the  dimensions  would  be  different,  but  these 
are  not  much  used. 

Draw  in  one  of  the  ports  in  any  position,  the  location  of  the  second 
port  being  found  later.  Show  the  steam  valve  edge  dotted  in  the  lead 
position  which  may  be  taken  from  J^e  to  3^  of  the  port  width;  the  latter 
was  assumed. 

Now  draw  the  crank-eccentric  diagram  for  the  compression  and 
release  desired;  the  latter  is  taken  arbitrarily  and  not  far  above  the 
center  line  as  shown;  in  Fig.  278  it  is  J^  in.  on  a  6  in.  circle.  The  angular 
advance  may  be  found  as  described  for 'Fig.  265.  Now  draw  the  crank 
on  the  head-end  dead  center.  The  eccentric  circle  may  be  made  equal 
to  r  if  this  is  greater  than  Te]  its  value  is  imimportant.  For  the  steam 
valve,  cut  the  angular  advance  position  with  arc  of  radius  Ts/2;  this 
gives  the  virtual  eccentric  radius  to  give  the  steam  wrist-plate  arm  the 
travel  Ts.  Lay  off  S  on  Fig.  277,  giving  the  position  of  the  wrist-plate 
pin  when  the  crank  is  on  the  dead  center.  Find  the  corresponding  valve 
lever  position;  this  is  shown  dotted.    This  position  corresponds  with 
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the  lead  position  of  the  valve;  taking  this  distance  along  the  valve  circle 
on  a  divider,  the  three  positions  (two  extreme  and  central)  of  the  valve 
may  be  found.  The  position  corresponding  to  the  central  position  of  th&i 
wrist  plate  gives  the  steam  lap. 

It  will  be  noticed  that  when  the  valve  is  wide  open  there  is  some  over- 
travel;  this  gives  a  little  quicker  valve  opening. 

At  B  draw  the  valve  edge  in  its  extreme  position;  this  h  some  greats 
than  that  indicated  at  A  due  to  the  wriat-platc  arm  crossing  its  dead 
center,  and  besides  this  some  clearance  must  l>e  allowed  the  latch  hook; 
but  this  is  usually  small  and  may  be  overlooked  if  ample  allowances  are 
made.  When  in  position  B,  the  back  edge  of  the  valve  must  have  suffi- 
cient seal  to  prevent  leakage;  this  was  made  %  in.  in  Fig.  277,  but  may 
be  greater  for  large  engines  and  less  for  smaller  engines.  This  determines 
one  valve  face.  Now  move  this  face  to  its  extreme  open  position  as  at  C. 
It  is  well  to  allow  a  small  amount  for  adjustment,  and  discrepancies  in 
the  cyUnder  casting  as  shown.  This  determines  the  bridge  width.  Draw 
a  center  line  through  the  bridge  as  shown  and  locate  on  the  vertical  center 
line  of  the  valve  chamber  as  at  D.  The  valve  design  may  be  now 
completed. 

The  exhaust  valve  may  be  treated  in  the  same  way,  the  dotted  posi- 
tion corresponding  to  compression,  when  the  valve  is  "  line-and-line " 
(just  closing).  Dimensions  may  be  determined  by  Bi,  C|  and  Di  as 
for  the  steam  valve.  The  exhaust  valve  is  sometimes  roade  symmetrical 
as  with  the  steam  valve. 

The  dotted  lines  across  the  valves  in  D  and  Dt  show  the  slot  for  the 
t&e-head  of  the  valve  stem;  it  is  located  so  that  it  is  vertical  when  the 
valve  edge  b  halfway  between  line-and-line  and  full  closed  positions, 
'Hus  allowing  for  wear. 

Valve-opening  diagrams  for  steam  and  exhaust  valves  are  shown  above 
and  below  the  crank-eccentric  diagram  respectively  in  Fig.  278.  The 
steam  valves  open  quickly,  the  more  so  because  of  the  over-travel. 
K  piston  velocity  curve  is  shown  dotted,  but  the  opening  curve  is  above 
it  until  past  the  poiut  of  maximum  cut-off.  The  theoretical  point  of 
maximum  cut-off  is  found  by  placing  the  eccentric  to  the  extreme  right 
of  its  travel;  this  places  the  wrist  plate  in  its  extreme  position,  and  if 
cut-off  does  not  occur  before  this  time  the  valve  is  not  unhooked  and  the 
opening  curve  is  that  shown  by  the  full  line.  But  past  the  point  when 
the  eccentric  and  wrist  plate  are  at  the  extreme  right  the  governor  does 
not  control,  so  that  this  gives  the  limit  of  valve  release.  However,  it 
takes  some  appreciable  time  for  the  dashpot  to  close  the  valve,  so  that 
the  real  cut-off  is  later.  , 
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For  the  early  compression  assumed,  the  angular  advance  is  so  great 
that  the  maximum  cut-ofT  under  governor  control  is  but  }^  stroke;  this 
is  at  by  the  valve  being  released  at  this  point.  Furman  says  that  a  good 
dashpot  will  close  the  valve  in  J^f  6  sec,  which  for  100  r.p.m.  would  be 
about  0.1  of  a  revolution.  Assuming  the  valve  to  be  entirely  closed  in 
this  time,  the  piston  would  travel  the  horizontal  distance  between  6 
and  c;  further  assuming  the  closing  curve  between  these  two  points  to  be 
a  straight  line,  the  actual  displacement  ciu^e  would  be  abcic  and  the 
opening  of  the  port  would  follow  the  line  afghjh.  It  will  be  noticed  that 
the  port  is  wide  open  at  0.1  stroke.  The  actual  closing  for  maximum  cut- 
off begins  at  about  0.29  and  ends  at  0.43  stroke;  a  relatively  slower  dash- 
pot  would  give  a  later  cut-off,  and  if  the  speed  were  high,  would  show 
signs  of  wire-drawing. 

In  Fig.  277,  the  exhaust  valve  shows  no  over-travel  but  the  opening  is 
quick;  it  is  not  likely  that  the  opening  would  be  less  than  shown  as  the 
compression  is  not  apt  to  be  earlier  than  assumed,  but  if  some  over-travel 
is  desired,  Rs  may  be  increased,  thus  increasing  the  angle  of  valve  travel. 
The  displacement  curve  needs  no  modification  as  there  is  no  releasing 
mechanism  for  the  exhaust  valve. 

Long-range  Cutoff. — ^These  gears  were  formerly  furnished  with  two 
eccentrics  and  a  double  wrist  plate,  the  steam  and  exhaust  portions 
working  independently.  For  the  design  considered  the  exhaust  wrist 
plate  may  be  exactly  as  determined,  so  will  not  be  redrawn.  A  wrist 
plate  is  sometimes  used  for  the  steam  valves,  but  the  travel  of  the  valve 
from  tl^e  central  wrist-plate  position  to  full  closed  position  is  nearly  the 
same  as  to  the  full  open  position,  therefore,  the  wrist-plate  pin  must  be 
located  nearer  the  top  and  the  angular  motion  much  reduced.  This  led 
to  abandoning  the  wrist  plate  for  the  steam  valve  and  this  will  be  as- 
sumed; then  in  Fig.  279  the  wrist  plate  is  not  shown.  Fig.  280  is  the 
crank-eccentric  diagram. 

As  in  this  problem  a  %  cut-off  imder  governor  control  is  desired,  the 
crank  must  be  in  this  position  as  the  wrist  plate  and  eccentric  are  at  the 
extreme  right;  moving  the  crank  back  to  head-end  dead  center  brings  the 
eccentric  back  of  the  vertical  center,  giving  negative  angular  advance. 
As  the  valve  is  open  the  amount  of  the  lead  in  this  position,  it  is  obvious 
that  when  the  wrist  plate  is  at  the  center  of  its  travel  the  valve  is  open, 
giving  negative  steam  lap,  or  steam  clearance.  The  design  is  completed 
at  ii,  B,  C  and  D  as  before,  taking  S  on  the  valve  lever,  which  travels 
equally  either  side  of  the  vertical  center;  a  rod  connects  this  with  the 
crank-end  lever  which  is  longer,  and  receives  the  reach  rod.  The  bridge 
is  made  the  same  as  for  the  short-cut-off  gear  but  the  valve  faces  are  less. 
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The  displacement  diagram  is  practically  the  same  as  for  a  single-valvo 
engine,  but  due  to  a  negative  angular  advance,  is  tilted  in  the  opposite 
direction;  if  the  gear  fails  to  trip,  cut-off  will  not  occur  until  well  on  the 
return  stroke. 


1,1       J/«»7»  CItaroncag 


Assuming  the  valve  to  close  in  0. 1  of  a  revolution  as  before,  release  of 
the  gear  would  occur  at  &  to  give  a  ^  cut-off;  the  actual  maximum  cut- 
off would  therefore  be  much  greater,  nearly  full  stroke.  The  actual 
opening  curve  would  be  afyhjk.     The  opening  is  not  quite  as  quick  as 


before,  but  while  there  is  a  large  over-travel,  the  maximum  valve  travel 
ia  not  as  great  as  with  the  short-cut-off  gear,  the  travel  when  the  valve 
is  closed  and  under  pressure  being  much  leas.  The  large  over-travel  is 
necessary  for  a  quick  port  opening  and  may  even  be  increased  if  desired. 
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Releasing  Gear  Operation. — There  are  varioue  designs  of  releasing  geare 
used  by  different  builders,  but  the  principle  is  {H'actically  the  same  in 
all,  with  one  exception  (see  Noi-dberg  Bulletin).  A  simple  sketch  (not 
an  actual  design)  will  be  used  to  iUustrate  the  principle  and  this  is  given 
in  Fig.  281,  which  is  similar  to  the  gear  used  on  the  f^shldll  Corliss 
engine.     This  type  is  used  as  the  operation  is  clearly  seen. 

The  valve  lever  or  steam  crank  a  is 
keyed  to  the  valve  stem.  To  it  is 
attached  the  dashpot  rod  6  which  pulls 
the  lever  down  and  closes  the  valve 
when  it  is  released.  The  bell  crank  (or 
steam  rocker)  c  receives  a  constant 
motion  from  rod  d  which  connects  with 
the  wrist  i^te.  At  the  upper  end  of 
the  bell  crank  is  hung  the  latch  e,  hav- 
ing a  hardened  steel  block  at  its  lower 
end,  which  engages  with  a  like  block  on 
the  end  of  the  valve  lever.  The  latch 
is  secured  to  a  pin  which  passes  through 
a  hub  at  the  end  of  the  bell  crank,  and 
at  the  other  end  is  attached  a  lever, 
sometimes  called  the  knock-off  lever, 
p,g_  281.  which  carries  the  roller  /;  if  this  roller  is 

forced  away  from  the  valve  stem  the 
latch  is  unhooked.  The  cam  collar  g,  sometimes  called  the  governor  toe 
collar,  moves  independently  of  the  other  mechanism  and  is  attached  to 
the  governor  bell  crank  by  the  rod  k.  The  cam  collar  carries  two 
rollers,  t  being  the  knock-off  cam  and  j  the  safety  cam;  as  bell  crank  c 
oscillates,  the  latch  roller  /  may  come  in  contact  with  one  of  the  cam 
rollers,  depending  on  the  position  of  the  governor  when  the  latch  is 
unhooked.  For  simplicity  it  will  be  assumed  that  the  latch  is  unhooked 
when  the  centers  of  the  rollers  are  on  the  same  radial  line  from  the  center 
of  the  valve  stem. 

Fig.  282  is  a  diagram  showing  governor  and  cam  roller  in  the  three 
important  positions.  A  is  the  safety  position,  B  the  starting  position  and 
C  the  zero  cutroff  [>osition.  These  will  be  taken  up  separately.  The 
latch  roller  has  a  constant  oscillation  through  angle  0. 

The  safety  position  A.  The  governor  is  in  its  lowest  position.  The 
latch  is  held  away  from  the  valve  lever  by  the  safety  cam  and  will  not 
"hook  up."  The  valves  remain  shut  and  the  engine  will  not  start,  or 
if  running,  will  stop.    To  start  the  engine  the  governor  must  be  lifted 
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so  that  it  rests  on  the  high  part  of  the  safety  coUbt,  or  more  safely,  on 
a  safety  pawl  which  drops  out  of  the  way  when  the  engine  gets  up  speed 
and  the  governor  lifts. 

The  starting  position  B,  The  valves  will  hook  up  and  will  not  un- 
hook, as  both  cutoff  and  safety  cams  are  out  of  reach  of  the  latch  roller. 
Cut-off  will  be  late,  depending  on  the  angular  advance.  When  the  engine 
speeds  up  and  the  governor  begins  to  take  control,  it  Ufts  from  the  safety 
pawl  (shown  by  separate  sketch),  which  drops  out  of  the  way,  allowing 


the  governor  to  sink  to  its  safety  position  should  the  belt  break.  The 
so-called  safety  collar  which  must  be  turned  to  the  safety  position  by  hand 
after  the  engine  is  started  is  more  convenient  when  stopping  the  engine, 
but  is  only  a  partial  safety  device. 

Zero  cut-(^  position  C.  The  latch  is  held  away  from  the  valve  lever 
by  the  knock-o£F  cam  and  will  not  hook  up.  This  is  a  Umiting  position 
and  is  never  reached  unless  the  governor  "  hunts, "  as  the  cut-off  must  at 
least  be  long  enoi^  to  carry  the  friction  load. 

The  governor  in  action  gives  any  cutoff  between  zero  and  the  maxi- 
mum cair<M  under  governor  control.    Actual  cam  positions  may  be  found 
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for  a  given  cut-oflf  wliich  is  to  be  the  same  at  head  and  crank  ends.  For 
equal  cut-oflfs,  the  knock-oflf  and  safety  cams  would  be  closer  together 
at  the  head  than  at  the  crank  end  if  it  were  necessary  to  have  the  safety 
cam  in  contact  at  the  extreme  lowest  position  of  the  latch  roller;  for, 
as  the  piston  moves  farther  on  its  stroke  from  head  to  crank  end  than  on 
the  return  stroke  for  the  same  movement  of  the  eccentric,  cut-off  would 
occur  later  in  the  head-end  than  in  the  crank-end  stroke  if  latch  roller 
and  knock-off  cam  bore  the  same  relation  at  both  ends  of  the  cylinder. 
Then  to  equalize  a^  given  grade  of  cut-off,  the  head-end  cam  must 
be  nearer  to  the  latch  roller,  or  the  crank-end  cam  farther  away,  or 
both. 

The  safety  cam  should  always  keep  the  latch  from  hooking  up  when 
the  governor  is  in  the  lowest  position,  but  the  engagement  with  the  latch 
roller  need  not  be  at  the  lowest  position;  the  valve  lever  may  move  a 
certain  distance  before  the  valve  begins  to  open,  and  the  release  of  the 
latch  may  occur  at  any  point  within  this  distance,  which  is  much  less 
for  the  long-range  cut-off  than  for  the  single-wrist-plate  gear  as  may 
be  seen  by  comparing  Figs.  277  and  279. 

Comparing  the  long-  and  short-range  gears,  the  same  governor 
motion  (and  consequently  the  same  speed  fluctuation)  is  used  for  both; 
then  for  the  same  range  of  load  it  is  obvious  that  regulation  will  be  closer 
for  the  long-range  gear;  this  is  true  of  any  type  of  valve  gear. 

In  cross^onipound  engines  the  low-pressure  cut-off  may  either  be 
adjusted  by  hand  to  any  fixed  position,  or  be  under  the  control  of  the 
governor.  In  the  latter  case  the  receiver  pressure  is  kept  more  nearly 
constant  under  change  of  load,  avoiding  very  low  pressures  with  light 
loads  and  excessively  high  pressures  with  heavy  loads.  When  the  low- 
pressure  cut-off  is  controlled  by  the  governor,  the  fulcrum  pin  of  the  con- 
trolling lever  is  lengthened  into  a  cross  shaft  having  one  bearing  on  the 
governor  stand,  which  is  usually  located  on  the  high-pressure  engine 
frame,  and  the  other  on  a  stand  occupying  a  similar  position  on  the  low- 
pressure  frame  and  sometimes  called  the  "dummy."  A  lever  is  placed 
on  the  low-pressure  end  of  the  shaft,  with  rods  connecting  it  with  the 
cana  coUars  of  the  low-pressure  gear.  This  lever  is  sometimes  constructed 
so  that  it  may  be  adjusted  while  the  engine  is  running,  dividing  the  load 
between  the  two  cylinders  as  desired.  It  is  sometimes  arranged  so  that 
the  governor  may  be  temporarily  disconnected  and  hand  adjustment  used 
for  starting  as  explained  in  Chap.  XIII. 

Figs.  247  and  248,  Chap.  XIX  show  safety  devices  used  in  connection 
with  Corliss  and  other  trip  gears,  and  are  explained  in  the  text. 

Corliss  Valve  Steins, — With  certain  assumptions  the  following  formula 
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has  been  derived,  where  D  is  the  cylinder  diameter,  d  the  valve  diameter 
and  di  the  diameter  of  the  stem  at  the  smallest  part. 


The  maximum  steam  pres- 
sure p  may  be  taken  as 
100  lb.  per  sq.  in.  for  low- 
preesure  cylinders  to  give 
practical  results. 

146.  High-qwed  Cor- 
liss Gears. — This  term  is 
commonly  applied  to  non- 
releasing  gears  when  rock- 
ing valves  and  a  shaft 
governor  are  employed. 
The  diagrams  are  much  the 
same  as  for  the  releasing 
gear,  these  giving  the  maxi- 
mum cut-oflf,  which  may  be 
about  %  stroke;  then  for 
the  shorter  cutK)ffs  the 
eccentric  swings  or  shifts, 
giving  smaller  valve  travel 
ajid  greater  angular  ad- 
vance. The  steam  distri- 
bution is  practically  the 
same  as  for  a  single  valve 
except  that  the  opening  is 
a  little  quicker.  Assuming 
the  same  diagram  as  Figs. 
277  and  278,  the  curve  m 
is  the  valve  opening  curve 
for  J4  cut-off;  it  indicates 
that  greater  over-travel  for 
the  maximum  cut-off  would 
be  desirable. 

U7.  Mcintosh  and 
SeTmoor  Gear. — ^Formerly 
the  gridiron-valve  engine 
built  by  Mcintosh  and 
Seymour    had    ezpamdon 
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valves  on  the  steam  valves,  but  in  the  Type  F  engines  these  are  omitted, 
greatly  simplifying  the  gear  and  still  giving  good  results.  End  and  ^de 
elevations  of  this  gear  are  shown  in  Pig,  283.  The  motion  for  the  steam 
valve  is  equivalent  to  one  wrist  plate  driving  another.  The  valve  move- 
ment is  very  small.    The  mechanism  is  operated  from  rockiiig  lay  shafts 


FtQ.  284. — Lenti  valve  gear. 

which  receive  their  motion  from  eccentrics.  The  steam  eocentric  is 
attached  to  the  governor  and  is  offset  in  its  connection  with  the  lay 
shaft  for  the  purpose  of  obtaining  equal  cut-ofEs. 

US,  Cam  and  Eccentric  Gears. — In  these  gears  the  cam  is  used  ia 
place  of  the  wrist  plate  and  for  the  same  purpose.  They  are  used  only 
with  poppet  valves,  their  advantage  being  that  they  are  free  to  move 


^ 
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after  the  valve  is  seated  without  interfering  with  it.     The  crank-eccentric 
igram  of  Fig.  265  may  be  used  and  the  cam  designed  to  give  as  quick  an 
:ning  as  practicable.     As  with  the  Corliss  gear,  if  the  lead  is  ignored 
drawing  the  crank-eccentric  diagram,  the  cut-oif  will  be  some  longer 
ihan  the  diagram  indicates;  a  slightly  shorter  cut-off  may  be  taken  to 
offset  this  if  de^ed. 

Lentz  Gear. — The  eccentrics  of  this  gear  are  on  a  lay  shaft  driven  by 
miter  gears.  The  steam  eccentrics  (one  for  each  end)  are  connected 
with  the  governor,  being  shifting  eccentrics  with  constant  lead.  An  end 
section  showing  the  general  arrangement  is  given  in  Fig.  284.  In  laying 
out  the  crank-eccentric  diagram  for  the  steam  valves,  the  line  of  stroke 
would  be  assumed  as  a  line  connecting  the  lay  shaft  center  with  the  mean 
position  of  the  cam  arm;  the  dead-center  crank  position  for  correspond- 
ing ends  of  the  cylinder  would  Ue  along  tliis  line  toward  the  cam.  For  the 
exhaust  valves,  the  dead-center  position  would  be  on  the  side  opposite 
the  cam.  If  the  engine  is  right  hand  and  runs  over,  the  rotation  for  Fig. 
284  is  counterclockwise. 

149.  Reversing  Gears. — Space  will  not  permit  an  extended  treatment 
(rf  this  subject,  but  a  brief  description  of  a  few  of  the  moat  important 
gears  will  be  given,  with  some  explanation  of  the  principles  involved; 
for  a  description  of  other  types,  or  a  fuller  treatment  of  any  given  type 
the  reader  is  referred  to  the  works  named  at  the  end  of  the  chapter.  Most 
of  the  illustrations  are  diagrammatic. 

Reversing  gears  are  usually  associated  with  the  locomotive  and  ship 
engine;  they  are  also  used  for  hoisting,  roUing  mills  and  for  some  other 
stationary  engines.  They  are  sometimes  used  in  connection  with  the 
Corliss  gear,  in  which  case  their  fimction  is  reversing  only;  but  in  most 
cases  they  are  also  used  for  varying  the  cut-off.  This  latter  function 
was  probably  discovered  accidentally.  As  first  applied  to  locomotives, 
reversing  gears  consisted  of  two  eccentrics,  each  with  its  own  eccentric 
rod  with  sort  of  a  crab-claw  hook  on  the  other  end;  either  one  of  theBe 
could  be  hooked  onto  the  rocker  pin  by  a  double  bell  crank  operated  from 
the  cab;  this  gave  full  gear  forward  or  backward.  It  is  obvious  that 
the  reversing  operation  could  not  well  be  done  when  the  locomotive  was 
under  much  motion,  and  it  was  probably  to  obviate  this  defect  that  the 
sliding  link  of  the  Stephenson  gear  and  the  shding  block  of  the  Walsehaert 
gear  were  devised,  both  of  which  were  invented  about  the  year  1844, 
Most  reversing  gears  give  an  effect  similar  to  a  single  shifting  or 
swinging  eccentric,  and  when  the  path  of  change  can  be  approximately 
determined,  the  Bilgram  diagram  may  be  used  for  preliminary  work  if  a 
eia^e  valve  is  employed. 
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Stephenson  Reveraing  Gear. — This  is  perhaps  the  best  known  and  the 
most  difficult  to  lay  out,  as  there  are  many  variables  which  ^ect  the 
results.  Fig.  285  shows  a  link  which  has  been  used  on  stationary  engines; 
the  proportional  figures  are  based  u[>an  the  diameter  d  of  the  saddle  pin, 
which  may  be  made  0.1  the  cylinder  diameter  {Da,  Chape.  XII  and  XIII) 
for  unbalanced  valves  and  %  of  this  for  balanced  valves.  A  is  the  saddle 
with  pin  forged  intt^al,  by  which  the  link  is  lifted  and  lowered;  while 
B  is  the  link  block  which  is  drilled  and  counterbored  for  the  pin  which 
is  fitted  to  rocker  or  valve-rod  crosshead.  For  solid-ended  link  as  shown, 
one  flange  of  the  link  block  is  loose,  and  fastened  to  the  block  with  rivets 
or  countersunk  screws. 


Htepheiu 


F%.  286  shows  the  gear  in  neutral  position  (mid-gear)  at  A,  forward  gear 
at  B  and  backward  gear  (reverse)  at  C,  as  arranged  for  a  locomotive  with 
outside  admission  and  the  link  block  attached  directly  to  the  valve-rod 
crosshead.  Should  there  be  inside  admission,  or  a  rocker  which  reveiscs 
the  valve  motion,  the  crank  would  be  on  the  opposite  dead  center.  As 
it  is  locomotive  drafting  room  practice  to  show  the  cylinder  at  the  right, 
this  has  been  assumed  in  Fig.  286,  although  for  aU  previous  work  it  has 
been  at  the  left. 

Equivalent  Eccentric. — The  link  radius  is  usually  equal  to  the  distance 
from  the  shaft  center  to  the  center  of  the  link  block  at  mid  travel.    In 
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Fig.  287  assume  the  link  to  be  straight  and  the  eccentric  rods  so  long  that 
their  angularity  has  no  effect;  further  assume  that  the  valve-rod  cross- 
head  is  raised  and  lowered  instead  of  the  link.    Let  the  valve  rod  be 


A«- 


ValvtRaa 


i 


8«- 


Ca- 


\ 


Fia.  286. 


moved  to  position  fi,  ^  of  the  distance  to  the  lower  end  of  the  link. 
Now  let  the  crank  and  eccentric  be  rolated  clockwise  through  a  small 
angle,  moving  the  end  of  the  link  the  distance  a;  the  valve  rod  would  then 


Fig.  287. 


be  moved  the  distance  a/2.  If  the  two  eccentrics  are  connected  by  a 
line,  it  is  clear  that  a  point  located  y^i  of  the  distance  from  top  to  bottom 
of  this  line  would  teavel  a  horizontal  distance  of  a/2.    The  movement  of 
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the  valve  rod  due  to  two  eccentrics  and  a  link  is  then  equivalent  to  that 
produced  by  a  single  eccentric  which  shifts  along  this  connecting  line 
in  the  same  ratio  that  the  link  block  is  shifted. 

Open  and  Crossed  Rods. — If  the  rods  are  open  when  the  eccentrics  are 
both  on  the  side  toward  the  link,  they  are  known  as  open  rods.  If  crossed 
when  in  this  position  they  are  known  as  crossed  rods;  this  is  shown  in 


Fig.  288.  Placing  the  eccentrics  in  the  opposite  position  indicated  by 
the  dotted  lines  gives  the  center  of  the  link  its  maximum  travel  b;  this 
is  the  valve  travel  for  mid-gear,  or  when  the  equivalent  single  eccentric 
has  an  angular  advance  of  90  degrees.  From  Fig.  288  it  is  obvious  that 
due  to  the  effect  of  angularity,  b  is  greater  than  a  for  the  open  rods  and  less 
than  a  for  the  crossed  rods;  it  may  also  be  seen  that  when  the  crank  is 
on  the  dead  center  in  each  case  the  valve  displacement  for  full  gear  is  a/2 
and  for  mid^^r  it  is  b/2.    Assumii^  the  gear  to  be  so  designed  that  full- 


and  mid-gear  lead  are  the  same  at  both  ends  of  the  stroke,  this  may  be 
shown  on  the  Bilgram  diagram  as  in  Fig.  289.  The  curve  of  eccentric 
change  is  unknown  but  has  been  assumed  as  the  arc  of  a  circle. 

It  will  be  noticed  that  for  open  rods  the  lead  increases  from  full  to 
mid-gear;  this  is  always  used  for  locomotives  and  is  idea!  for  the  service 
as  it  gives  a  greater  port  opening  when  the  gear  is  "notched  up"  to  give 
short  cut-off  at  high  speed.  Equalization  of  lead  is  also  more  important 
at  midyear  than  at  full  gear  for  the  same  reason. 
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Cnssed  rods  give  a  decreasing  lead  which  may  be  zero  or  even  D^ative 
at  mid-gear;  this  ia  sometimes  used  for  hoisting  engines  and  tractors 
when  it  is  desired  to  control  the  ei^ines  by  the  reverse  lever;  if  placed 
in  mid-gear  no  steam  is  admitted. 


Fio.  260.— Wnlschaert  gear. 

The  most  complete  practical  treatment  of  the  des^n  of  the  Stephenson 
link  motion  with  which  the  author  is  acquainted  is  given  in  Link  and 
Valve  Motion  by  W.  S.  Auchincloss. 

WaUchaert  Reversing  Gear. — This  gear  has  largely  replaced  the  Steph- 
■  in  locomotive  construction  in  the.  United  States.    This  Is 


Fk).  291. — WBbchBert  gear  tor  inside  Bdmiasion. 

largdy  due  to  ctmstructional  purposes,  although  it  poeseasea  some 
other  advantf^es.  Fig.  290  shows  a  general  view  of  the  gear  with  the 
crank  on  crank-end  dead  center  and  the  radius  rod  in  midyear  position. 
This  Is  for  outside  admission  which  is  used  for  Sat  valves.    Inaide  ad- 
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mission  is  used  with  piston  valves  and  requires  a  different  arrangement. 
The  radius  rod  is  dropped  to  the  lowest  position  for  full  forward  gear; 
this  divides  the  force  required  to  move  the  valve  between  the  link  trunnions 
and  the  eccentric  rod .  For  back  gear  the  radius  rod  is  above  the  trunnions, 
which  carry  the  combined  loads  of  radius  rod  and  eccentric  rod,  which, 
with  the  exception  of  sw^itching  engines  is  for  a  small  proportion  of  the 
time.  Figs.  291  and  292  are  diagrams  showing  the  arrangement  for 
inside  and  outside  admission  respectively,  with  the  crank  on  the  head- 
end dead  center. 

Equivalent  Eccentric, — It  may  be  seen  that  the  eccentric  has  no  angular 
advance;  the  effect  of  angular  advance  is  obtained  by  the  combination 


Fio.  292. — Walachaert  gear  for  outside  admission. 

lever,  which,  when  the  radius  rod  is  in  mid  position  moves  the  valve  twice 
the  sum  of  lap  and  lead.  The  method  of  proportioning  this  lever  is 
obvious.  It  is  also  plain  that  the  effect  of  the  crosshead  might  be  ob- 
tained by  an  eccentric  with  an  angular  advance  of  90  degrees  for  an  outside- 
admission  gear  as  shown  at  fi,  Fig.  293.  The  eccentric  which  operates 
the  Unk  is  at  A.  C!onnect  these  two  points  by  a  straight  line;  on  this 
hne  a  point  C  will  be  located  which  depends  upon  the  proportions  of  the 
combination  lever,  which  in  turn  is  determined  by  the  lap.  Then  C  is 
the  equivalent  eccentric  which  would  give  the  same  results  as  the  gear. 
When  the  reverse  lever  is  "notched  up'*  the  radius  of  ecc^tric  A  (which 
has  no  angular  advance)  is  virtually  decreased — say  to  OD.  As  the  lead 
is  constant,  C  must  travel  parallel  to  line  OD  to  the  new  position;  at  any 
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rate  tlie  ratio  AC/AB  is'  constant,  so  C  must  move  in  a  vertical  line. 
As  C  moves  to  the  center  line,  eccentric  A  has  no  effect  on  it;  the  angular 
advance  of  the  equivalent  eccentric  is  90  d^rees  and  the  valve  travel  is 
twice  the  sum  of  lap  and  lead.  As  C  crosses  the  line  toward  A  i,  the  gear 
is  reversed.    This  may  be  shown  on  the  Bilgram  diagram  as  in  Fig.  294. 


VceriabU  lead  is  sometimes  used  on  passenger  and  fast  freight  locomo- 
tives equipped  with  the  Walschaert  gear.  It  is  obtained  at  the  expense 
of  too  great  a  lead  in  back  gear,  but  this  is  not  much  used  on  these  engines. 
Maximum  mid-gear  lead  is  determined,  which  may  be  greater  if  the  lead 
is  to  be  variable.    The  eccentric  is  then  set  back  for  forward  gear  by 


swinging  the  eccentric  crank  out  or  in,  depending  upon  whether  it  leads 
or  follows  the  crank,  thus  reducing  the  full-^;ear-forward  lead  and  in- 
creasing the  fuU-^ear-baokward  lead.  This  may  be  shown  on  a  Bilgram 
diagram  aa  in  Fig.  206.  This  also  gives  a  loiter  cut-off  and  later  com- 
preesKHk  in  forward  gear  upon  starting,  but  shorter  in  back  gear. 
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Hackwcrth  and  Marshall  Gears. — A  simple  diagram  of  the  Hackworth 
gear  is  shown  in  Fig.  296.  A  block  slides  in  the  straight  link  which  may 
be  tmned  through  angle  A,  which  reverses  the  engine.    If  placed  in  a 

vertical  position  the  link  has  no  effect 
and  the  valve  travels  twice  the  sum 
of  lap  and  lead.  The  link  and  slid- 
ing block  are  equivalent  to  an  eccen- 
tric fixed  at  right  angles  to  the  crank 
(with  no  angular  advance);  there  is 
therefore  a  similarity  of  principle 
to  the  Walschaert  gear.  In  the 
Marshall  gear  the  link  and  block  are 
replaced  by  a  swing  link  as  shown 
in  Fig.  297.  Figs.  296  and  297  are 
for  outside  admission;  for  inside 
admission  the  eccentric  must  be  on 
the  same  side  of  the  circle  as  the 
cianky  or  the  eccentric  rod  must  be 
produced  beyond  the  link  block  and  the  rod  attached  to  this  extension. 
The  Hackworth  gear  is  used  on  the  Case  steam  tractor.  The  Marshall 
gear  has  been  used  on  reversing  Corliss  rolling  mill  engines  of  large  power. 


Fio.  296. — Hackworth  gear. 


Une  of  Stroke 


Fio.  297. — Marshall  gear. 

Joy  Reversing  Gear. — ^In  this  gear  no  eccentric  is  used,  but  the  motion 
is  taken  from  the  connecting  rod.  A  link  is  attached  to  the  rod  at  A 
and  another  to  the  frame  at  B;  these  connect  at  C.    To  the  Unk  AC 
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another  link  is  pivoted  at  D;  this  is  equivalent  to  the  eccentric  of  the 
Marshall  gear,  the  remainder  of  the  gear  being  much  the  same.  The 
arrangement  is  equivalent  to  having  the  eccentric  on  the  same  side  of  the 


Va/ve  Root 


Line  of 
'stroke 


Fio.  298. — Joy  gear. 


Fio.  299. — Doble  gear. 

shaft  as  the  crank,  therefore  for  outside  admission  the  reversing  link  must 
be  between  the  point  D  and  the  valve  rod. 

The  Hackworth,  Marshall  and  Joy  gears  have  constant  lead;  but 
variable  lead  could  be  obtained  as  with  the  Walschaert  gear  by  causing 
the  angle  between  the  oent^  line  of  action  of  the  eccentric  rod  and  the 
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line  of  stroke  to  be  slightly  different  from  90  degrees.    The  Bilgram  dia- 
gram for  these  gears  is  the  same  as  for  the  Walschaert  gear. 

The  Doble  reversing  gear^  used  on  the  Doble  steam  car,  is  like  the  Joy 
gear  with  links  AC  and  CB  omitted,  the  eccentric  rod  being  attached  at 
A  on  the  connecting  rod.  The  link  block  slides  in  a  straight  line,  being 
like  the  Hackworth  gear  in  this  respect;  it  is  practically  the  same  as  the 
Hackworth  gear  with  the  eccentric  replaced  by  the  connecting  rod  attach- 
ment at  Ay  Fig.  299.  The  valve  has  inside  admission.  The  Doble  engine 
is  a  unifiow  engine,  so  that  the  gear  controls  the  steam  valves  only. 

INTERNAL-COICBUSTION  ENGINES 

150.  Cam  Gears. — General  arrangements  of  cam  gears  may  be  seen  in 
Chap.  V.  The  design  of  cams  in  general  may  be  found  in  books  on  mech- 
anism, but  application  will  be  made  to  two  cases.     The  first  thing  to  be 


Cy/fn<pfeK    ^     ^^1 — 


Fia.  300. 


determined  is  the  valve  timing,  and  Fig.  300  gives  the  position  of  the 
crank,  assuming  a  horizontal  engine.  Fig.  301  shows  the  timing  laid 
off  on  rectified  crank  circles,  two  revolutions  being  required  for  the  4- 


'M^a 


H 
0<^ 


£j(pcinsfon 


Exhaust 


--> 


^ucrton 


leo' 


H 
360^ 

Fig.  301. 


Compre^sforr 


S40' 


720^ 


cycle  engine.  The  letters  H  and  C  denote  head  and  crank  ends  of  the 
stroke  respectively.  Fig.  302  shows  a  timing  diagram  referred  to  the 
cam  shaft,  being  curves  of  cam  rise  on  a  rectified  zero  circle  of  the  cam. 


VALVES  AND  VALVE  GEARS 


449 


As  the  cam  makes  one  revolution  per  cycle,  the  angles  e  and  i  are  one- 
half  the  angles  E  and  /  respectively.    It  may  be  assumed  that  the  cam 
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Fio.  302. 


roller  travels  in  the  direction  of  the  arrow,  the  letters  H  and  C  indicating 
the  corresponding  positions  of  the  crank. 

Table  66  gives  values  of  E  and  /  taken  from  various  sources.     The 


Fio.  303. 
Table  66 


High-speed  {Power,  Ckst.  13,  1914) 


Roberts'  Handbook 
LArge,  slow-speed 
Small,  medium-  or  slow-speed 
Small,  high-speed 

Hruce- Macbeth 

Oontinental  4-cylinder  truck 
Continental  6-cylinder  auto 
Racing  engine 

Low-speed  {Power,  Oct.  13,  1914) 30.0 


20 
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negative  sign  indicates  that  the  event  occurs  after  the  dead  center  at 
which  it  is  theoretically  supposed  to  occur. 

The  method  of  drawing  the  piston  velocity  curve  is  given  in  Chap. 
XVI;  the  radius  of  the  crank  circle  may  be  taken  equal  to  the  rise  of  the 
cam  roller,  giving  a  curve  of  prop)er  scale  to  be  transferred  to  the  cam 
layout  for  comparison.    This  is  shown  in  Fig.  303. 

Using  Fig.  302,  as  a  guide.  Fig.  304  is  drawn  for  the  exhaust  cam  with 
roller.  The  cam  rise  is  denoted  by  A,  the  radius  of  the  base  circle  of  the 
cam  by  R  and  the  radius  of  the  roller  by  r.  The  following  proportions 
are  used  in  Fig.  304: 

R  =  2h,r  =  0.6/?  =  1.2A. 

It  may  be  assumed  that  the  cam  roller  rotates  clockwise  while  the 
cam  is  stationary.     The  engine  crank  passes  through  positions  H  and  C 


Fio.  304 — Exhaust  cam  with  roller. 


Fio.  305. — Inlet  cam  with  roller. 


(Fig.  303)  coincident  with  the  passing  of  the  center  of  the  cam  roller 
through  positions  so  marked  on  Fig.  304.  If  a  separate  spring  is  used 
to  return  the  push  rod  and  other  mechanism  transmitting  motion  to  the 
valve  stem,  the  cam  roller  rides  on  the  cam  body  of  radius  i?,  the  clearance 
k  being  between  the  push  rod  and  valve-stem  lever.  According  to  G.  W. 
Meunch  in  Power j  Oct.  13, 1914,  k  should  be  about  ^-^2  in.,  and  somewhat 
more  for  large  engines;  the  clearance  should  be  adjusted  when  the  engine 
is  hot.  For  small  engines  with  very  high  speed  the  clearance  is  some- 
times made  less. 

In  drawing  the  cams  the  center  of  the  roller  is  placed  at  the  opening 
and  closing  angles  as  shown;  the  cam-rise  lines  are  then  drawn  tangent 
to  the  base  circle  and  roller  circle  as  shown.  The  circular  arc  forming  the 
crown  of  the  cam  is  then  drawn,  and  joined  to  the  tangent  lines  with  a 
radius.     This  curve  may  be  transferred  to  the  roller-center  circle  as 
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shown.    The  velocity  curve  may  be  laid  ofif  on  this  circle,  care  being 

taken  to  place  the  crank-end  of  the  curve  (the  low  end)  at  the  point 

marked  C    If  desired  the  velocity  curve  may  be  transferred  to  the 

base  circle  as  ^own  by  heavy  dotted  line.     Curves  A  are  the  velocity 

curves. 

It  may  be  seen  that  the  clearance  k  influences  the  form  of  the  cam, 

a  small  clearance  causing  the  valve  to  open  and  close  more  slowly. 
Fig.  305  is  the  inlet  cam  drawn  in  the  same  manner.     Due  to  the 

opening  of  the  valve  after  dead  center  is  passed,  the  cam  curve  lies  below 

the    velocity    curve    at   first. 

The  cam  curve  B  tends  to  cor-  ^"^  A^— 

rect  this,  but  the  curve  shown 

at  Z)  is  the  curve  used,  as  the 

cost  of  production  is  less. 
A  type  of  cam  much  used 

for  small  engines  has  a  push 

rod  with  mush-room  head  with 

a    hardened    steel   face.    Ex- 
haust   and    inlet    cams    are 

drawn   together   in   Fig.  306. 

The  form  of  the  cam  is  quite 

different,  and  the  opening  and 

closing  are  more  rapid.     The 

push  rod  is  held  against  the  cam  by  a  spring,  the  clearance  being  between 
the  push  rod  and  valve  stem  or  lever. 

MuUi-cylinder  Gears, — The  usual  order  of  firing  for  multi-cylinder  en- 
gines is  given  in  Par.  106,  Chap.  XVI.  There  is  some  difference  of  opinion 
r^^rding  the  S^ylinder  engine.  Considering  cylinder  No.  1  at  the  front 
of  the  car  and  the  driver's  right  as  R,  the  usual  order  of  firing  is:  1-L, 
2-/2,  3-L,  1-/?,  4-L,  3-/?,  2-L  and  4-ft.  The  Gas  Engine,  April,  1915,  gives 
for  the  "Ferro:"  1-L,  3-/?,  3-L,  4-ft,  4-L,  2-/?,  2-L  and  1-ft;  it  quotes 
the  reason  as  follows:  ''(1)  Because  two  successive  impulses  acting  on 
one  crank  pin  has  substantially  the  effect  of  a  prolonged  impulse  with  the 
average  thrust  in  a  vertical  line,  and  since  all  shaft  and  crank-pin  bearings 
are,  or  should  be  split  in  a  horizontal  plane,  it  is  right  that  the  thrust 
should  be  as  nearly  as  possible  at  right  angles  to  the  path  of  the  split. 
(2)  If  the  spark  is  advanced  too  far,  and  No.  1  left  fires  too  early  after 
No.  1  right,  it  is  apparent  that  this  will  set  up  no  crank-shaft  strains 
whatever,  but  if  No.  4  left  followed  No.  1  right,  a  too  early  ignition 
means  an  opposed  torque  tendency  at  the  opposite  ends  of  the  crank 
shaft." 


FiQ.   306. — Inlet   and  exhaust   cams — ^mushroom 

type. 


^1. 


452 


DESIGN  AND  CONSTRUCTION  OF  HBAT  ENGINES 


161.  Eccenlric-and-cam  Gear. — Trial  and  error  must  be  used  in 
•C  (determiuing  the  beet  form  of  cam  and  the  proper  lift.  The  diagram  of 
Fig.  265  may  be  employed  for  the  crank  and  eccentric  as  seen  in  Fig.  307. 
The  eccentric  circle  may  be  assumed,  and  the  angles  determined;  then 
the  proper  dimensions  may  be  found  by  trial.  The  movement  of  the 
eccentric  rod  required  to  give  full  valve  lift  is  equal  to  h  when  thepropv 
scale  is  found.  H-0  is  a  reference  line,  or  center  line  of  an  imaginary 
crank,  revolvii^  at  the  speed  of  the  lay  shaft  (J^  the  speed  of  the  engine 
shaft),  and  passing  through  points  marked  H  and  C  as  the  engine  crank 
passes  bead-  and  crank-end  dead  centers  respectively,  thus  locating  tlie 
eccentric  position  for  any  position  of  the  ei^ine  crank.  The  diameter 
H-ti  Ues  on  a  line  joinii^  the  lay-shaft  center  with  the  center  of  motion 


of  the  cam  end  of  the  eccentric  rod,  the  side  on  which  h  lies  being  awA- 
from  the  cam  if  there  is  tension  in  the  eccentric  rod  in  opening  tt=B 
valve. 

162.  Valve  springs  may  be  calculated  by  the  chart  and  formula 
of  Par.  132,  Chap.  XIX,  using  Pi  for  the  spring  tension  when  the  valve     - 
seated,  Pi  when  wide  open  and  m  for  the  valve  lift  A,  or  the  spring  d.^ 
flection  under  any  circumstances.     Further  let: 
z  =  weight  of  valve  and  other  parts  to  be  moved  by  spring. 
N  =  r.p.m.  of  engine. 

Tt  =  ratio  of  time  required  to  close  valve,  to  time  required  per  stroke- 
Then  the  force  required  to  accelerate  the  valve  is: 
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Che  force  required  to  hold  the  valve  agaiuet  suction  is: 

D  is  the  cylinder  diameter  in  inches  and  p  the  maximum  suction 
n  lb.  per  sq.  in.,  and  which  may  be  from  5  to  9  lb.  The  larger  of  the 
•wo  values  of  Pi  should  be  used.  A  good  value  of  Pi/Pi  is  about  1.15, 
)ut  this  may  be  increased  when  it  gives  a  larger  number  of  coils  than  is 
x>nvement. 

153.  Two-cycle  Engines. — The  piston  forms  the  valve  with  this 
;ype,  and  as  the  ports  are  opened  only  near  the  end  of  the  stroke,  the 
ame  principles  do  not  apply  to  timing  and  port  opening.  It  has  been 
(tated  that  the  width  {measured  along  the  stroke)  should  be  from  9  to 
13  per  cent,  of  the  stroke  and  the  exhaust  port  from  20  to  22  per  cent., 
and  each  should  extend  around  90  degrees  of  the  circumference.  This 
was  given  especially  for  heavy  oil  engines,  but  probably  applies  as  well 
to  gasoline  engines. 

154.  Reversing  Gears. — There  are  various  reversing  gears  used  on 
internal-combustion  engines,  especially  on  Diesel  engines  used  for  ship 


Fig.  308  shows  one  type  used  on  Diesel  engines,  in  which 
here  are  two  cam  shafts,  either  of  which  may  be  in  gear. 

16B.  Ignition  and  Fuel  Regulation. — High-tension  is  largely  used. 
In  this  type  the  sparking  and  timing  apparatus  is  not  usually  made  by 
the  engine  builder  so  space  will  not  be  taken  to  describe  it. 

With  low-tension  or  mako-and-break  ignition  there  are  moving  parts 
wiinecled  with  the  engine,  so  a  brief  description  will  be  given.  This 
^JTiPisused  for  large  gas  engines  and  sometimes  for  small  kerosene  engines. 
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An  igniter  block  from  The  Gas  Engine  is  shown  in  Fig.  309  which  is 
almost  self  explanatory.  This  must  be  operated  by  some  form  of  trip 
mechanism  which  may  be  properly  timed.  Diagrams  of  two  methods 
are  given  in  Fig.  310.  Timing  may  be  changed  in  the  upper  method  by 
raising  or  lowering  the  roller  a  and  this  may 
be  under  governor  control  if  desired.  In  the 
lower  figure  the  cam  may  be  advanced  or  re- 
tarded. The  crank  6  and  cam  c  run  at  half 
the  engine  speed. 

Fuel  regulation  of  gas  engines  and  light-oil 
engines  is  commonly  done  by  throttling;  for 
the  latter  the  carbureter  is  used,  and  this  is 
not  usually  designed  or  manufactured  by  the 
engine  builder.    The  subjects  of  ignition  and 


Fm.  306- — Isniter  block. 


carburetion  are  too  extensive  to  attempt  a  treatment  in  a  book  of  this 
kind  and  are  omitted.  For  gas  engines  the  r^!;ulation  usually  depends 
upon  a  mixing  valve  controlled  by  the  governor  and  this  is  shown  in 
Chap.  XIX. 


Fio.  310. 


The  Jacobson  Gas  Engine  Co.  use  a  form  of  trip  gear  and  this  is  shown 
in  Fig.  311. 

Oil  fuel  regulation  is  accomplished  in  several  ways.  Figs.  312  to  314, 
taken  from  Journal  of  A.S.M.E.  show  three  methods  used  with  Diesel 
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Fig,  311. — .Iiipubaon  releaaing  Bear. 
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engines.    In  all  cases  the  governor  rises  for  light  loads  when  less  fuel  is 
required;  the  principle  of  operation  may  be  easily  seen. 

A  regular  Diesel  spray  nozzle  is  shown  in  Fig.  315.    Oil  is  delivered 

under  pressure  between  perforated  plates  by  a 
small  passage;  when  the  fuel  valve  is  opened, 
high-pressure  air  enters  at  A  and  sprays  the 
oil  into  the  cylinder. 

An  open  nozzle  for  a  Diesel  engine  is  shown  in 
Fig.  316.  Oil  is  pumped  in  during  the  suction 
stroke  against  no  pressure;  it  is  then  sprayed 
into  the  cylinder  when  the  fuel  valve  is  opened. 
It  is  claimed  by  some  that  this  type  of  nozzle 
will  not  foul  as  easily  as  the  closed  nozzle. 

166.  The  Sleeve  Motor  Gear. — The  best 
diagram  for  designing  this  gear  is  doubtless  the 
rectangular  diagram  on  the  rectified  ciank  circle. 
Two  revolutions  of  the  crank  are  required.  The 
author  does  not  have  the  measurements  for  this 
engine,  so  the  diagram  of  Fig.  317  is  only  assumed. 
The-  piston  displacement  curve  is  given  above, 
assuming  a  connecting  rod  4  cranks  long.  The 
valve-displacement  curves  neglect  the  angularity 
of  the  eccentric  rods,  but  this  may  easily  be 
accounted  for  if  desired.  Considerable  "cut- 
Fio.  314.— Changing  stroke  and-try "  is  necessary,  and  it  is  best  to  draw  the 
o  pump.  valve  curves  separately  on  tracing  cloth.     Valve- 

opening  curves  are  compared  with  piston  velocity  curves  (dotted),  laid 
off  on  a  rectified  crank  circle. 
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Fio.  315. —  Diesel  fuel  no»le  and  valve. 


Different  arrangements  may  be  made  to  give  the  same  valve  timing; 
by  trial,  an  arrangement  may  be  obtained  which  will  give  the  best  results, 
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and  this  has  doubtless  been  done  in  the  Willys-Overland  engines 
although  this  method  may  not  have  been  used.  Fig.  317  is  given  to 
show  its  utility  io  problems  of  this  kind. 


FiQ.  316. — Open  type  of  fuel  noiile. 


Flo.  317. — Beclangular  diaKram  Cor  sleeve 


157.  DetaflB  from  Practice. — Some  idea  of  valve  gears  may  be  had  from 
ChapB.  in  and  V,  and  their  connection  with  the  governor  in  Chap.  XIX, 
but  a  few  details  will  be  given  in  this  paragraph. 
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Fia.  319.— Corliaa  valvcH  and  Bt 


Flu.  320. — Bonuets  for  Corliu  ralvea. 
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Fro.  321. — BasB-Corliu  duhpot. 


Fro.  322. — Leoti  poppet  valve. 
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Fig.  318  is  a  simple  fixed  eccentric ;  the  eccentric  is  split  for  convenience 
in  placing  on  the  shaft,  and  the  strap  is  necessarily  split  for  placing  over 
the  eccentric,  and  it  also  serves  for  making  adjustment. 
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Fig.  323. — Franklin  automobile  engine  valves. 

Fig.  319  shows  the  valves  and  stems  for  the  20  in.  Corliss  engine  for 
which  the  diagram  was  designed,  and  Fig.  320  shows  the  bonnets. 

Fig.  321  is  the  dashpot  used  by  the  Bass  Foundry  and  Machine  Co. 
It  is  adjustable  for  vacuum  and  cushion. 
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FiQ.  324. — Bruce-Macbeth  gas  engine  valves. 

Fig.  322  shows  a  poppet  valve  used  on  the  Lentz  superheated-steam 
engine. 

Fig.  323  shows  the  valves  of  the  Franklin  Automobile  Engine,  and  Fig. 
324  and  Fig.  325  the  valves  and  cages  respectively  of  the  Bruce-Macbeth 
gas  engine. 
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PART  VI— MACHINE  DESIGN 

CHAPTER  XXI 
GENERAL  CONSIDERATIONS 

168.  Introduction. — ^In  this  chapter  are  discussions  of  a  few  of  the 
fundamentals  of  machine  design,  being  introductory  to  the  chapters  which 
follow,  obviating  the  necessity  of  interruption  in  the  way  of  derivation 
of  fundamental  formulas  before  they  may  be  applied  to  specific  cases. 

This  is  not  intended  as  a  treatment  of  the  mechanics  of  materials  or 
applied  mechanics;  on  the  other  hand,  some  knowledge  of  these  subjects 
is  assumed,  but  in  the  absence  of  such  knowledge  the  working  formulas 
given  may  be  used  without  the  ability  to  follow  their  derivation. 

In  the  use  of  all  formulas  in  machine  design  it  is  assumed  that  all 
material  is  homogeneous,  isotropic  and  free  from  intemal*strains,  a  condi- 
gn of  things  never  fully  realized. 

In  this  chapter,  as  each  paragraph  deals  with  a  separate  subject,  the 
notation  does  not  apply  outside  the  paragraph  in  which  it  is  used,  al- 
though as  far  as  practicable  it  is  kept  imiform. 

169.  Rational  machine  design  consists  in  so  distributing  the  material 
used  in  noiachine  parts  that  economy  in  construction,  effectiveness,  safety 
BXiA  durability  may  result.     This  does  not  of  necessity  imply  the  use  of 
rational  or  theoretical  formulas,  but  a  rational  application  of  the  formu- 
las which  most  correctly  express  the  behavior  of  materials  when  subjected 
to  the  loading  under  consideration.     Indeed,  we  may  go  a  step  farther 
in  the  case  of  machine  parts  in  which  the  acting  force  is  indeterminate,  or 
the  shape  of  the  section  such  that  a  correct  estimate  of  stress  relations 
is  impossible;  and  for  which  empirical  formulas  are  sometimes  used  which 
have  been  foimd  by  long  experience  to  give  proper  strength  and  rigidity. 
This  method,  when  used  by  experienced  and  skillful  designers,  can  hardly 
be  called  irrational.     However,  whenever  possible,  a  more  rigid  analytical 
treatment  is  more  satisfactory,  even  though  all  factors  involved  are  not 
accurately  known;  this  results  in  working  formulas  of  a  more  general 
character;  then  numerial  values  may  be  assumed  for  the  factors  which 
are  constant  under  a  given  set  of  conditions  (these  to  be  based  upon  ex- 

463 


464      .        DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

perience  or  the  best  judgment  of  the  designer),  and  the  formulas  may 
often  be  reduced  to  a  single  constant  with  perhaps  one  or  two  variables. 
In  this  simple  form  the  constant  is  readily  compared  with  that  obtained 
from  successful  machines  of  the  same  class,  operating  under  similar  con- 
ditions; but  in  case  of  disagreement,  judgment  must  not  be  too  hasty  in 
favor  of  the  existing  machine. 

In  all  machine  design,  system  and  uniformity  of  practice  should  be 
maintained  From  time  to  time,  in  the  light  of  new  knowledge  gained 
by  experience  or  from  the  published  investigations  of  experts,  it  may  be 
necessary  to  change  values,  but  the  indiscriminate  and  capricious  vary- 
ing of  constants  by  designers  is  as  unsatisfactory  as  it  is  unscientific,  and 
leaves  no  reference  point  from  which  to  measiu*e  progress. 

The  determination  of  proper  bearing  pressures  and  working  stresses 
is  of  paramount  importance  in  rational  design.  Bearing  pressures 
depend  entirely  upon  judgment  and  experience;  working  stresses  or  unit 
loads,  with  which  this  discussion  is  concerned,  have  been  determined 
partly  by  experience  and  partly  from  laws  deduced  from  tests  of  materials. 

By  working  stresses  and  unit  loads  are  meant  those  values  used  in 
formulas  for  design,  under  the  assumption  of  simple  loading  upon  which 
the  derivation  of  the  formula  rests.  They  are  properly,  in  many  cases, 
only  factors  of  design,  the  actual  stresses  diflfering  greatly  from  them. 
The  more  simple  the  loading  or  thorough  the  analysis,  the  more  nearly 
will  the  assumed  stress  approach  the  actual  maximum  stress. 

Working  Stresses  and  Factors  of  Safety. — ^It  has  never  been  considered 
safe  to  use  a  working  stress  just  inside  the  stress  causing  rupture,  so  a 
factor  of  safety  has  always  been  employed.  Formerly  this  was  an  arbi- 
trary value  and  often  took  no  accoimt  of  the  manner  in  which  the  load 
was  applied.  It  is  now  customary  to  assume  working  stresses  which  have 
been  proven  by  practice  to  be  satisfactory.  These  are  usually  determined 
with  reference  to  some  property  of  the  material,  such  as  the  elastic  limit. 

The  statement  often  made  that  there  is  no  fixed  rule  governing  the 
selection  of  a  working  stress  is  as  unsatisfactory  as  it  is  true;  however, 
the  results  of  Wohler's  tests  on  the  fatigue  of  materials  under  various 
forms  of  loading  furnish  a  means  of  checking  the  values  of  working  stress 
in  common  use  in  a  partially  rational  manner  at  least.  These  experi- 
ments were  upon  wrought  iron  and  steel,  and  the  laws  deduced  therefrom 
may  be  considered  strictly  applicable  only  to  ductile  materials  having 
approximately  the  same  properties. 

Fatigue  tests  for  the  purpose  of  comparing  different  kinds  of  steel 
have  more  recently  been  made  in  which  the  stress  used  was  considerably 
beyond  the  elastic  limit,  actually  bending  the  test  pieces  to  a  point  of 
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permanent  set  at  each  repetition  of  the  load.  These  tests  showed  the 
excellence  of  a  certain  steel  greatly  to  the  disparagement  of  other  high- 
grade  steels;  and  there  is  no  doubt  that  in  case  of  miscalculation  or  acci- 
dent, steel  showing  high  fatigue  values  under  these  tests  would  resist 
failure  imder  such  abuse  better  than  that  with  which  it  was  compared; 
but  while  there  is  a  feeling  of  safety  in  the  use  of  material  which  will' 
best  withstand  the  most  vigorous  tests,  the  author  doubts  if  the  tests 
mentioned  alter  the  applicability  of  the  laws  deduced  from  the  older  tests, 
to  rational  design. 

From  a  discussion  of  many  experiments  on  repeated  stresses  by  Woh- 
ler  and  others,  Prof.  Merriman  (Mechanics  of  Materials)  states  the  fol- 
lowing laws: 

1.  The  rupture  of  a  bar  may  be  caused  by  repeated  applications  of  a  unit 
stress  less  than  the  ultimate  strength  of  the  material. 

2.  The  greater  the  range  of  stress,  the  less  is  the  unit  stress  required  to  produce 
rupture  after  an  enormous  number  of  applications. 

3.  When  the  unit  stress  in  a  bar  varies  from  zero  up  to  the  elastic  limit,  an 
enormous  number  of  applications  is  required  to  cause  rupture. 

4.  A  range  of  stress  from  tension  into  compression  and  back  again,  produces 
rupture  with  a  less  number  of  applications  than  the  same  range  of  stress  of  one 
kind  only. 

5.  When  the  range  of  stress  in  tension  is  equal  to  that  in  compression,  the 
unit  stress  that  produces  rupture  after  an  enormous  number  of  repetitions  is  a 
little  greater  than  one-half  the  elastic  limit. 

Prof.  J.  B.  Johnson  (Materials  of  Construction),  discussing  numerous  stress 
diagrams  for  steel,  reaches  certain  conclusions,  some  of  which  may  be  added  to  the 
laws  just  given,  and  are  as  follows: 

6.  The  "apparent  elastic  limit"  is  found  between  60  and  70  per  cent,  of  the 
ultimate  strength  in  tension. 

7.  The  "apparent  elastic  limit"  in  compression  is  practically  the  same  as  that 
in  tension. 

8.  The  ultimate  strength  in  compression  is  practically  equal  to  the  "apparent 
elastic  limit.'' 

Prof.  Johnson  refers  to  a  column  test  on  p.  360  of  Materials  of  Construction 
which  confirms  this  third  statement  (Law  8)  in  which: 

length  =  i  =  20. 


least  radius  of  gyration      r 

All  authorities  do  not  agree  with  this  statement,  nor  do  all  tests  confirm 
it,  especiaUy  for  smaller  values  of  Z/r,  but  it  is  on  the  side  of  safety  and 
will  be  assumed  as  true  in  the  following  discussion. 

The  term  "apparent  elastic  limit"  used  by  Prof.  Johnson,  also  called 
by  him  the  ''oommercial  elastic  limit,"  refers  to  the  elastic  limit  in  ordi- 
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nary  use,  in  distinction  from  the  **true  elastic  limit"  or  "limit  of  propor- 
tionality, "  which  is  somewhat  less  than  the  elastic  limit. 
Stress  is  produced  in  engine  parts  in  three  ways,  as  follows: 

1.  Static  stress  J  produced  by  an  unchanging  load. 

2.  Repeated  stressy  produced  by  a  constant  repetition  of  all  or  a  part 
of  the  load,  producing  stress  of  one  kind,  tension  or  compression.  The 
limiting  case  is  expressed  by  Law  3,  the  stress  ranging  from  zero  to 
maximum. 

3.  Reversed  stress,  which  changes  from  tension  to  compression.  The 
limiting  case  is  given  by  Law  5,  in  which  the  tension  equals  the  compres- 
sion. 

Formulas  expressing  Wohler's  results  may  be  found  in  the  works 
already  referred  to.  The  limiting  cases  given  by  Laws  3  and  5  are  the 
most  important,  intermediate  conditions  being  few,  or  seldom  known  with 
accuracy  in  engine  design. 

Let  Su  =  the  ultimate  strength  of  the  material  in  lb.  per  sq.  in. 
Sb  =the  elastic  limit  in  lb.  per  sq.  in. 
n  =Sb/Su. 
Then  from  Laws  3,  5  and  8,  the  stress  at  failure  for  the  three  conditions 
are  given  in  Table  67. 

Table  67 


static 

Repeated 

Load 

Tension                Compression 

1 

Reversed 

1 

Stress Su 

1 

Se                        Se 

1 

.Sir/2 

Good  practice  dictates  that  under  no  condition  should  the  members 
of  a  machine  or  structure  be  strained  beyond  the  elastic  limit;  so  making 
the  maximum  static  stress  in  tension  equal  to  the  elastic  limit,  and  re- 
ducing the  other  values  in  the  same  proportion,  we  have  the  values  of 
Table  68. 

Table  6S 


Load 

Static 

Repeated 

T%  _                            « 

1 

Tension          ,      Compression 

Reversed 

Stress 

Se  —  nSu                 tiSe 

nSE 

""Se 

2   ' 
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This  undoubtedly  places  the  Uve  load  stresses  well  withm  the  limit  of 
proportionaUty.  Taking  the  elastic  Umit  as  the  basis  of  stress  measure- 
ment for  ductile  materials,  in  which  this  property  is  as  well  defined  as 
any  other,  we  may  consider  the  first  factor  of  safety  /i,  as  the  ratio  of  the 
elastic  limit  to  the  values  given  in  Table  68.  For  tension,  with  different 
values  of  n,  /i  is  given  in  Table  69. 

Table  69 


Lowl 

Static 

Repeated 

Reversed 

n=  n 

1/n 

2/n 

n=0.5 

2.00 

4.00 

/. 

n=  0.6 

1.67 

3.34 

n  =  2/3 

1.50 

3.00 

n=  0.7 

• 

1.43 

2.86 

Selecting  the  value  of  /i  when  n  =  %  gives  a  dead-load  factor  which 
will  bear  a  greater  ratio  to  the  Uve-load  factor  than  if  a  smaller  value  of  n 
were  assumed;  and  since /i  is  based  on  the  elastic  limit,  this  assumption 
is  more  apt  to  place  the  static  stress  within  the  elastic  Umit  when  the  live- 
load  stresses  are  within  the  limit  of  proportionality.  Values  of  /i  for 
the  different  ways  of  producing  stress  are  given  in  Table  70. 

Table  70 


Load 

Static 

Repeated 

Reversed 

Tension 

Compression 

h 

1 

1.5 

1.5 

3 

On  account  of  some  imcertainty  as  to  just  what  constitutes  the  elastic 
limit,  this  factor  /i  may  be  said  to  insure  stresses  within  the  point  of 
possible  failure  when  the  commercial  elastic  Umit  is  used  as  a  basis.  If 
the  material  is  furnished  by  specification  or  the  properties  known  from 
test,  fi  should  provide  against  failure  for  the  appUcations  of  load  given. 
It  is  usually  better  to  increase  the  factor  somewhat,  as  the  properties  of 
any  grade  of  material  vary  more  or  less,  and  in  many  cases  the  material 
is  known  only  in  a  general  way  by  the  designer.  The  factor  /i  may  then 
be  multiplied  by  a  second  factor  /a.  For  general  engine  design  a  practical 
value  for  this  may  be  taken  as: 

/2   =   2. 

In  cases  where  lightness  is  imperative,  or  where  strains  due  to  high  tem- 
perature might  be  increased  by  thicker  metal,  this  factor  may  be  de- 
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creased,  approaching  unity  if  the  properties  of  the  material  are  well 
known. 

Uneven  distribution  of  stress,  initial  stress  due  to  tightening  nuts  or 
driving  keys  (and  greater  than  the  calculated  stress  caused  by  the  working 
load),  or  other  straining  actions  not  easily  calculated,  may  be  provided 
for  by  a  third  factor  /s. 

Suddenly  Applied  Loads. — ^If  the  full  load  were  applied  instantane- 
ously but  without  shock,  it  is  shown  in  treatises  on  applied  mechanics 
that  the  stress  produced  is  double  that  caused  by  the  same  load  gradually 
applied.  Prof.  Unwin  says  that  "practical  cases  rarely  i^proximate  to 
these  conditions." 

Shock. — This  may  be  caused  by  lost  motion  being  suddenly  taken  up. 
Even  with  badly  worn  bearings  where  there  is  a  perceptible  "knock," 
it  is  probable  that  but  a  small  percentage  of  the  maximum  load  on  any 
part  is  applied  as  sudden  load  or  shock. 

Factor  of  Judgment. — Provision  for  sudden  load  and  shock,  and  for 
other  unknown  straining  actions  may  be  included  in  the  third  factor  /s 
just  mentioned.  It  is  obvious  that  this  is  more  nearly  a  factor  of  judg- 
ment and  experience  than  the  others. 

The  total  factor  of  safety  is  then  a  product  of  the  three  factorSy  or: 

/  =  /1/2/.  (1) 

The  factor  /i  may  be  assumed  as  a  fixed  minimum  limit;  ft  may  vary 
according  to  the  accuracy  with  which  the  elastic  limit  of  the  material  is 
known,  but  will  be  taken  as  2,  as  previously  stated,  for  ordinary  engine 
work.    The  product  of  /i  and  ft  may  be  taken  as  a  standard  factor  f^,  or: 

fA  =  /1/2  (2) 

This  suits  all  cases  for  simple  applications  of  stress  given  in  Table  71. 


Table  71 


Load 

SUtio 

Repeated 

Tension 

CompjreeBion 

Reversed 

/a 

2 

3 

3 

6 

For  the  cases  of  irregular  loading  just  given,  /^  must  be  multiplied  by 
the  factor  of  judgment  /a,  or: 

/  =  USa  (3) 

In  the  design  of  engine  details  which  follows,  practical  working  stresses 
for  ordinary  conditions,  based  largely  upon  experience,  have  been  assumed ; 
from  these  the  total  factor  has  been  found,  and  by  using  fj,  as  given  in 
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Table  71,  the  value  of /a  was  obtained.    If  S  is  the  working  stress  assumed 
and  Sb  the  elastic  limit : 

id  K 

/  =  -^  =  /a/s 

or: 

/•  -  ts  » 

This  method  seems  to  place  the  cart  before  the  horse,  but  as  both  S 
and  /a  depend  upon  experience  and  judgment,  one  serves  as  a  check  upon 
the  other,  no  matter  which  is  first  selected. 

The  less  accurate  the  analysis,  the  greater  must  /s  be.  In  the  use  of 
formulas  which  err  largely  on  the  side  of  safety,  such  as  most  of  those  for 
flat  plates,  the  factor  of  judgment  may  be  reduced;  but  when  there  are 
several  theories  giving  results  differing  considerably,  as  in  the  case  of  com- 
bined bending  and  torsion,  the  selection  of  the  least  safe  formula  offset 
by  a  large  factor  of  safety  is  ill  advised. 

The  use  of  such  formulas  is  sometimes  based  upon  their  apparent 
agreement  with  tests  to  destruction,  but  working  loads  never  impose  these 
conditions  upon  the  material,  and  such  tests  are  no  measure  of  its  fatigue- 
resisting  properties  It  is  better  in  such  cases,  when  the  limit  of  elastic 
strength  cannot  be  determined  by  test,  to  adopt  the  safest  rational  for- 
mula, selecting  the  factor  of  safety  as  for  more  simple  cases  of  straining 
action. 

A  thorough  analysis  of  even  the  best  designs  would  disclose  deviations 
from  the  assumptions  made  in  the  derivation  of  the  formulas  and  selection 
of  working  stress.  Though  a  quantitative  analysis  is  often  impracticable, 
a  study  of  the  kind  of  strains  possible  through  a  lack  of  exact  conformity 
to  a  design  by  the  shop,  will  assist  in  making  assumptions  and  in  deter- 
mining the  nominal  working  stress;  but  no  matter  how  thoroughly  we 
study,  in  the  end  the  factor  of  safety  will  always  be  an  absolute  necessity, 
although  sometimes  considered  to  reflect  upon  the  ability  of  designers. 

In  applying  Table  71  to  beams,  the  factor  for  static  load  may  be  taken 
the  same  as  for  tension.  When  the  beam  is  long  and  unsupported  later- 
ally, there  are  a  number  of  formulas  which  have  been  devised  to  limit  the 
load.    This  comes  under  structural  design  but  is  worthy  of  consideration. 

Cast  iron  and  other  brittle  materials,  having  no  marked  elastic  limit, 
the  factor  of  safety  must  be  based  upon  the  ultimate  strength;  but 
shrinkage  strains,  and  the  possibility  of  unsound  castings  necessitate  t  he 
exercise  of  a  good  deal  of  judgment. 

Under  ordinary  conditions  a  factor  of  4  for  static  loads  may  be  con- 
sidered sufficient.    This  may  be  assumed  to  correspond  to  /a  just  found  for 
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ductile  materials,  with  the  exception  that  the  ultimate  strength  will  be 
used  as  a  basis  for  cast  iron.  In  the  absence  of  experimental  data  for 
repeated  and  reversed  stresses,  the  same  ratio  of  factors  may  be  assumed 
-as  for  the  ductile  materials.  Factors  for  cast  iron  are  given  in  Table  72, 
suitable  alike  for  tension  and  compression. 


Table  72 

Load 

Sutic 

—  - 

Repeated 

Reversed 

/.I 

4 

6 

12 

The  factor  fz  may  also  be  applied  as  already  given. 

As  the  compressive  strength  of  cast  iron  is  at  least  five  times  as  great 
as  the  tensile  strength,  it  may  perhaps  be  permissible  to  assume  that  the 
compressive  stress  may  be  five  times  J;he  tensile  stress  when  the  reversal 
factor  /a  is  used,  based  on  the  tensile  stress.  Or  for  reversed  stress  of 
equal  intensity,  the  compressive  stress  may  be  considered  as  one-fifth  of 
its  actual  value.  Then  from  the  chart  of  Fig.  326,  this  would  give  a 
standard  factor  /^  of  7.2  instead  of  12. 

When  cast  iron  is  used  where  failure  might  be  attended  with  disaster, 
as  in  steam  cyUnders,  the  factor  /j  should  be  increased  accordingly; 
on  the  other  hand,  high  temperature  in  gas  engine  cylinders  calls  for 
thinner  walls  with  a  consequent  higher  maximum  allowable  stress. 

The  materials  most  usually  subjected  to  stress  in  engines  are  forged 
machinery  steel,  steel  castings  and  iron  castings.  Wrought  iron  was 
formerly  much  used,  but  has  been  almost  entirely  superseded  by  steel, 
usually  in  the  form  of  forgings,  but  sometimes,  as  in  locomotive  frames, 
by  steel  castings.  The  elastic  limit  is  well  defined  in  steel  castings,  and 
factors  of  safety  may  be  applied  as  for  forgings. 

The  mechanical  properties  of  a  given  material  may  vary  with  the 
composition,  treatment,  form  and  size  of  specimen,  and  even  with  the 
method  of  testing.  They  are  not  always  the  same  in  tension  and  com- 
pression, but  except  in  the  case  of  cast  iron,  they  may  be  assumed  equal. 
The  values  given  in  Tables  73  and  74  are  safe  for  ordinary  engine  design. 

E  =  modulus  of  elasticity  in  tension  or  compression. 

Es  =  modulus  of  elasticity  in  shear. 

Sb  —  elastic  limit  in  tension  or  compression. 
Ses  =  elastic  limit  in  shear. 

Su  =  ultimate  strength  in  tension  or  compression. 
Sua  =  ultimate  strength  in  shear. 
Svit  =  modulus  of  rupture  in  bending. 

All  tjie  above  values  are  in  pounds  per  square  inch. 
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Table  73 


Material 


E 


Es 


Se 


Sbs 


Wrought  iron . . . 
Machinery  steel 
Steel  casting 


26,000,000 
29,000,000 
24,000,000 


10,000,000 

11,200,000 

9,200,000 


27,000 
38,000 
30,000 


21,000 
29,000 
23,000 


Table  74 


^M^A.        •_! 

E 

Es 

SU 

Sus 

Material 

Tension 

Compree- 
sion 

SUR 

Oast  iron 

12,000,000 

4,600,000 

16,000 

90,000 

18,000 

24,000 

For  static  shearing  stress,  the  same  factor  of  safety  may  be  used  as  for 
tension. 

Higher  speeds  in  engines  of  older  type,  the  extremely  highnspeed 
engines  used  in  automobiles,  airplanes,  etc.,  and  the  steam  turbine  have 
been  in  part  responsible  for  the  development  of  steels  of  higher  grade, 
and  the  properties  of  some  of  the  most  reUable  and  widely  used  will  be 
given  here. 

The  notation  is  as  follows: 


C  =  carbon 

P  =  phosphorus 

Mn  »  manganese 

Ni  =  nickel 

Si  B  silicon 

Cr  =  chromium 

S  »  sulphur 

V  =  vanadium 

Table  76,  from  the  Proceedings  of  the  American  Society  for  Testing 
Materials,  1905,  gives  specifications  for  carbon  and  nickel  steels.  C.A. 
denotes  carbon  steel  annealed;  CO.,  carbon  steel,  oil  tempered;  N.A., 
nickel  steel,  annealed,  etc.  The  elastic  limit  in  Table  75  is  taken  as  that 
point  at  which  the  proportionality  changes. 

For  bending  tests,  a  specimen  1  by  ^  in.  shall  bend  cold  180  degrees 
without  fracture  on  outside  of  bent  portion,  as  follows:  (a)  around  a  diam- 
eter of  H  in.;  (6)  around  a  diameter  of  1  in.;  (c)  around  a  diameter  of 
1)^  in.;  (d)  no  bending  test  required. 

Chemical  composition:  P  and  S  not  to  exceed  0.04  per  cent,  in  carbon 
or  nickel  steel,  oil  tempered,  or  0.05  per  cent,  in  locomotive  forgings. 
Mn  not  to  exceed  0.60  per  cent.    Ni  3  to  4  per  cent,  in  nickel  steel. 
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Table  75. — Specifications  for  Steel 


Steel  forgings 


Elongation 
in  2  in., 
per  cent. 


Reduc- 
tion in 
area, 
per  cent. 


Solid  or  hollow  forgings,  no  diameter  or  thickness 
to  exceed  10  in 

Solid  or  hollow  forgings,  diameter  not  to  exceed 

20  in.,  or  thickness  of  section  15  in 

Solid  forgings,  over  20  in 

Solid  forgings 

Solid  or  hollow  forgings,  diameter  or  thickness 

not  over  3  in 

Solid  rectangular  section,  thickness  not  over  6  in., 

or  hollow  with  walls  not  over  6  in.  thick 

Solid  rectangular  section,  thickness  not  over  10 

in.,  or  hollow  with  walls  not  over  10  in.  thick . . . 
Locomotive  forgings 


c 

37,500 

18 

C.A, 

40,000 

22 

N.A, 

50,000 

25 

C.A. 

37,500 

23 

N.A, 

45,000 

25 

C.A. 

35,000 

24 

N.A, 

45,000 

24 

CO. 

55,000 

20 

N.O. 

65,000 

21 

CO. 

50,000 

22 

N.O. 

60,000 

22 

CO. 

45,000 

23 

N.O. 

55,000 

24 

40,000 

20 

30  (c  J 
35(6) 
45(a) 
35(6) 
45(a) 
30(c) 
40(a) 
45(6) 
50(6) 
45(6) 
50(6) 
40(6) 
45(6) 
25(d) 


Bulletin  100  of  the  Bureau  of  Mines,  entitled:  Manufacture  and  Uses 
of  Alloy  Steels,  by  Henry  D.  Hibbard,  gives  much  valuable  information. 
Tables  76  to  78  give  some  selected  values  from  this  source. 

W850,  A538  indicates  that  the  sample  was  quenched  in  oil  at  860° 
C.  and  the  hardness  drawn  in  air  at  538°  C.     0926  denotes  quenchin^^ 
in  oil  at  a  temperature  of  926®  C. 

Nickel  Steels, — As  stated  by  the  author  of  the  bulletin  mentioned, 
nickel  steel  containing  3.25  to  3.5  per  cent,  of  nickel  and  known  fits 
ordinary  nickel  steel,  has  a  high  value  for  structural  purposes  such  as 
bridges,  gun  forgings,  machine  parts,  engine  and  automobile  parts,  aarf  ' 
any  similar  line  of  service  too  severe  for  simple  steels.    It  has  been  stated 
that  alloy  steels  possess  no  advantage  over  simple  steels  if  not  heat 
treated,  but  that  the  alloys  may  even  have  a  deleterious  effect;  but 
nickel  steel,  when  used  in  bridge  work,  is  used  in  the  natural  or  annealed 
condition,  when  the  additional  strength  and  ductility  is  due  only  to  the 
presence  of  the  nickel. 

Table  76  gives  the  composition  and  properties  of  ordinary  nickel 
steel,  and  it  may  be  seen  that  it  may  be  made  suitable  for  any  structural 
purpose  for  which  it  is  not  too  expensive. 

Nick^lr-chromium  Steels. — These  steels  are  perhaps  the  most  important 
structural  alloy  steels,  and  their  field  of  apphcation  is  continually  being 
enlarged.  They  are  seldom  used  in  any  but  a  heat-treated' condition. 
By  suitable  treatment  small  pieces  may  have  as  high  physical  properties 
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Tablb  76. — PROPERTiEa  OF  Ordinary  Nickel  Steel 


CompoKtion 

Elong.- 

ContHi,r 

Nr. 

C. 

Mn, 

Si. 

P. 

Ni. 

Condition 

Sg 

oSTt 

eaDt. 

,£r. 

™t 

per 

per 
cent. 

..nt. 

«nt. 

1  0.28 

0.57 

0.03 

0.02 

3.44 

Natur&l  state 

66,670 

21,2" 

50 

20.40 

0.64 

0.02 

O.Ol 

3.43 

Annealed 

51,400 

12. 4t 

33 

3,0.40 

0.55 

0.03 

0,01 

3.70 

Annealed 

56,060 

15,8t 

40 

40.20 
^0.20 
60.20 

0.65 

0,04 

0,04 

3,50 

Annealed 

43,000 

27.0 

62 

0.65 

0,04 

0,04 

3,50 

Wg50,  A638 

95,000 

20.0 

72 

0.65 

0.04 

0.04 

3  50 

W800,  A316 

140,000 

U.O 

61 

7,0.30 

0.65 

0,04 

0  (W 

3  ,50 

Annealed 

63,000 

27.0 

63 

SO, 30 
9' 0,30 

0.65 

0.04 

0.04 

3.50 

W800,  A593 

87,000 

25.0 

68 

0,65 

0.04 

0,04 

3.50 

W800,  A399 

123,000 

15,0 

57 

10  0.30 

0.65 

0,04 

0.04 

3.,» 

VV800,  A316 

187,000 

13.0 

57 

n  0.25 

0,74 

0,21 

0,01 

0,0: 

3.55 

W843,  A316 

177,000 

14.0 

60 

12  0,25 

1 

0.74 

0.21 

0,01 

O.OI 

3,, ^5 

W843,  A538 

117,000 

20.0 

67 

*In  Sin.     tin  18ft. 

as  any  known  steel,  and  with  any  elastic  limit  from  40,000  to  250,000, 
iiccompanied  by  ductility  that  is  high  as  compared  with  strength,  the 
ductility  naturally  lessening  with  increase  of  elastic  limit. 

Nickel-chromium  steel  may  be  made  some  cheaper  than  simple 
nickel  steel  of  the  same  strength  and  ductility,  as  it  contains  a  smaller 
amount  of  the  alloying  elements,  which  are  also  loss  expensive  than 
nickel.     Table  77  gives  the  properties  of  nickel-chromium  steels. 

Table  77. — Properties  of  Nickel-c^rohidm  Steel 


CompoMtion 

Condition 

Hk. 

in"a'id',?" 
per  cent. 

... 

C.       Mn,     Si, 
iwr  1  per     per 
eenl    oent-  j«Dl 

8. 
per 

P,      Ni.     Cr, 

»nt.|  «nt.|«nt 

ptroent. 

0,55 
0.18 
<t.l6 
0,15 

O.W 
O.Sfl 
0  II 
0.9B 

o,«e 
0  .w 

0,4i 

o.« 
0.34 

0.33 
0.32 

0.T4 
0.53 
0.41 
0.44 
0.44 
0.28 

0.34 

).ie 

0.0:1 
0.03 
0.03 

0,01 

0,02 
0,02 
0.01 

3.45 

i.M 
3.02 
2,02 

1.14 

I,. 
0.70 

CSS 

n  08 

Anneiled 
.'Vnneiilcd 

Fall  >i>c  eye 

W830,  A37t 
W830.  Asee 

W843!  A42T 

5i!oou 

8o!900 

175.000 
125,000 

120,000 

38 

7 

ao 

71 
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Chromium-vanadium  Steeh. — These  steels  are  the  latest  development 
and  have  gained  an  extensive  market.  They  are  much  like  chrome-nickel 
steels  but  have  a  greater  contraction  of  area  for  a  given  elastic  limit. 
They  are  much  ea.sier  to  machine;  a  chrome-vanadium  steel  with  an 
elastic  limit  of  150,000  lb.  may  be  machined  raindly,  while  a  chrome-  m'ckel 
steel  of  the  same  strength  would  quickly  dull  a  tool  if  out  at  the  same 
speed. 

Chrome-vanadium  steel  is  more  free  from  surface  imperfections  than 
other  steels  containing  nickel,  vanadium  improving  the  quality,  and 
though  vanadium  is  much  more  costly  than  nickel,  the  smaller  amoimt 
required  enables  chrome-vanadium  steel  to  compete  with  nickel-steel 
regarding  cost. 

Chrome- vanadium  steel  is  nearly  always  used  in  a  beat-treated  condi- 
tion, although  there  are  some  exceptions.  The  properties  of  chrome- 
vanadium  steel  are  given  in  Table  78. 


1 

LE  78. — Propebtieb  of  Chboub-vanadihu  Stbkl 

CompositioD 

Coodilion 

8«. 

^^^. 

No. 

Mn 

Si.       3,    1    P,      Cr.       V, 

ContractioB. 
perwBi. 

P« 

c£m 

eBnl  Mm.  TOat.|«ni.  MDt 

, 

t;; 

0.8* 

0.27 

0.030.  [H 

1.3U 

Nstuml  sUitc 

78,760 

28.1 

OSS 

o.w 

0 

O  02  0- 01 

1.17 

0  14 

0,8 

0 

32 

0.18 

0  74 

0  20 

N.luml  BUM 

il 

000 

43  0 

75  0 

0.30 

o^w 

0.90 

Annraled 

0.30 

06 

0.00 

0  IS 

000 

20. 0 

0.30 

0 

6b 

O.IO 

O.BO 

W8MP.  A4S4 

180 

400 

10.0 

Q.W 

O-M 

0 

*6 

0.02 

0-01 

1-00 

0.18 

O  890.  ABTB 

79 

000 

0.4O 

0 

75 

0.2(t 

fl-OI 

1  00 

O.  17 

0  82fi.  A67a 

120 

000 

M.O 

63.0 

dm 

0,17 

O  928.  A428 

0.57 

0 

37 

0.20 

D.02 

o-oi 

0,90 

0  23 

A438 

177 

600 

14.0 

M 

0  02 

OflS 

AM8 

TM 

21.0 

49  0 

0.03 

0-O3 

Oil 

n  25 

0 

50 

0.10 

0  03 

0  75 

113 

100 

18.0 

SH  0 

Samples  11,  12  and  13  were  hardened  before  beii^  drawn  at  the 
temperature  given. 

The  foregoing  tables  place  an  excellent  variety  of  steels  at  the  dis- 
posal of  the  designer,  enabling  him  to  meet  every  demand. 

Heat  treatment  has  little  effect  upon  the  modulus  of  elasticity,  which 
for  all  steels  is  between  28  and  30  million,  the  average  value  being  given 
in  Table  73. 

Aluminum  castings,  alloyed  with  copper,  used  for  automobile  and 
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similar  engine  crank  caBes,  may  be  taken  as  having  a  tensile  strength 
equal  to  oast  iron. 

The  chart  of  Fig.  326  is  given  to  aid  in  the  selection  of  factors  of  safety 
when  a  fraction  of  the  maximum  load  is  repeated  or  reversed;  a  straight- 
line  variation  is  assumed,  and  as  previously  stated,  the  elastic  limit  is 
taken  as  a  basis  for  wrought  iron,  forged  steel  and  steel  castings,  and  the 
ultimate  strength  for  cast  iron  and  other  brittle  materials. 

In  selecting  working  stresses,  the  smaller  machines  belonging  to  a 
heavy  class  are  made  proportionally  heavier  than  the  latter  machines; 
the  stresses  are  reduced  to  bring  this  about.     But  in  a  small  class  of 


f, 

IVrotlronaSfeel  i       ih       l.S       i.TS 

Lis      Zh     ih         i 

fa 

: 

«s 

i's        6 

Cost  Iron         i 

a 

11 

\ 

^— A 

in 

N 

k^ 

nuchioes,  such  as  automobile  and  airplane  engines,  the  working  stresses 
are  often  higher  than  in  heavy  roUing-mill  engines.  No  one  would 
think  of  usdug  a  ^-in.  bolt  in  a  place  where  strength  is  required  in  the 
latter,  even  though  calculation  showed  it  ample,  while  for  the  automobile 
eogiae  a  }^-in.  bolt  is  a  large  bolt  relatively. 

Machines  to  be  handled  by  unskilled  labor  should  have  a  high  factor 
<^  judgmeot;  they  should  be  as  near  "fool  proof"  as  possible  without 
removing  all  profit. 

160;  Selection  of  Fonuulas. — In  the  more  simple  applications  of 
load  there  is  little  divergence  of  opinion  regarding  the  formulas  applying 
to  calculations  for  stiffness  and  strength,  but  for  loading  involving 
complicated  straining  actions,  different  formulas  are  sometimes  used 
for  the  same  purpose,  giving  results  often  widely  at  variance.  This  is 
due  to  a  la»k  of  agreement  with  tests  or  to  a  lack  of  test  data  in  the  case 
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of  the  more  theoretical  formulas,  and  in  some  cases  to  the  impossibility 
of  a  satiafactory  rational  treatment,  leading  to  the  use  of  empirical 
formulas.  The  formulas  most  commonly  subjected  to  a  variety  of 
treatment  are  for: 

1.  Cylinder  walls. 

2.  Combined  bending  and  twisting. 

3.  Rectangular  sections  in  toraion. 

4.  StnitH. 

The  relative  importance  of  maximum  stress  and  maximum  strain 
(deformation)  Is  involved  in  the  first  two. 

Let  S  ~  tensile  or  compressive  unit  stress. 
Sa  =  shearing  unit  stress. 
E  =■  modulus  of  elasticity  (Young's  mod- 
-  lyji  ulus). 

Ea  =  modulus  of  transverse  elasticity  (in 
>-][..  shear). 

h     It''  r- ,^j-  e  =  deformation   (extension  or  compres- 

Bion). 
m  =  the  reciprocal  of  Poisson's  ratio. 
'^  All  stresses  are  in  pounds  per  square  inch, 

no.  327.  Let   thg   parallelopiped    in    Fig.   327    be 

acted  upon  by  three  forces,  producing  stresses,  St,  St  and  St.  It  is 
shown  in  any  good  treatise  on  mechanics  of  materials  or  appUed 
mechanics  that  the  stress  Si  produces  a  deformation  in  the  direction  of 
action  equal  to: 

Si 

The  stresses  St  and  St  each  produce  a  deformation  in  a  plane  at  righ — r 
angles  to  their  direction  of  action  equal  to: 

-S,     1  ,  St     1 

^1  "  bt  ■  -  and  «■  "  ct  '  — 

The  fraction  1/m  is  known  as  Poisson's  ratio  and  is  usually  between  y^ 
and  y^. 

If  St  or  iSa  is  a  compresave  stress,  elongation  occurs;  if  tensile,  the 
result  is  compression  in  the  direction  of  stress  Si.  The  total  deformation 
in  this  direction  is  the  sum  of  these,  or  the.  resultant  deformation  is; 

e    =  ^  + A  +  A. 
E       mE       tnE 

Arranging  so  that  compressive  stress  may  be  given  the  minus  sign,  and 
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letting  Sa  be  the  resultant  simple  stress  which  would  produce  the  elonga- 
tion Cr,  gives: 

S,  =  Ee,  =  Sx  -  ^^*  (5) 

The  same  treatment  may  be  made  in  the  direction  of  8%  or  Stf  but  it  is 
assumed  that  Si  is  the  greatest. 

K  Sa  and  Sz  are  compressive  and  Si  tensile,  or  vice  versa,  it  is  obvious 
that  Sb  is  greater  than  Si.  The  "maximum  strain  theory"  limits  Sg 
to  the  safe  tensile  or  compressive  stress.  In  some  applications  Sz  is 
zero,  the  equation  becoming: 

Sn  =  Een  =  Si  -  §  (6) 

According  to  (6),  if  Si  and  S%  are  both  tension,  Sr  is  less  than  Si,  in- 
dicating an  increase  in  tensile  strength  due  to  the  effect  of  St.  Prof. 
Cotterill  says:  ''An  addition  to  the  tenacity  of  a  material,  consequent  on 
the  application  of  a  lateral  tension,  can,  however,  hardly  be  considered  as 
intrinsically  probable,  and  such  direct  experimental  evidence  as  exists  is 

against  the  supposition."     However,  other  prominent  authorities  use 

the  maximum  strain  theory  in  its  entirety,  the  equivalent  stresses  being 

cafled  "true  stresses"  by  Merriman. 

Wherever  applicable,  the  maximmn  strain  theory  will  be  used  in  this 

book  but  only  when  Si  is  of  different  sign  from  S2  and  Sz  (tensile  if  the 
others  are  compression  and  vice  versa);  otherwise  the  effect  of  these 
secondary  stresses  will  be  neglected,  insuring  results  always  on  the  safe 
side. 

If,  in  (6),  St  is  equal  to  Su  but  is  of  opposite  sign,  it  may  be  shown 
th.£tt  a  shearing  stress  Ss  of  equal  intensity  is  produced.  Then  letting 
S\   =  Sa  and  S^  =»  —Ss,  (6)  becomes: 


or: 


m 


Ss  =  — i — ;*S/8  (7) 

m  +  1 


In  other  wordSi  a  given  shear  stress  is  accompanied  by  an  equivalent 
direct  stress  of  greater  intensity  than  the  shear  stress.  This  indicates 
that  if  the  maximum  strain  theory  is  correct  for  stresses  of  opposite  sign, 
the  ratio  of  the  resistance  to  shearing  to  that  of  tension  or  compression 

is  equal  to: 

m 

m  +  1 
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If  Sb  and  Ss  are  known,  (7)  gives: 

1 


S 


m  = 


s 


Ss 


Some  values  of  m  are  given  in  Table  79. 


Table  79 

A 

m 

Materii 

Goodman 

Johnson 

Average 

Cast  iron 

3.0to4.7 

3.6 
3.6to4.6 
3.1  to  3.3 
2.9to3.0 

•    •    •    • 

3.72 
3.06 
3.06 

3.8 

Wrouuht  iron 

3.6 

SXee\ 

3.8 

Brass     

3.2 

CoDDcr 

3.0 

^'^rr*'* 

A  safe  value  of  m  for  most  of  the  materials  used  in  heat  engine  construc^^ 
tion  is  3J^,  and  this  will  be  used  in  this  book.     This  gives: 


Ss  =  I  rt  =  0,77Sr 


(8- 


a  result  agreeing  well  with  values  commonly  given  for  ductile  material^;, 
although  some  authorities  claim  that  the  ratio  Ss/Sr  is  much  less. 

Hereafter  when  Sr  is  the  only  stress  appearing  in  the  working  formula, 
the  subscript  will  be  omitted,  S  denoting  the  maximum  allowable,  or  the 
actual  tensile  or  compressive  stress. 

If  Es  is  the  modulus  of  transverse  elasticity,  or  coefficient  of  rigidity, 
it  may  abo  be  shown  that: 

*"        "  (9) 


Es  = 


And  for  m  =  3^^ : 


*     2(m  +  1) 
E 


■E 


Es  =  "„  =  0.385  E 


(10) 


161.  Cylinder  Walls. — There  are  several  formulas  for  determining  the 
thickness  of  a  cylinder  wall,  some  of  which  were  compared  by  Alfred 
Petterson  in  the  American  Machinist  of  Feb.  15,  1900.  *  The  one  most 
generally  accepted,  and  probably  the  most  accurate,  is  that  of  Lam£, 
which  will  be  given  here.    Let: 
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"^     J»  <=  interna!  pressure  in  pounds  per  square  inch. 

^3^  =  tangential,  or  hoop  stress  at  inner  surface,  as  given  by  the  original 
formula  of  Lain£. 

^^*  =  radial  stress  at  the  inner  surface,  due  di«ctly  to  the  pressure  and 
='.  equal  to  it. 

f,      ^  =  equivalent  simple  tensile  stress  due  to  St  and  Sp. 
t     '^•i  =  the  reciprocal  of  Poisson's  ratio. 

»•  =  internal  radius  of  cylinder  in  inches. 
""     **»  «=  external  radius  of  cylinder  in  inches. 
1     **  =  internal  diameter  in  inches. 
'^^^    '  =  thickness  of  cylinder  wall  in  inches. 

-      J-i      »■  +  *      1    .   ' 


The  original  Lam€  formula  gives : 

*"      '^ri*  -  r'      ^  n*  ~  1 
■"here  St  is  obviously  a  tensile  stress. 
L^lte  radial,  or  normal  stress  is  compressive,  and  is 

»  _    »'-i 


(11) 


From  Formula  (6),  Par.  2,  the  equivalent  simple  tensile  stress  is: 
m  +  1    ,  ,  m  —  1 

«      ~:„    •"  "f — ^~ 


(13) 


Formula  (13),  known  as  Bimie's  formula,  assumes  no  longitudinal 
J  due  to  reaction  of  cylinder  heads,  the  condition  being  shown  by 
[.  328,  in  which  the  heads  are  supported  independently  of  the  cylinder. 
(  condition  is  found  only  in  engines  fitted  with  separate  cylinder 
nen,  but  as  longitudinal  stress,  being  tensile,  supposes  o.  reduction  of  S, 
t  a  greater  allowable  working  pressure,  it  is  neglected,  as  stated  tn  Par. 
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160.     If  longitudinal  stress  is  considered,   the  formula  is  known  as 
Claverino's  formula.* 

Taking  m  as  S^i,  (13)  becomes: 

•    S^'-^X+-^-^.p  (14) 


and 


P  = 


n«  -  1 

n*-  1 

1.3n'  +  0.7 


■S 


(15) 


Is  +  0.7p 


3p 
t  =  ri  —  r  =  r(n  —  1)  =  — x — -D 


(16) 
(17) 
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.n 

Formula  (16)  may  be  written: 


n  = 


The  chart  in  Fig.  329  will  facilitate 
calculation.     If  S  and  p  are  known, 
(n  — 1)/2  may  be  found  and  used  in 
(17) ;  or  if  <  and  D  are  known : 
n  -  1  _  £ 
2      ~  D 

and  from  the  chart  S/p  may  be  found. 
When  the  pressure  is  small  relative 
to  the  working  stress,  a  simple  for- 
mula, such  as  is  used  for  steam  boilers, 
will  give  results  which  are  usually  con- 
'^^  sidered  suflBiciently  accurate. 

Assuming  a  pressure  of  150  lb.  per 
sq.  in.  gage,  an  allowable  stress  of 
1500  lb.,  a  common  condition  for  stream  engine  cylinders,  the  thin  cyl- 
inder formula  is  in  error  9  per  cent,  as  compard  with  (17).  If  radial 
stress  is  considered  in  the  thin  cylinder  formula  the  error  is  still  6  per  cent. 
Should  the  pressure  be  500  lb.  and  the  stress  3500,  as  for  a  Diesel  oil  en- 
gine, the  error  is  nearly  12  per  cent.,  and  with  radial  stress,  nearly  8  per  cent. 

*  In  hydraulic  cylinders  for  high  pressure,  Claverino  's  formula  gives  results  more 
nearly  agreeing  with  practice  than  Bimie's  formula.     The  formula  forn  is: 

W^j-3-^  if  m  =  3H.    Then  ( may  be  found  from  (17). 


i 

Fio.  329. 
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162.  Combined  Bending  and  Twisting.— Let: 

S    =  simple  tensile  or  compressive  stress  produced  by  bending,  or 

more  generally,  by  any  simple  application  of  load. 
Ss  =  simple  shearing  stress  produced  by  twisting  or  by  a  simple  shear- 
ing load. 
Sb  =  The  equivalent  simple  tensile  or  compressive  stress  which 
would  produce  the  same  deformation  as  that  resulting  from  the 
joint  action  of  S  and  Ss-    This  is  taken  as  the  actual  stress 
imder  a  given  load,  or  maximum  allowable  working  stress. 
M    =  the  bending  moment  in  inch-pounds. 
Ms  =  the  twisting  moment  in  inch-pounds. 

Mb  =  a  bending  moment  which,  with  a  given  section  modulus,  would 
produce  Sr. 
z  =  modulus  of  section  in  bending. 
Zs  =  modulus  of  section  in  torsion. 
m    =  the  reciprocal  of  Poisson's  ratio. 

The  maximum  direct  stress,  tensile  or  compressive,  produced  by  the 
combination  of  a  simple  direct  stress  with  a  simple  shearing  stress  is 
given  by  the  equation  : 

Si  =  I  +  I VS*  +  4S*5  (18) 

This  is  called  the  major  principle  stress  and  is  sometimes  the  only  one 
considered;  but  for  the  maximum  strain  theory,  the  minor  principle  stress, 
of  opposite  sign  and  normal  to  £»i,  must  be  considered,  and  is  given  by  the 
equation: 

Then  from  (6),  Par.  160,  the  equivalent  simple  stress  is: 

,    ,  1 

and  when  m  =  3«: 

&B  =  0.35S  +  0.65VS*  +  4^5*  (20) 

Formulas  (19)  and  (20)  are  general  for  any  case  where  S  and  &s  may 

be  found  for  the  same  spot,  the  location  giving  the  maximmn  value  of 

Sr  being  the  weakest  place  in  any  machine  part. 

For  circular  sections  only,  the  surface  shearing  stress  due  to  torsion 

is  imiform,  and  a  maximum  at  all  points  for  a  given  twisting  moment, 

and  is: 

Bs-^ 

31 
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The  maximum  bending  stress  is  also  at  the  surface  and  is: 

z 

For  all  sections  formed  by  concentric  circles: 

Zs  =  2z 
Then: 

Ms 
2z 

Substituting  these  values  of  S  and  Ss  in  (19)  gives: 


Sm  = 


SkZ    =    Mr  =    - 


8 


(21) 
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and  form  =  3-: 

3/«  =  0.35M  +  0.65VM*  +  Ms"  (22) 

To  reduce  the  use  of  large  numerical  quantities,  it  is  convenient  to 
take: 

M=*    then:    -^^  =  ^ 
Then  (20)  becomes: 

Sn  =  S[0.35  +  0.65VT+T*]     (23) 

And  (22)  becomes:  

Mn  =  M [0.35  +  0.65 Vl  +  ib^J  (24) 
The  chart  in  Pig.  330  will  aid  in  the 
use  of  (23)  and  (24). 

The  difference  between  the  use  of 
(18)  and  (20)  may  be  illustrated  by  an 
example: 

Find  the  resultant  stress  in  a  shaft 
10  in.  in  diameter  when  the  simple 
stress  due  to  bending  is  5000  lb.  and 
the    ratio    of    twisting   to   bending 
moment  is  imity.    By  (18),  Si  =  6035, 
^6*5  and  by  (20),  S^  =  6350,  the  former 
involving  an  error  of  nearly  5  per  cent. 
if  the  elongation  theory  is  correct. 
One  other  theory  has  received  some  consideration  and  has  been  in- 
corporated in   a  number  of  text  books.    It  assumes   the  resultant 
shearing  stress  as  the  limiting  stress,  the  resultant  bending  stress  being 
ignored.     It  therefore  naturally  reduces  to  a  twisting  moment  formula 
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equated  to  the  modulus  of  section  for  torsion.  To  avoid  confusion,  the 
formula  will  not  be  given,  but  the  resultant  shearing  stress  for  the  ex- 
ample just  given  is  Ssr  =  3535,  which  indicates  that  the  shaft  might 
safely  be  smaller.  K  the  maximum  strain  theory  is  assumed,  a  corre- 
sponding direct  stress  given  by  (7)  is:  S«  =  4600;  this,  when  compared 
with  resultant  stress  6350  given  by  (20),  is  in  error  27  per  cent.  The 
error  increases  with  small  values  of  fc,  and  unless  increasing  factors  of 
safety  are  employed,  undue  tensile  stress  may  be  produced.  This 
* 'maximum  shear  theory"  is  sometimes  known  as  Guest's  Law,  although 
not  resulting  in  Guest's  formula,  which  is  empirical. 
Letting  the  bending  stress  S  equal  zero  in  (19)  gives: 

e        rn  +  1    ^ 

Or  =  — — Os 

m 

which  is  the  same  as  given  by  (7),  Par.  160.  If  the  bending  moment  is 
zero,  (21)  may  be  written: 

— ^  .  S«  X  2z  =  SsZs  =  Ms  (25) 

which  is  the  equation  for  simple  twisting;  or  if  the  twisting  moment  is 

zero,  Mr  =  M.    It  therefore  appears  that  general  equations  (19)  and 

(21)  give  a  satisfactory  solution  of  combined  bending  and  twisting  for 

most  problems  occurring  in  heat  engine  design,  and  in  their  simplified 

form  given  by  (23)  and  (24)  are  not  difficult  to  apply. 

From  (7) : 

m  +  1      Sr 

m  Ss 

Then: 

m  —   \    _    I   __    Sr^  y 

2m     ""  2S8 

and 

m  +  1  ^  Sr^ 

2m         2Ss ' 

Values  of  Sr/Ss  are  given  by  some  experimenters,  differing  considerably 
from  those  given  here,  and  no  attempt  is  made  to  relate  them  to  m. 
If  desired,  these  values  may  be  substituted  in  (21),  giving  safer  results, 
especially  for  large  values  of  Ms/M.  If  m  =  1,  (20)  is  the  same  as 
Guest's  formula,  although  the  latter  is  not  derived  in  this  way.  This  is 
the  safest  of  all  formulas  for  combined  bending  and  twisting  moment  of 
round  shafts,  but  perhaps  is  unnecessarily  so.  Recent  values  of  Sb/Sss 
for  various  grades  of  steel  range  from  1.45  to  2,  a  value  for  mild  carbon 
steel  being  1.546.    This  would  change  (24)  to: 

Mr  =  3f[0.23  +  OJly/T+T^] 
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Assuming  the  theoretical  relation  given  by  (7),  this  gives: 

7n  =  1.84. 

That  there  is  difference  of  opinion  concerning  combined  bending  and 
torsion  is  well  known,  but  until  the  relation  between  direct  and  shearing 
stresses  is  better  known,  greater  refinement  seems  unwarranted. 

Since  the  above  was  written,  an  interesting  article  on  combined 
stresses  by  Prof.  A.  Lewis  Jenkins  has  appeared  in  the  August  number 
of  the  Journal  of  the  A.S.M.E.,  p.  694;  it  is  also  in  the  Transactions, 
vol.  39,  p.  929. 

163.  Rectangular  Section  in  Torsion. — The  torsional  modulus  of 
section  which  applies  to  circular  sections  does  not  express  the  stress 
relations  in  a  rectangular  section.  The  stress  in  the  extreme  fiber  of  the 
latter,  instead  of  being  a  maximum,  is  zero,  the  maximum  stress  being 
at  the  surface  of  the  center  of  the  long  side.  It  may  probably  be  assumed 
that  the  stress  at  the  center  of  the  short  side  bears  the  same  ratio  to  that 
of  the  long  side  as  their  distances  from  the  center  of  the  section,  inversely. 
These  stresses  reduce  to  zero  at  the  corners  in  a  manner  represented 
by  a  curved  line,  the  exact  form  of  which  is  probably  imknown.  The  best 
expression  for  the  modulus  of  section  of  a  rectangular  section  is  an  empiri- 
cal formula  given  by  St.  Venant  as  follows: 

b  =  the  length  of  the  short  side. 
h  =  the  length  of  the  long  side. 
Ss  =  maximum  shearing  stress,  at  center  of  long  side. 
Sal  =  shearing  stress  at  center  of  short  side. 
Ms  =  the  twisting  moment. 
Zs  =  modulus  of  section  in  torsion. 


Let: 


then: 


where 


Then: 


^'  ""  Sh  +  1.86  ^^^ 

b 

^  _  3  +  1.8a; 

M 

Ss  =  C^  (28) 
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vhere  Sa  is  the  maximum  stress,  which  is  at  the  center  of  the  long  side, 
is  just  stated : 

Then  the  stress  at  the  center  of  the  surface  of  the  short  side  may  be 
aken  as: 


Ssi  =  Cx  ■  ^-3?  (29) 

The  chart  in  Fig.  331  may  be  used  to  find  C  and  Ci. 

164.  Struts.— Two  of  the  most 
mportant  engine  parts — the  piston 
od  and  connecting  rod — are  struts. 
Therefore  the  selection  of  a  suitable 
tnit  formula,  which  shall  be  safe 
rhile  not  demanding  an  excess  of 
oateiial,  is  essential  to  rational  de- 
ign. As  already  stated,  this  need 
tot  be  a  rational  formula;  this  rc- 
ieves  an  embarrassing  situation,  as 
he  only  formula  which  rests  on  any 
latisfactory  rational  basis  is  the  long 
»lumD  formula  of  Euler,  which,  with 
ew  exceptions,  is  outside  the  range 
if  ratios  of  length  to  radius  of  gyra- 
ion  found  in  practice. 

Although  this  formula,  for  prac- 
ical  conditions,  is  inferior  to  any 
ne  of  several  empirical  formulas,  it  *'"■  ^^'' 

I  surprising  to  note  that  it  is  still  used  by  some  authorities.  How- 
ver,  for  exceedingly  long  struts  which  fail  by  buckling,  and  in  which 
be  direct  unit  load  is  small,  Euler's  formula  gives  results  agreeing  well 
dth  experiment;  and  as  it  serves  to  fix  a  limit  for  an  empirical  formula 
>  be  discussed  later,  it  is  given  here. 
'  =  ultimate  load  on  strut. 
=  ultimate  unit  load  (pounds  per  square  inch). 

=  area  in  square  inches  of  section  of  maximum  stress.    This  is  at  the 
center  when  both  end  conditions  are  the  same. 
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I  =  actual  length  of  strut  in  inches. 

h  =  the  distance  between  two  consecutive  points  of  contrary  flexure, 
sometimes  called  the  effective  length.  It  is  this  length  which  deter- 
mines the  strength  of  the  strut. 

r  =  the  least  radius  of  gyration,  in  inches,  of  section  A, 

E  =  The  modulus  of  elasticity  of  the  material  (Young's  modulus). 

71  =  a  factor  depending  upon  the  condition  of  the  ends  of  the  strut. 

Then: 

P  T^E  TT^E 

P   =    T   = 


a'  (t) 


(30) 


From  (30)  it  may  be  seen  that  n  is  used  so  that  the  formula  may  be  given 
in  terms  of  actual  length;  then: 

Table  80  gives  the  theoretical  conditions  usually  considered  in  strut 
discussions.  They  assume  accurate  dimensions,  homogeneity  of  material, 
and  the  application  of  load  at  the  exact  gravity  axis  of  the  strut.  The 
actual  conditions  are  never  accurately  known  in  practice,  and  intermediate 
values  of  n  are  sometimes  used  which  give  values  agreeing  approximately 
with  tests  with  such  end  conditions  as  are  practically  attainable,  and  will 
be  mentioned  later. 

Of  the  several  strut  formulas  in  common  use,  the  most  satisfactory, 

in  the  author's  opinion,  is  an  em- 
pirical formula  given  by  the  late 
Prof.  J.  B.  Johnson  (Modem  Framed 
Structures,  and  Materials  of  Con- 
struction), a  brief  discussion  of  which 
will  now  be  given.     The  formula  is: 


V.K-,(i)' 


(31) 


FiQ.  332. 


which  is  the  equation  of  the  parar 
bola,  K  and  q  being  constants. 
Prof.  Johnson  assumed  that: 


K  =  Se 

(sec  Par.  159,  Law  8),  and  ^  is  to  be  determined  so  as  to  bring  a  parabola 
tangent  to  Euler's  curve.  This  of  course  occurs  when  the  slope  of  the  two 
curves  is  the  same. 

For  convenience  let  p  =  y,  and  1/r  =  x  (see  Fig.  332) . 
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Table  80 


Caae 


n 


End  conditions 


W777?7P77Z 


21 


Va 


One  end  fixed;  the  other  end 
free  and  unguided. 


Both  ends  pivoted. 


W///V////. 


W.WV//M 


0.71 


2 

(nearly) 


One  end  fixed;  the  other 
pivoted,  but  guided  in  the 
direction  of  axis  of  fixed  end. 


0.51 


Both  ends  fixed,  with  common 
axis. 


488  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

Then  Euler's  formula  becomes: 

ThlE 

And  Johnson's  is: 

y  =  SsqxK 
The  slope  of  each  curve  is: 

^"^^^'    dx  x^ 

Johnson,    j^  =  ~  2^^- 

When  the  curves  are  tangent  to  each  other,  y  and  dy/dx  are  the  same  for 
both;  then: 

"^  =  S.  -  «=r«  (32) 

and: 

'—=  9:^  (33) 

Dividing  (32)  by  (33)  gives: 

X  = X 

qx 

or: 

« 

q 

From  which: 


^*  =11  (34) 


Substituting  (34)  in  (32)  gives: 

^         Se  _  2irhiEq 

From  which: 


Johnson's  formula  then  becomes: 

The  limit  of  application  of  this  formula  may  be  found  from  (34), 
which  gives: 


2g 
or: 


\r/         2<7 


,'  -  ^  <-^^ 
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For  any  greater  value  of  l/r,  Euler's  formula  is  to  be  used,  which  is: 

ThiE 


V  = 


I  \ «  (38) 


C-) 


The  value  of  q  may  be  found  which  gives  close  agreement  with  tests 
under  certain  practical  conditions  and  n  may  be  found  from  (35).  This 
value  of  n  may  be  assumed  to  be  the  same  for  different  materials  tested 
with  the  same  end  conditions.     The  ordinary  test  conditions  are  for: 

1.  Round  ends. 

2.  Pin  ends.  When  the  pins  are  of  substantial  diameter,  friction 
resists  buckling,  making  the  strut  stronger  than  for  a  round  or  pivot- 
ended  strut. 

3.  Flat  ends,  which  are  stronger  than  pin  ends,  but  not  as  strong  as 
fixed  ends. 

For  the  purpose  of  this  book  the  following  values  of  n  will  be  assumed, 
although  they  are  some  smaller  than  those  used  by  Johnson: 

1.  Round  ends,  n  =  0.90. 

2.  Pin  ends,  n  =  1.45. 

3.  Flat  ends,  n  =  2.00. 

That  they  agree  with  tests  in  some  cases  at  least  may  be  seen  from  Fig. 
333. 

These  actual  end  conditions  do  not  occur  in  engine  design,  but  are 
given  here  to  assist  the  designer  in  determining  a  value  of  n  which  most 
nearly  represents  his  practical  problem.  Special  cases  may  arise  in  which 
the  theoretical  values  of  n  in  Table  75  may  be  safely  used. 

Figure  333  is  an  ultimate  unit  load  ciu^e  for  four  formulas,  with 
round  ends,  with  the  values  of  n  just  given.  Curve  A  represents  Euler's 
long  column  formula,  and  B^  Johnson's  parabolic  formula.  These  curves 
are  tangent  to  each  other  and  together  form  the  adopted  curve.  Curve 
C  represents  Ritter's  formula  as  given  by  Goodman  (Mechanics  Applied 
to  EJngineering),  in  which  the  limiting  stress  at  failure  when  l/r  is  zero 
is  taken  as  the  ''crushing  strength  of  a  short  specimen,"  or  practically,  the 
tdtimate  tensile  strength.  Curve  D  is  also  Ritter's  formula  as  given  by 
Kimball  and  Ban*  (Machine  Design),  in  which  the  Umiting  stress  at  failure 
is  taken  as  the  elastic  limit.  With  these  curves  is  plotted,  values  from 
tables  in  the  Pencoyd  handbook  (curve  E)  which  are  the  average  of  many 
tests  of  struts  composed  of  medium  steel  structural  shapes.  To  obtain  a 
fair  comparison,  the  physical  constants  used  in  the  formulas  are  the  same 
as  for  the  material  used  for  the  Pencoyd  tests.  From  a  study  of  the  curves 
it  may  be  observed: 
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1.  That  Euler's  formula  has  little  application  for  values  of  l/r 
ordinarily  found  in  practice. 

2.  That  Hitter's  formula  (Goodman)  gives  results  considerably  above 
the  tests  when  S  is  the  ultimate  tensile  strength. 

3.  That  Ritter's  formula  (Kimball  and  Barr)  gives  values  far  below 
the  test  values  when  S  equals  the  elastic  limit.  It  is  safe,  but  safety  is 
not  the  only  important  consideration  in  good  design. 


70000 


60000 


-.50000 


4.  That  Johnson's  formula  follows  the  tests  very  closely  excepting 
for  small  values  of  l/r. 

Hitter's  formula  is  often  given  in  text-books  on  machine  design  and  it 
is  no  doubt  a  good  safe  formula  for  general  design.  It  is  generally  men- 
tioned as  a  rational  formula,  but  as  it  gives  a  higher  stress  for  a  given 
unit  load  when  the  elastic  limit  is  higher,  this  can  not  be  true.  In  a 
certain  gasoline  engine  connecting  rod  the  unit  load  is  7100  lb.  Ac- 
cording to  Hitter's  formula  the  stress  produced  in  the  rod  is  10|850 
tt).  when  the  elastic  limit  is  38,000;  but  when  the  elastic  limit  is  120,000, 
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the  stress  in  the  rod  as  given  by  the  formula  is  18,850,  being  74  per 
cent,  greater.     This  of  course  is  inconsistent. 

It  is  generally  conceded  that  long  struts  fail  when  or  before  the  elastic 
lioiit  of  the  material  is  reached.  If  Johnson's  parabola  is  made  tangent 
to  Euler's  curve,  it  seems  reasonable  to  assume  that  any  failure  occurr 
ring  when  the  unit  load  hes  on  or  below  these  combined  curves  must 
occur  at  or  within  the  elastic  limit.  We  may  then  employ  factors  of 
safety  with  the  elastic  Umit  as  a  basis  for  any  value  of  Z/r,  which  would 
not  be  feasible  for  formulas  employing  higher  values  for  the  crushing 
strength  of  short  struts,  even  though  correct. 

It  is  probable,  as  stated  in  the  Pencoyd  handbook,  that  higher  ultimate 
loads  would  obtain  for  round  or  square  sections,  due  perhaps  in  part  to 
absence  of  thin,  unsupported  flanges,  and  partly  to  the  ability  to  obtain 
better  end  conditions.  On  the  contrary,  the  elastic  limit  of  the  material 
decreases  as  the  thickness  increases,  and  this  may  more  than  offset 
the  gain  by  symmetry  of  section. 

Johnson's  formula  will  be  employed  in  this  book,  and  using  the  phy- 
sical constants  given  in  Table  73,  the  following  special  formulas  may  be 
derived,  which  are  conservative  for  materials  commonly  employed  in 
engine  construction.  For  cast  iron  there  is  no  marked  elastic  limit. 
The  value  of  iC  in  Formula  (31)  is  taken  as  60,000,  this  giving  results 
agreeing  with  tests. 

Roimd  ends 

Steel.     When  Z/r  ^  117:    p  =  38,000  -  1-4  (^)'*  (39) 

Wrought  iron.     When  l/r  ^126:    p  =  27,000  -  OJdl-V  (40) 

Cast  iron.     When  l/r  ^59:    p  =  60,000  -  8.5  (^)'  (41) 

Pin  ends 
Steel.    When  l/r  ^147:    p  =  38,000  -  0.87  (^)'  (42) 

Wrought  u-on.     When  l/r  ^166:  p  =  27,000  -  0.49  (-)  ^  (43) 

Flat  ends 
Steel.     When  l/r  ^  173:  p  =  38,000  -  0.63  (^)  ^  (44) 

Wrought  iron.     When  l/r  ^  195:  p  =  27,000  -  0.355  (-)  '  (45) 

Cast  iron.    When  J/r  ^  88:  p  =  60,000  -  0.38  (^)  '  (46) 
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When  a  strut  ia  subjected  to  bending  stress,  from  eccentric  loading  < 
otherwise,  the  sum  of  the  bending  stress  at  center  of  strut  and  diret 
unit  load  should  not  exceed  the  unit  load  allowed  by  the  strut  formuli 
using  least  radius  of  gyration.  Should  the  end  conditions  not  betli 
same  in  all  planes,  as  in  an  engine  connecting  rod,  the  maximum  valu 
of  q/r  must  be  used,  as  it  is  obvious  from  (31)  that  this  will  give  the  mini 
mum  value  of  the  ultimate  load. 
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To  facilitate  calculations  of  steel  struts,  the  chart  in  Fig.  334  fo- 
round,  pin  and  flat  ends  is  given,  being  plotted  from  special  equation 
(39),  (42)  and  (44). 

16S.  Clearances  and  Tolerances. — In  the  various  machinists'  hand 
books  and  books  on  general  machine  design  there  are  many  tables  givini 
clearances  and  tolerances  for  different  kinds  of  work  and  also  much  othe 
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data  relating  specifically  to  the  shop.  While  it  is  necessary  for  the  de- 
signer to  have  such  data,  it  seems  to  be  outside  of  the  scope  of  this 
book,  so  comparatively  little  is  said  on  the  subject.  No  absolute  stand- 
ard has  been  adopted,  but  many  concerns  have  their  own  standards. 
These  should  be  in  the  hands  of  all  designers  in  a  particular  office  so  that 
there  may  be  uniformity  of  practice,  at  least  for  that  office.  The  stand- 
ards should  be  adopted  by  the  cooperation  of  engineering  department 
and  machine  shops,  and  should  not  be  changed  unless  experience  shows 
that  alterations  are  desirable. 

166.  Basis  of  Design. — The  forces  acting  on  engine  parts  are  com- 
monly computed  for  the  maximum  steam  or  gas  pressure  in  the  cylinder. 
If  these  alone  may  be  considered,  it  is  a  simple  matter  to  determine 
stresses  in  both  magnitude  and  kind.    For  large,  slow-speed  engines,  these 


Fig.  335. 

for-ces,  with  those  produced  by  heavy  weights  such  as  the  flywheel,  are 
all  that  are  practically  necessary  to  consider;  but  for  high-speed  engines, 
ilxe  inertia  forces  may  approach  those  due  to  steam  or  gas  pressure,  and 
nciay  not  safely  be  overlooked. 

The  forces  acting  normal  to  the  line  of  stroke  are  comparatively  small 
for  most  engine  parts,  so  that  by  the  use  of  combined  indicator  and 
ixiertia  diagrams  a  comparatively  simple  method  of  selecting  factors  of 
safety  may  be  devised  which  will  cover  ordinary  cases. 

Aside  from  attachment  to  foundation  or  other  supports,  the  frame  is 
not  affected  by  inertia  forces  along  the  line  of  stroke;  indicator  diagrams 
onJy  are  required  to  determine  the  forces.  This  is  also  true  of  the  cylin- 
der.   Practically  all  other  parts  are  affected  by  inertia. 

Single-acting  Engines. — Fig.  335  shows  stroke  diagrams  combined 
^th  inertia  diagrams  for  single-acting  steam  and  internal-combustion 
®ogines.  Reference  may  also  be  made  to  Chap.  XVI.  Whether  the 
Suiting  stresses  are  repeated  or  reversed  will  depend  largely  upon  the 
*ttxount  of  inertia.  The  inertia  diagram  may  include  only  the  recipro- 
^t.iiig  parts  in  determining  the  forces  acting  upon  certain  parts,  or  for 
Bouxe  cases  the  connecting  rod  may  be  included. 
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The  following  formulas  may  assist  in  obtaining  factors.     From  (33) 
and  (34),  Chap.  XVI,  if  n  is  the  ratio  of  connecting  rod  to  crank  length: 

Fc       nrl' 
Let: 

Pi  J         Fh       I 

^  =  q      and        -d-  =  «?. 

1^1  -r  1 

The  notation  is  taken  from  Fig.  335.     Then : 

T,=P,-  Fu  =  Pi(l  -  k) 
and: 

n  -  1 


=  P2+Fc  =Pi((Z  + 


n+  1 
Let  the  maximum  value  of  T  be  Tm]  then: 

f  -"^ 


•) 


(47) 


(48) 


(49) 


This  may  be  called  the  pressure  factor  and  may  be  a  part  of  the  factor  of 
judgment. 


FiQ.  336. 

In  the  single-acting  steam  engine,  compression  may  offset  part  or  all 
of  the  inertia  at  the  head  end  as  shown  in  the  dotted  lines. 

Dovhle-acting  Engines. — In  these  engines,  the  greater  range  of  T  is 
foimd  in  the  crank-end  diagrams,  and  these  are  shown  for  both  steam- 
and  internal-combustion  engines  in  Fig.  336. 
The  equations  for  this  case  are : 

Tx  =  P,  -  Fc  =  Pi  (l  -  *^^)  (50) 

and: 

^2  =  P2  +  Fh  =  Pi(g  +  A;)  (51) 

In  the  steam  engine,  compression  may  reduce  P2  and  T^,  making  them 
negative  in  some  cases. 

As  an  aid  in  determining  factors  Table  81  is  given.     As  the  single- 
acting  steam  engine  is  little  used  it  is  omitted. 


GENERAL  CONSIDERATIONS 


495 


00 


53 


a 
o 


1 

8 

a 
o 

I? 

4 


8. 


•8 

o 


GO 


§ 


1 


S 


S 


S 

Ai 


ft,  ft,  ft,  t^  ^ 

55555 

o  o  o  S  2 


o 

h' 


J 


5 


TJ  T3  -O  T3  -rt 

$     V     Q>     Q>  0) 

Q*  >>    >    >  > 

S  ^  3  3  3 

pq  p;  pq  (^  Ph 


E 


S  && 


ft.  ft,  ft, 

555 


^ 

^ 


.^ 


.8 


S     S     3 


a: 
E? 


E? 


^* 


^5 


% 


SJ 


0) 


p 


•2 
e 


(S    (S       «§ 


>     > 


="=>=>  E?E? 


^ 


^* 


O 


E? 


a: 
o  ^ 


III 

08    08    Q8 

S.  s.  &  ^ 


a    a 


> 


^ 


s 


&  &     & 


II 


■s 


a 

-*» 

d 
a 
o 


d 

1 


^  fit 

d  g 

o  H    c 

Q>  o8    OP 

p*  A  d 


1 

bO 
•^ 

s 


O 

o 

I 

(3 


496  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

The  symbols  Tmh  and  Tmc  are  maximum  effective  pressures  during 
the  stroke  from  head  to  crank  end,  and  from  crank  to  head  end  re- 
spectively. Tmh  may  be  found  from  (47)  or  (48).  It  is  possible  for 
T  to  have  a  maximum  value  at  other  than  dead-center  positions,  espe- 
cially in  steam  engines  when  the  cut-off  is  long,  but  the  difference  will  not 
be  great.  Where  Ti  and  T2  are  less  than  Pi,  the  latter  has  been  used  for 
steam  engine  reciprocating  parts  in  Table  81.  It  is  obvious  that  a  re- 
versal from  one  stress  to  another  becomes  a  repeated  stress  if  one  of  the 
stresses  is  zero. 

The  twisting  load  on  the  shaft  is  practically  a  repeated  load.  The 
load  due  to  weight  of  wheel,  etc.  is  always  a  reversed  load,  and  as  it  is 
difficult  to  use  both  of  these  factors  in  the  combined  stress  formula,  it  is 
probably  better  to  assume  a  reversed  load  when  combining  with  a 
wheel  load,  making  the  factor  of  judgment  unity  except  for  very  severe 
service. 

When  cranks  are  in  a  position  to  receive  a  large  turning  effort — 
perhaps  40  degrees  or  more  away  from  either  dead  center — the  stresses 
due  to  both  bending  and  twisting  may  be  taken  as  repeated  stresses  with 
a  factor  of  safety  of  3  (for  ductile  materials,  and  6  for  brittle  materials). 
In  this  case,  actual  pressures,  including  inertia^  must  be  used,  the  factor 
not  being  based  upon  maximum  steam  or  gas  pressure,  as  no  pressure 
factor  is  used.  It  is  difficult  to  give  pressure  factors  near  midnstroke, 
especially  for  the  internal-combustion  engine.  A  factor  of  judgment 
may  be  used  if  desired. 

In  designing  engines,  it  is  a  simple  matter  to  plot  diagrams  such  as 
are  given  in  Figs.  335  and  336,  and  this  is  reconunended. 

As  an  illustration,  application  will  be  made  for  five  values  of  head- 
end inertia  as  follows:  when  Fh  =  Pi,  or  k  ==  1;  when  Fb  =  -Pi/2,  or 
A;  =  0.5;  and  when  A;  =  0.25,  0.125  and  zero.  The  condition  when  k  = 
0  would  only  apply  at  starting  and  would  be  used  only  for  engines  work- 
ing with  frequent  stops.     Values  of  n  and  q  are  also  assumed. 

It  may  be  seen  from  Table  81  that  aside  from  the  cylinder,  frame,  and 
the  connecting  rod  for  vibration,  the  standard  factors  for  which  are  obvi- 
ous, there  are  but  two  groups,  the  reciprocating  parts  and  the  revolving 
parts.  Factors  for  these  two  groups  will  be  tabulated  in  Table  82;  the 
several  values  of  inertia  will  be  assumed  as  the  inertia  of  the  parts  in- 
volved; for  parts  acted  upon  by  the  inertia  of  fewer  other  parts,  the  fac- 
tors may  be  reduced  a  small  amount. 

For  obtaining  the  standard  factor  /a.  Fig.  326  may  be  used.  For  cast 
iron  and  other  brittle  materials  the  factor  of  safety  is  based  upon  the 
ultimate  strength,  and  the  values  of  Table  82  should  be  multiplied  by  2, 
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or  in  case  of  reversal  the  compressive  stress  may  be  assumed  to  have  one- 
fifth  of  its  actual  value  as  stated  in  Par.  1. 

A  factor  of  judgmeot  may  be  applied,  or  /r  may  be  considered  as  a 
part  of  the  factor  of  judgment  and  may  in  some  cases  be  equal  to  it. 
It  must  be  remembered  that  the  factor  finally  determined  assumes  the 
part  acted  upon  only  by  the  maximum  steam  or  gas  pressure,  even  though 
in  reality  the  maximum  force  is  not  a  maximum  when  the  pressure  is 
maximum.    This  is  provided  for  by  /r  and  /a- 
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Table  82  may  be  used  with  judgment  by  calculating  Fn  and  getting 
the  value  of  fc.  For  Corliss  engines  with  a  single  eccentric,  the  cut-off_ 
would  never  be  as  long  as  assumed  in  fixing  the  value  of  q. 

It  is  obvious  that  for  large,  slow-speed  engines,  h  would  not  likely  be 
as  great  as  unity,  but  it  may  be  greater  in  high-speed  engines.  It  is 
best  to  lay  out  diagrams  as  previously  suggested,  or  calculate  the  inertia 
at  both  ends  of  the  stroke,  but  Table  82  shows  some  interesting  results 
and  may  be  used  as  a  guide  in  determining  factors.  At  starting,  the 
maximimi  gas  pressure  is  applied  to  the  parts  of  internal-combustion 
engines,  and  for  this  the  pressure  factor  is  unity,  and  the  standard  factor 
should  never  be  less  than  for  static  loading.  The  minimum  value  in 
Table  82  amply  provides  for  this. 

A  comparison  of  the  factors  for  the  steam  engine  and  the  single- 
acting  internal-combustion  engine  will  show  why  the  latter,  although 
carrying  higher  pressure,  is  not  proportionally  heavier,  but  sometimes 
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lighter  than  the  steam  engine.  Factors  marked*  may  be  taken  as  safe 
factors  for  ordinary  conditions  when  a  careful  analysis  is  not  to  be  made. 

In  all  design  it  must  be  kept  in  mind  that  cost  of  production  will 
always  be  a  great  factor  in  selection.  As  stated  at  the  beginning  of  Par. 
142,  economy,  effectiveness,  safety  and  durability  are  the  criteria  of  good 
design,  and  to  strike  a  proper  balance  between  these  is  the  work  of  the 
designer.  There  is  no  limit  to  the  training  and  experience  which  may 
be  applied  to  this  work. 

Reference  will  be  made  to  this  paragraph  in  the  treatment  of  the 
various  details. 


CHAPTER  XXII 

CYLINDERS 

Notation. 

t  =  thickness  of  wall  in  inches. 
D  =  diameter  of  cylinder  in  inches. 
Da  =  diameter  of  steam  inlet  in  inches. 
De  =  diameter  of  exhaust  outlet  in  inches. 

d  =  diameter  of  piston  rod  in  inches. 
da  =  diameter  of  stud  in  inches, 
di  =  diameter  of  stud  at  root  of  thread. 
A  =  piston  area  in  sq.  in.  =  ^0^/4, 

a  =  area  of  steam  passage  in  square  inches. 

c  =  clearance  distance. 

p  =  unbalanced  pressure  in  poimds  per  square  inch. 
fa  =  standard  factor  of  safety. 
ft  =  factor  of  judgment. 
S  =  tensile  stress  in  poimds  per  square  inch. 
Sp  =  piston  speed  in  feet  per  minute. 
V  =  nominal  average  velocity  of  steam  or  gas  in  feet  per  minute. 

167.  The  Cylinder. — The  material  most  used  for  cylinders  is  hard/ 
close  grained,  gray  cast  iron  known  as  cylinder  iron.  If  properly  made, 
cast  iron  cylinders  have  sufficient  strength,  and  with  proper  lubrication 
and  care,  the  cylinder  bore  and  valve  seat  attain  a  smooth,  glass-like 
surface  which  gives  but  little  frictional  resistance  and  wears  almost 
indefinitely. 

Strength  calculations  are  simple  and  few,  the  principal  dimension  to 
be  determined  being  the  thickness  of  the  wall.  Cylinder  formulas  were 
discussed  in  Par.  161,  Chap.  XXI,  in  which  Formula  (17)  gives  the  thick- 
ness of  the  wall.  The  chart  in  Fig.  328  of  the  same  chapter  greatly 
facilitates  calculation.  Allowing  for  other  considerations  than  strength, 
(17)  may  be  written 

t^'^'D  +  k  (1) 

where  k  provides  for  possible  reboring,  unequal  thickness  of  wall  due  to 
shifting  of  cores  in  casting,  porous  material  and  other  defects.  This 
constant  may  range  from  0.25  to  0.5,  depending  upon  the  quality  of 
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foundry  work  produced  in  a  particular  foundry.  For  very  small 
cylinders  such  as  for  small  gasoline  engines,  k  may  be  very  much  less; 
and  for  cylinder  linings,  such  as  are  used  in  Diesel  engines,  it  may  be 
zero,  as  when  wear  occurs  the  lining  may  be  replaced. 

The  value  of  n  in  (1)  is  given  by  (16),  Chap.  XXI,  and  is: 


The  stresses  in  cylinder  walls  are  repeated  stresses  due  to  the  steam  or 
gas  pressure  only,  inertia  having  no  effect.  Table  72  of  Chap.  XXI  gives 
6  as  the  standard  factor  of  safety  /a-  Using  the  tensile  strength  of  cast 
iron  from  Table  74,  Chap.  XXI,  which  is  16,000,  gives  a  maximum  working 
stress  of  2670  lb.  per  sq.  in.  A  common  stress  for  steam  cylinders  is 
1500;  this  gives  a  factor  of  judgment /s  of  1.78,  which  is  reasonable,  due 
to  the  disastrous  effect  of  steam  cylinder  failure,  caused  by  escaping 
steam. 

Much  higher  stresses  are  used  in  gas  engine  cylinders — ^as  high  as  3600 
lb.  and  even  higher.  While  pressures  in  such  cylinders  are  probably 
more  erratic  than  in  steam  cyUnders,  there  is  no  escaping  steam  in  case 
of  failure,  and  due  to  high  temperature,  failure  is  more  apt  to  be  due  to 
unequal  expansion,  the  stresses  due  to  which  are  increased  by  thick 
cylinder  walls.  Neglecting  the  factor  of  judgment  but  retaining  the 
standard  factor  6,  a  working  stress  of  3500  lb.  would  necessitate  an  ulti- 
mate tensile  strength  of  21,000  lb.;  this  is  not  excessive  for  the  grade  of 
material  which  should  be  used  for  cylinders,  the  value  16,000  being  very 
conservative  and  suitable  for  general  use  when  the  quality  of  the  material 
is  uncertain. 

Internal  stress  due  to  shrinkage  of  the  metal  in  cooling  is  often  much 
greater  than  operative  stresses.  For  this  reason  it  is  often  stated  that 
rational  formulas  do  not  apply  to  cast  iron.  While  this  is  partly  true, 
there  seems  to  be  no  better  method  of  determining  dimensions  if  the 
formulas  are  used  with  judgment. 

Good  foundry  practice  with  careful  cooling  of  castings  is  as  essential 
as  good  design.  The  latter  consists  in  an  even  distribution  of  material, 
making  the  thickness  as  uniform  as  possible,  and  avoiding  pockets 
and  constricted  passages,  the  cores  for^which  are  apt  to  be  displaced  in 
casting. 

Walls  other  than  those  of  the  cylinder  barrel  may  be  made  according 
to  (1),  omitting  k  if  subject  to  the  high-pressure  steam;  if  containing 
exhaust  steam  they  may  be  ^  as  thick.  With  small  cylinders  this  may 
lead  to  too  much  difference  in  thickness,  in  which  case  steam  and  exhaust 
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passages  may  have  walls  of  the  same  thickness.  Formula  (1)  is  only  an 
empirical  formula  when  used  for  other  than  circular  passages. 

Cylinder  fliEtnges  may  be  about  1.2  times  the  thickness  of  the  barrel 
wall. 

Flat  surfaces  should  be  carefully  supported  with  ribs,  but  ribs  should 
not  be  too  generally  used,  especially  on  the  outside  of  the  casting.  It  is 
better  to  have  the  cylinder  barrel  free  from  ribs,  as  a  cracked  rib  may 
mean  a  ruptured  cylinder  later  The  strength  of  flat  surfaces  when 
round  or  rectangular,  and  not  supported  by  ribs,  may  be  checked  by 
flat  plate  formulas.  For  rectangular  plates  with  uniform  load,  Leut- 
wiler's  Machine  Design  gives: 


['  +  ©  ] 


in  which  a  is  the  length  and  b  the  breadth  of  the  plate  and  K  is  Bach's 
coefficients.  For  plates  supported  at  the  edge,  K  is  0.565;  when  fixed 
at  the  edge  K  is  0.375  when  the  material  is  cast  iron.  For  mild  steel, 
K  is  0.36  and  0.24  for  free  and  fixed  edges  respectively. 

For  circular  plates  with  uniform  load  the  same  authority  gives: 


t^ayJK'^  (4) 

where  a  is  the  diameter.  For  cast  iron,  K  is  0.3  and  0.2  for  free  and  fixed 
edges  respectively,  and  for  mild  steel,  0.19  and  0.13.  For  most  practical 
cases  the  plates  may  be  considered  as  neither  free  or  fixed.  It  is  well  to 
calculate  both  ways  when  a  compromise  may  be  made  with  judgment. 

It  is  well  when  possible  to  provide  for  free  expansion  of  the  cylinder 
barrel.  It  is  true  that  the  usual  Corliss  engine  cylinder  has  the  cylinder 
ends  connected  by  the  steam  chest  and  exhaust  passage,  which,  with 
the  cylinder  itself,  carry  three  different  mean  temperatures;  these 
cylinders  operate  indefinitely  without  failure,  even  with  superheated 
steam  in  some  cases,  and  when  they  do  fail  it  may  usually  be  traced  to 
some  other  cause.  However,  for  high  superheat,  the  free  cylinder  is 
probably  better. 

In  any  steam  cylinder,  the  exhaust  steam  should  not  come  in  contact 
with  walls  having  live  steam  on  the  other  side,  as  heat  from  the  latter  is 
quickly  taken  up  by  the  exhaust  steam,  resulting  in  condensation  and  loss. 
An  air  space  should  always  be  left. 

Several  points  in  cylinder  design  may  be  shown  by  Figs.  337  and  338, 
which  are  for  the  cylinder  drawings  for  the  20  by  48-in.  Corliss  engine  of 
Chap.  Xn.    The  covers  of  the  valve  chambers  are  called  bonnets,  the 
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front  bonnet  forming  a  bracket  for  the  valve  gear.  The  back  bonnets 
for  the  exhaust  valve  chambers  are  tapped  for  water  relief  valves.  Parts 
of  the  cylinder  depending  upon  the  valve  gear  are  given  in  Chap.  XX. 

Counterbore  allows  for  reboring  and  for  the  piston  ring  to  "wipe  over" 
a  small  amount  to  prevent  wearing  a  shoulder  in  the  cylinder  near  the 
end  of  the  stroke.  There  is  no  definite  rule  for  the  amount,  but  He  i^« 
is  usually  ample;  too  great  an  amount  may  result  in  slapping  of  the  ring 
at  the  ends  of  the  stroke. 

The  clearance  c  is  as  small  as  is  considered  safe  and  may  be  as  small 
as  3^  in.;  .most  builders  prefer  to  allow  ample  in  the  interest  of  safety  and 
from  J^  to  3^^  in.  is  more  usual,  depending  upon  the  size  of  the  cylinder. 
Table  83  gives  values  of  counterbore  and  clearance  for  steam  cylinders  of 
different  size,  which  may  be  used  as  a  guide.  In  view  of  the  discussion  of 
clearance  volume  in  Par.  46,  Chap.  IX,  and  Par.  62,  Chap.  XII,  the 
larger  and  safer  values  of  c  seem  to  be  justified. 

Table  83 


Cylinder  diameter 

Counterbore 

Clearance 

Cylinder  diameter 

Counterbore 

Clearance 


10 
lOK 


12 
12H 

3^ 


14 
14>i 


16 

mi 


18        20 


18?^ 


20^ 


22 

22?^ 

H 


24 
24% 

H 


26 

28 

30 

32 

34 

36 

38 

26K 

28H 

30H 

32H 

SiH 

36M 

38H 

h 

H 

H 

H 

H 

H 

H 

40 
40H 


For  lai^er  sizes  the  clearance  and  allowance  for  counterbore  may  be 
taken  the  same  as  the  maximum  values  in  the  table. 

In  internal-combustion  engines  and  the  uniflow  steam  engine,  clear- 
ance is  determined  by  the  required  compression  pressure. 

168.  Inlet  and  exhaust  passages  in  steam  cylinders  are  dependent 
upon  the  allowable  nominal  steam  velocities;  the  area  of  a  passage  is 
given  by  Formula  (2),  Chap.  XX,  and  is: 

SpA 


a  = 


(5) 


in  which  V  will  be  taken  in  ft.  per  min.  in  this  chapter.    The  values  of  V 
are  given  by  Formulas  (3)  and  (4),  Chap.  XX. 

In  steam  engines  the  steam  and  exhaust  connections  are  for  standard 
round  piping;  then  we  may  write: 


aa  = 


tD^* 


as  = 


tDe'' 


A  = 


rD 
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where  subscripts  S  and  E  denote  steam  and  exhaust  respectively.     Then 
(5)  becomes: 

Ds  =  Dyj^^  (6) 


and: 


(7) 


The  next  larger  diameters  of  standard  wrought  pipes  may  be  used  if  Ds 
and  De  are  intermediate  values.  Values  of  Vs  and  Vb  may  be  found  from 
the  curves  of  Fig.  339,  which  were  plotted  from  (3)  and  (4) ,  Chap.  XX. 
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Formula  (5)  may  also  be  used  for  internal-combustion  engines  by 
using  the  proper  value  of  V,  This  also  appUes  to  (6)  and  (7)  when  the 
passages  are  of  circular  section^  Lucke  says  that  V  should  not  exceed 
3000.  Measurements  of  the  cylinder  of  a  well-known  automobile  engine 
gives  for  the  entrance  to  the  cylinder  a  velocity  of  8400  ft.  per  min.  and 
for  the  exit  6800  ft.,  for  a  piston  speed  of  1000  ft.  per  min.  A  modem 
vertical  gas  engine  gives  a  gas  velocity  through  the  inlet  opening  of  the 
cyUnder  head  of  5380  ft.  per  min.,  and  through  the  exhaust  opening, 
7850  ft.,  with  a  piston  speed  of  640  ft.  These  velocities  are  all  nominal 
velocities  as  explained  in  Par.  142,  Chap.  XX.  Velocities  through  ports 
and  valves  of  both  steam  and  internal-combustion  engines  are  discussed 
in  Chap.  XX. 

169.  Cylinder  heads  are  largely  of  empirical  design  as  there  are  no 
satisfactory  rational  formulas  for  determining  the  thickness  of  metal. 
In  shallow  heads  which  set  into  the  cyUnder  but  a  small  distance,  a  flat 
circular  plate  formula  may  be  used  as  a  check.  For  deep  heads,  such  as 
used  on  CorUss  cylinders,  the  strength  depends  largely  upon  the  ribs, 
which  form  sort  of  a  truss.     Such  a  head  is  shown  in  Fig.  340. 

As  a  guide  the  following  dihiensions  are  given: 

ti  =  l.U  tt  =  0.«i 
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It  will  be  noticed  that  the  head  has  a  snug  fit  in  the  cylinder  for  but  a 
short  distance,  from  ^i  to  1  in.,  depending  on  the  cylinder  diameter,  after 
which  it  is  cut  away  J-^2  in.,  or  sometimes  less.  It  waa  once  common  to 
have  the  entire  flange  surface  fit  tight  against  the  cylinder,  with  paper 
or  some  other  packing  between;  but  now  an  annular  space  only  comes  in 
contact  with  the  cylinder;  this  suiv 
face,  about  %  in.  wide,  permits  a 
greatly  increased  pressure  per  sq.  in. 
and  is  more  easily  kept  steam-tight. 
This  surface  is  sometimes  ground  in 
place,  but  this  is  not  necessary  for  a 
»tcam-tight  joint. 

It  is  well  to  keep  the  stud  circle 
as  near  the  inner  edge  as  possible 
without  danger  of  breaking  out;  good 
results  are  obtained  if  this  distuice  is  about  1.2  times  the  stud  diameter,  ■ 
and  this  same  distance  may  be  taken  to  the  outer  edge  of  the  head. 
Table  84  gives  the  dimensions  of  high-pressure  and  low-pressure  heads. 
Table  &i 
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with  the  number  of  studs,  and  the  stress  at  the  root  of  the  thread  for  a 
pressure  of  100  lb.  per  sq.  in.  The  stress  for  any  other  pressure  may  be 
easily  found  as  it  is  proportional  to  the  pressure.  The  notation  is  as 
on  Fig.  340. 

For  Corliss  high-pressure  cylinders,  a  depth  of  head  equal  to  the  diam- 
eter of  the  valve  is  satisfactory;  the  writer  has  used,  for  high-pressure 
heads: 

Depth  =  0.2D  +  1.75  (8) 

and  for  low-pressure  heads: 

Depth  =  0.17Z)  +  1.8  (9) 

There  is  no  such  similarity  between  the  designs  of  heads  for  internal- 
combustion  engines,  but  the  same  general  principles  apply.  The  load 
on  pylinder-head  bolts  or  studs  is  practically  a  dead  load,  and  the  stand- 
ard factor  of  safety  could  be  taken  as  2  if  the  stress  due  to  screwing  up  were 
known.  It  is  better,  however,  to  take  the  repeated  load  factor  3,  based 
upon  the  total  steam  pressure  and  divided  by  the  total  bolt  area  at  root 
of  threads,  which  is  the  assumption  in  Table  84;  this  may  be  called  the 
nominal  stress. 

Small  bolts  are  much  more  Uable  to  be  damaged  by  a  wrench,  so  the 
factor  of  judgment  may  be: 

U'l+i  (10) 

The  factor  of  safety  is  then: 

/  =  /,/,  =  3  (l  +  i^)  (11) 

in  which  ds  is  the  stud  diameter.     The  safe  stress  for  machinery  steel, 

from  Table  73,  Chap.  XXI  is: 

38,000 

■   ■  • 

/ 

High-grade  steel  is  sometimes  used,  especially  for  internal-combustion 
engines. 

With  cylinder-head  castings  for  internal-combustion  engines,  great 
care  must  be  exercised  in  design  and  in  the  foundry  work.  There  must 
be  an  even  distribution  of  metal  with  no  abrupt  changes  from  thin  to 
thick  metal.  Ribs  must  not  be  placed  so  that  they  make  the  casting 
too  rigid  and  prevent  the  uneven  expansion  due  to  difference  in  tempera- 
ture.   Cored  passages  should  be  as  easy  as  possible. 

Stuffing  Box. — If  any  special  form  of  metallic  pagkihg  is  to  be  used,  the 
stuffing  box  should  be  designed  accordingly,  but  for  the  numerous  soft 
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packings  on  the  market,  Fig.  341  gives  good  results  if  proportioned 
according  to  Tables  85  and  86,  and  the  following  formulas: 

A  =  0.15Db        B  =  2ds        C  =  1.5ds        E  ^  Db  +  2Ads 

F  =  E  +  2Ms        K  =  Db-  d 


-B'^ — M — A^ 
FiQ.  341. 


Table  86 
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Table  86 
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iM 

3 

8 

IK 

3 

9 

IH 

3 

The  stuffing-box  flange  is  made  thick  to  offset  the  weakening  effect 
of  the  box,  which  cuts  away  the  ribs  at  the  center. 

170.  Cylinder  Lagging. — Steam  cylinders  are  covered  with  about  1)4 
in.  of  some  heat-resisting  material  in  the  form  of  plaster,  such  as  asbestos 
or  magnesia.  Outside  of  this  is  the  lagging,  usually  of  sheet  steel,  and 
provision  should  be  made  for  fastening  this  to  the  cylinder.  This  may 
be  seen  in  some  of  the  designs  which  follow. 


508 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


A  water  jacket  is  required  for  iiitemal-<»>mbuBtioD  engines,  except  for 
very  small  cylinders,  which  may  be  air-cooled.     No  lagging  is  required. 

Besides  the  illustrations  of  the  following  paragraphs,  some  features 
of  design  may  be  found  in  Chape.  Ill  and  V. 

The  foundry  and  machine  shop  should  be  kept  in  mind  with  a  view  to 
reducing  the  cost  of  production,  and  no  design  should  be  used  which  has 
been  known  to  give  trouble  in  operation. 

DESIGNS  FROM  PRACTICE 

171.  Steam  Engine  Cylinders.— -The  Corliss  engine  cylinder  of  Figs.  337 
and  338,  while  not  designed  for  an  actual  engine,  is  substantially  the 


@) 


Fia.  342. — Bnice-M&cbeth  gu  engjoe  cylinder, 

design  used  by  the  author  for  several  years  and  shows  the  charact^istio 
features  of  Corliss  cylinders.  The  cylinder  foot  is  included;  openings  are 
provided  for  the  vacuum  dashpots,  but  in  some  cases  these  are  secured 
to  the  foundation  independently.  The  cylinder  foot  is  usually  bolted 
to  the  foundation. 


CYLINDERS 


509 


172.  Intemal-combustioti  Cylinders. — A  vertical  gas  engine  cylinder 
is  shown  in  Fig.  342.  This  is  the  design  of  the  Bruce-Macbeth  Engine 
Co.,  Clevel&nd,  Ohio.  With  a  stress  of  3500  lb.  and  a  gage  pressure  of 
400  lb.,  Fig.  328  and  Formula  (17)  of  Chap.  XXI  give  a  wall  thickness  of 
pra«tically  %  in.  The  actual  thickness  being  1  in.  makes  k  in  (I)  eqtial 
to  ^  in.  The  jacket  wall  is  made  equal  to  one-half  the  cylinder-wall 
thickness. 

With  a  gage  pressure  of  400  lb.,  the  nominal  stress  in  the  cylinder- 
head  bolts  at  root  of  thread  is  8850  lb.     If  the  elastic  limit  of  the  bolt 


Flo.  343. — Brurc-Macbeth  cylinder  heads. 

material  is  38,000,  the  factor  of  safety  is  4.3.  Taking  the  repeated-load 
standard  factor  as  3,  gives  a  factor  of  jut^ment  of  1.43  instead  of  2,  as 
given  by  (10) ;  the  former  is  no  doubt  ample. 

The  head  for  this  cylinder  is  shown  in  Pig.  343.  The  valves  and  valve 
cages  are  shown  in  Chap.  XX. 

Hg.  344  shows  the  aii^cooled  cylinder  of  the  Franklin  Automobile 
Engine  Steel  ribs  are  cast  in  the  cylinder  as  shown.  These  are  sur- 
rounded by  s  jacket  and  air  is  drawn  through  the  passages  between  the 
ribfl. 


510 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


The  cylinder  wall,  measured  from  the  bottom  of  the  ribs  is  ^e  io- 
thick.  With  a  gage  pressure  of  350  lb.  and  no  allowance  for  wear,  etc. 
Formula  (1)  of  this  chapter  gives  a  stress  of  3325  lb.,  while  a  pressure  (tf 
400  lb.  gives  3800  lb.  With  the  standard  factor  of  6  for  repeated  load 
for  oaat  iron,  neglecting  the  factor  of  judgment,  these  Htreaees  give  neo- 


Fio.  344. — Cylinder  of  Ftatikliu  automobile  eusiDe. 


eesary  ultimate  strengths  of  20,000  and  22,800  lb.  respectively.  The 
latter  is  no  doubt  conservative,  as  the  better  grades  of  gray  iron  have  a 
tensile  strength  as  high  as  30,000  lb. 

There  are  four  ^-in.  bolts  holding  the  cylinder  to  the  frame.  By  the 
S.A.E.  standard,  they  have  24  threads  per  inch.  The  stress  at  root  of 
thread  for  direct  thrust  only  is  9000  lb.  for  a  maximum  explosion  pres- 
sure of  350-lb.  gage,  and  10,300  for  400  lb.  pressure.    This  gives  a  factor 
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4.2  and  3.7  respectively  for  the  conservative  value  of  the  elastic  limit 

ven  in  Table  73,  Chap.  XXI.    Both  of  these  are  greater  than  the  stand- 

d  factor  3  for  repeated  load,  giving  factors  of  judgment  of  1.4  and  1.23. 

his  would,  no  doubt,  provide  for  the  side  thrust  due  to  the  connecting 

Ki.    The  maximum  pull  on  the  bolts  occurs  when  the  product  Psd 

?\g,  345)  is  a  maximum;  as  before,  neglecting  the 

Lress  due  to  screwing  up,  the  stress  is  due  to  a 

speated  load.     If  n  is  t  he  ratio  of  the  length  of 

onnecting  rod  to  length  of  crank,  (12),  Chap.  XVI, 

;ive8: 

r,  P  sin  ^ 


-nF^*) 


Fio.  345. 


lie  pull  on  the  bolts  for  the  arrangement  of  bolts  in 
%  344  is: 

fisuming  the  diagram  of  Fig.  274,  Chap.  XX  ap- 
lies  to  this  engine — ^which  is  not  strictly  true — 
le  values  of  Pb  were  calculated  for  all  positions  covering  that  giving 
le  maTrimum  value;  corresponding  pressures  were  taken  from  the  indi- 
itor  diagram  in  the  same  figure,  and  the  maximum  combined  stress 
"om  these  is  11,300  lb.  per  sq.  in.,  and  occurs  at  position  1,  or  very  near 
ead-end  dead  center.  This  does  not  include  the  inertia  of  the  rod, 
'hich  might  have  modified  the  result  somewhat.  From  the  same  dia- 
ram,  the  stress  produced  by  maximmn  gas  pressure  is  8620  lb. 

The  stress  due  to  Pn  is  transmitted  through  the  rod,  so  inertia  forces 
aust  be  included  in  the  value  of  P  used  (this  should  properly  be  the  Pa 
>f  Fig.  204,  Chap.  XVI,  instead  of  Pat)  ;  but  in  obtaining  the  direct  load 
)n  the  bolts  in  line  of  stroke,  inertia  has  no  effect  and  gas  pressure  only 
must  be  used. 

For  the  value  of  mild  steel  in  Table  73,  Chap.  XXI,  the  maximmn 
tress  just  found  gives  a  factor  of  safety  of  3.36,  but  S.A.E.  standard 
olts  have  an  elastic  limit  of  60,000  lb.,  giving  a  factor  of  5.3,  or  a  factor 
f  judgment  of  1.77. 

In  a  steam  engine,  the  maximmn  steam  pressure  continues  to  a  point 
eyond  that  at  which  Pb  is  a  maximum,  so  that  the  stress  in  the  bolts 
neglecting  initial  stress)  is  greater  than  that  produced  by  direct  steam 
ressure  in  the  line  of  stroke. 

Fig.  347  shows  a  side  elevation  and  plan  of  a  pair  of  cylinders  of  the 
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Fio.  346. — Sections    of    Sturtevant    cylinder. 


U  W^ 


Fig.  347. — Sturtevant    airplane    ei 

cylinder. 


Fio    348. — Sturtevant  cylinder  heads. 


CYLINDERS 


513 


Sturtevant  airplane  engine,  without  liners.  Fig.  346  shows  a  section 
without  sleeve,  and  a  section  with  the  sleeve  in  place.  The  cylinders 
are  attached  to  the  crank  case  by  bolts  extending  through  lugs  as  shown 
at  section,  and  throi^h  the  cylinder  head. 


Pio.  349. — sturtevant  cylinder  heads. 


Pig.  348  gives  outside  views  of  two  cylinder  heads  cast  enbloc,  with 
txiter  arm  fulcrums;  the  fulcrums  were  formerly  cast  separately  and 
^Ited  to  the  head.  Fig.  349  shows  such  a  head,  which  also  better  gives 
the  detail  design. 


CHAPTER  XXIII 

PISTONS 

Notation. 

D  =  diameter  of  cylinder  bore  in  inches. 

F  =  length  of  piston,  or  piston  face,  in  inches. 

L  =  distance  between  the  centers  of  gravity  of  the  two  semi-circles,  in 

inches. 
a  =  area  of  half  circle  in  square  inches. 
r=  radius  of  cylinder  bore  in  ihches. 
ri  =  radius  of  outside  of  piston  ring  when  free,  assumed  constant  for  an 

eccentric  ring. 
t  =  thickness  of  ring  in  inches,  at  any  section. 
Im  =  maximum  thickness  of  ring — opposite  cut. 
w  =  width  of  ring  in  inches. 
/  =  moment  of  inertia  of  ring  section. 
z  =  modulus  of  section  of  piston  section. 
M  =  bending  moment  at  any  section  of  ring. 
E  =  modulus  of  elasticity. 
S  =  bending  stress  in  piston;  also  at  any  section  of  ring  when  in  cylinder, 

exerting  pressure  pn- 
ks  =  stress  developed  in  stretching  ring  over  piston  to  place  it  in  groove. 
8m  =  maximum  bending  stress  when  ring  is  in  cylinder  (at  section  of 

thickness  Im)- 
p  =  maximum  unbalanced  pressure  per  square  inch  in  cylinder. 
Ps=  normal  pressure  in  pound  per  square  inch  of  ring  upon  cylinder 

wall. 
W=  total  maximum  pressure  in  pounds,  upon  engine  piston. 

173.  Pistons  are  made  in  several  different  styles,  the  most  common  for 
steam  engine  use  being  the  box  piston,  cast  in  one  piece  as  in  Figs.  361 
and  363,  and  the  built-up,  or  bull-ring  piston  shown  in  Fig.  360.  In  the 
former,  ribs  are  usually  provided  for  strengthening  the  piston;  the  holes 
in  one  side  of  the  piston  necessitated  by  the  core,  are  tapped  and  plugged. 
The  cores  between  the  ribs  are  sometimes  connected,  leaving  holes  in 
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I  the  ribs.  This  type  of  piston  has  given  some  trouble,  due  to  the  forma- 
tion of  ci-acks  where  the  walls  join  hub  and  rim;  this  may  be  due  to 
poorly  distributed  metal  or  improper  cooling  of  the  casting.  This 
design  is  not  much  used  on  very  large  engines. 

The  bull-ring  piston  is  composed  of  the  spider,  or  body,  the  bull  ring 
(sometimes  called  junk  ring),  the  follower,  and,  in  common  with  the  solid 
piston,  one  or  more  packing  rings,  which  prevent  the  leakage  of  steam  past 

I  the  piston.  The  stiffening  ribs  contain  bosses  into  which  are  tapped  the 
follower  bolts.  A  circular  rib  connects  the  radial  ribs  and  is  provided 
with  set  screws  and  lock  nuts,  by  means  of  which  the  bull  ring  may  be  ad- 
justed to  take  up  wear.  If  wear  is  excessive  the  cylinder  may  be  rebored 
and  a  new  bull  ring  provided.  Trouble  is  sometimes  experienced  by  the 
l>reaking  of  follower  bolts,  and  as  this  has  been  attributed  to  expansion, 
long  studs,  tapped  into  the  farther  side  of  the  piston  have  been  used  by 
some  builders,  as  shown  in  Fig.  360;  the  stud  is  thus  allowed  to  stretch 
and  bend  slightly  without  undue  stress. 

The  wearing  surface  of  the  piston  is  sometimes  provided  with  rings  or 
••strips  of  Babbitt  metal,  or  some  other  anti-friction  metal;  this  is  more 
common  in  large  pistons.  Cast  iron  upon  cast  iron  usually  gives  the  best 
wewr,  but  an  occasional  exception  arises,  when  a  change  to  a  babbitted 
t»ull  ring  gives  better  results,  due,  no  doubt,  to  some  defect  in  the  metal  of 
'Si'^linder  or  ring. 

When  a  single  packing  ring  is  used  and  made  in  sections,  or  where  two 
^nap  rings  "  are  used,  the  bull  ring  is  made  in  one  piece,  but  for  the  usual 
single  ring  it  is  in  two  parts,  as  shown  in  Fig.  360. 

When  lightness  is  required  in  a  large  piston,  perhaps  largely  for  the 
t  '*  «-irpose  of  balancing,  as  in  marine  engines,  conical  pistons  arc  sometimes 
*-»^te<l,  as  in  Fig.  362.     Sometimes  the  box  piston  is  made  conical. 

Single-acting  steam  engines  and  internal-combustion  engines  have 

t  nink  pistons,  which  also  serve  as  crosaheads,  examples  of  which  are 

&Vioft  n  in  Figs.  364  and  365.     Trunk  pistons  should  lie  designed  so  that  the 

tlinist  due  to  the  angularity  of  the  connecting  rod  may  be  transmitted 

trom  cylinder  wall  to  wrist  pin  without  distorting  the  piston;  the  proper 

placii^  of  ribs  provides  for  this  in  very  light  pistons,  as  seen  in  Fig,  365. 

The  material  used  in  pistons  is  usually  cast  iron,  but  there  is  no  reason, 

aside  from  expense,  why  the  spider  and  follower  of  a  bull-ring  piston  may 

'■■    \      "ot  be  steel  castings.     Pistorw  for  automobile  engines  are  sometimes  made 

J)*  I     ot  an  aluminum  alloy,  but  it  has  probably  not  been  tried  sufficiently  long 

^  I     to  insure  success.     Morley,  in  his  Strength  of  Materials,  says  that  under 

^  B    fcpeated  stress,   pure  aluminum  tends  to  "creep,"  or  gradually   fail. 

^^H    AliimiDuin  also  has  a  liigh  coefhcient  of  expansion — more  than  twice  as 
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great  as  for  iron.  If  enough  aluminum  is  used  to  greatly  lighten  the  pis- 
ton, some  trouble  may  possibly  ensue.  According  to  the  American 
Machinists'  Handbook,  aluminum  becomes  granular  and  easUy  broken 
at  about  1000°  F. 

The  working  stress  may  be  taken  as  1200  lb.  for  cast  iron  pistons,  and 
5000  lb.  for  steel  castings.  From  Tables  73  and  74,  Chap.  XXI,  this  gives 
a  factor  of  judgment  over  the  standard  reversed  stress  factor  of  1-11  for 
cast  iron,  and  zero  for  steel. 

There  is  no  strictly  rational  method  of  determining  the  stress.  The 
flat  plate  formulas  would  apply  only  to  the  simple  plate  piston,  which  is 
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Fig.  350. 


rarely  used.  The  piston  has  been  considered  as  a  beam  supported  at  the 
centers  of  gravity  of  the  two  parts  on  either  side  of  a  diameter,  by  one  of 
the  leading  manufacturers,  with  the  maximum  piston  load  applied  at  the 
center.  Possible  rupture  would  occur  along  a  diameter,  which  would  be 
resisted  by  the  weakest  section.  This  would  be  through  the  cored  holes 
of  the  box  piston,  the  plugs  not  adding  to  the  strength.  This  method, 
may  be  used  as  a  check  and  will  be  given.  Fig.  350  is  self-explanatory. 
From  mensuration  : 

L  ^D^ 

2      12a 
and  as: 

tD2  4D 

8  '  3t' 


a  = 


From  the  beam  equation: 


^  1.825,, 


(2) 


FiQ.  351. 

S  may  be  found  for  a  given  design,  or  the  necessary  value  of  z  for  a  given 
stress. 

In  most  cases  the  section  may  be  put  into  a  simple  form  as  in  Fig. 
351,  omitting  the  follower  and  bull  ring  from  the  built-up  piston. 

The  center  of  gravity  may  be  found  by  calculation,  locating  the  neutral 
axis  xx;  the  moment  of  inertia  may  then  be  found  and  divided  by  the 
distance  of  the  extreme  fiber  from  the  neutral  axis,  giving  the  minimum 
value  of  2,  and  this  must  be  used  in  (1). 

For  the  conical  piston,  Pig.  352,  an  empirical  rule,  based  in  part  upon 
a  flat  plat«  formula,  is: 

iS^^I-sin" 
For  oast  iron,  if  5  =  1200  and  tf  <  60: 

T  =  0.046  VpD 
For  steel  casting,  if  5  =  5000: 

T  =  0.023  Vp6 

T,  may  equal  0.5  T. 

Vtaag  the  factor  7.2  for  cast 
iron,  as  mentioned  in  connection 
with  Table  72,  Chap.  XXI,  the 
working  stress  may  be  2220  lb. 
when  the  ultimate  strength  is 
16,000  lb. 

The  hub  into  which  the  piston 
rod  is  fitted    will    be    considered  '  "*' '""'' 

inder  the  subject  of  piston  rods.    Trank  pistons  will  be  discussed  under 
'^tea-heads. 
The  length  of  piston  F  must  be  such  as  to  allow  of  sufficient  strength 


518  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

and  to  give  ample  wearing  surface.  For  constructional  reasons,  F  is 
proportionally  larger  in  small  than  in  large  engines.  For  steam  engines, 
an  empirical  formula  giving  satisfactory  results  is: 

f  =  5  +  2"  (3) 

174.  Piston  Rings. — Numerous  varieties  of  piston  rings  are  on  the 
market,  but  the  most  common  is  some  form  of  spring  ring,  so  called 
because  it  is  made  larger  in  diameter  than  the  cylinder  bore,  and  when 
in  place,  exerts  a  pressure  upon  the  cylinder  surface.  In  bull-ring  pistons 
this  pressure  is  augmented  by  springs  placed  between  the  packing  ring 
and  bull  ring  at  intervals,  as  shown  in  Fig.  360.  When  flat  springs  are 
used,  lugs  are  cast  on  the  ring  to  keep  them  in  place.  Such  rings  are 
usually  cut  at  an  angle  of  45  degrees  and  a  "keeper"  provided  to  prevent 
leakage,  as  shown  in  Fig.  353. 


^ 


— n — IT 

Li u. 


Fio.  353.  Fio.  354. 

Rings  providing  all  of  their  own  spring  are  called  "snap  rings;" 
these  are  either  made  of  uniform  thickness  or  eccentric,  the  latter  ap- 
proximating a  form  which  will  remain  circular  under  uniform  pressure 
at  any  diameter  which  does  not  strain  the  ring  beyond  the  elastic  limit. 
Two  methods  of  cutting  these  rings  are  shown  in  Fig.  364. 

Some  authorities  claim  that  the  ring  of  uniform  thickness  is  superior 
to  the  eccentric  ring;  they  are  more  common,  possibly  because  cheaper 
to  construct.  The  design  of  the  snap  ring  is  often  empirical,  but  a 
fairly  satisfactory  rational  method  is  not  difficult  and  will  be  given.  The 
eccentric  ring  best  lends  itself  to  such  a  discussion. 

The  ring  must  be  designed  so  that  it  will  not  be  stressed  above  its 
elastic  limit  when  in  place  in  the  cylinder,  or  while  sprung  over  the  edge 
of  the  piston  while  placing  in  the  groove.  The  latter  process  is  done 
but  seldom  and  the  stress  may  be  higher  than  the  working  stress,  which, 
however,  is  constant  and  may  be  high. 

Figure  35(5  shows  the  ring  in  place,  Fig.  356  shows  it  free,  while 


g.  S67  shows  it  being  placed  in  the  groove.  A  somewhat  smaller 
ening  would  suffice  for  the  last,  but  the  assumption  made  is  safe  and 
nplifies  calculation. 


In  Fig.  355,  the  force  P  (which  is  the  nonnal  pressure  per  sq.  in. 
Liltiplied  by  the  projected  area  in  angle  2a  upon  which  it  acts)  produces 
bending  moment  M  at  x.  Angle  2a  may  be  any  angle,  but  it  ie  con- 
nient  to  take  it  as  20  d^rees,  then  increase  it  by  increments  of 


degrees  until  the  maximum  thickness  at  180  degrees  is  reached.  In 
ih  case  P  acts  midway  l>etween  the  cut  and  the  section  i.  In  this  dis- 
ision  the  radius  will  be  taken  to  the  outside  of  the  ring  instead  of 
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at  the  neutral  axis  of  the  sections,  involving  a  small  error;  the  bent 
beam  theory  is  also  ignored. 
In  Fig.  355: 

P  =  PnW'  2t  sina  =  2pnwr  sin  a  (4) 

Taking  moments  about  x  (any  section) : 

Af  =  Pr  sin  a  =  2j>swr^Wihx  (5) 

Also  at  any  section:  ' 

Af  =  ^  (6) 

and: 

/  =  '^-  (7) 

12  ^^ 

From  the  general  equation  for  change  of  curvature  from  free  radius 
fi  to  radius  of  cylinder  bore  r,  substituting  M  and  /  from  (3)  and  (4) : 

1        1        Af      25 


r       ri       EI      Et 


=  constant  (8) 


That  is,  the  same  relation  must  hold  for  every  section. 

Assuming  the  stress  developed  by  placing  the  ring  in  the  groove  (Fig. 
357)  as  kS\ 

h  "  FT^  ^  ¥  ==  "^^'^'^^  ^^^ 

Taking  S  and  t  at  the  maximum  section  (opposite  the  cut)  and  equating 
values  of  l/ri,  from  (8)  and  (9)  gives: 

tM  =  r[(l  +  k)^  +  yjil  +  fc)^[(l  +  k)^  +  2]]  =  Kr     (10) 

Equating  (5)  and  (6)  when  2a  =  180,  t  =  Im  and  S  =  Sm,  and  solv- 
ing for  psy  which  is  constant,  gives: 

^"  =  12(7)    =12-^  (11) 

Value  of  t  at  any  Section. — Substituting  (5)  and  (7)  in  (8)  when  2a  = 
180,  and  again  when  it  equals  any  angle,  gives: 

1  _  i  _  24pArr»      24pArr«  sin*  a 

from  which: 

<  =  tM\/'^^  (13) 

Table  87  is  given  to  facilitate  calculation. 
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Table  87 


2a 

sin  a 

sinSa 

-^ainta" 

20 

0.17365 

0.0302 

0.3112 

40 

0.34202 

0.1172 

0.4892 

60 

0.50000 

0.2500 

0.6300 

80 

0.64279 

0.4130 

0.7450 

100 

0.76604 

0.5870 

0.8375 

120 

0.86603 

0.7500 

0.9085 

140 

0.93969 

0.8830 

0.9595 

160 

0.98481 

0.9700 

0.9900 

180 

1.00000 

1.0000 

1.0000 

It  is  usually  accurate  enough  to  draw  a  circle  touching  as  many  of  the 

points  found  by  (13)  as  possible. 

From  (8),  conveniently  taking  S  =  Sm  and  t  =  Im,  the  radius  of  the 

ring  when  free  is: 

1  r 


ri  = 


1 

r 


2& 


1  - 


2S. 


=  mr 


(14) 


Eta  KE 

Length  of  Cut. — Referring  to  Fig.  354,  the  length  cut  out  of  the  ring 
after  it  is  turned  to  radius  ri  is: 

2T(ri  -  r) 

This  allows  it  to  fit  in  the  cylinder  when  finished,  after  which,  a  small 
amoimt  c  may  be  cut  out;  the  total  cut  is  then: 

I  =  2ir(ri  -  r)  +  cj  =  2irr(m  -  1)  +  c  (15) 

The  amount  c  cut  out  after  the  ring  is  turned  or  ground  to  exactly  fit  the 
cylinder  may  be  taken  as: 

c  =  0.006Z)  +  0.02"  (16) 

which  is  an  empirical  formula. 

Maximum  Stress,— For  a  ring  of  given  dimensions  the  maximum 
stress  in  place  is,  from  (8) : 

^^^  ,__ 


Sm  = 


6  -  ^) 


(17) 


And  when  being  placed  in  the  groove: 


^'  -  ^'t  (^  -  rh-) 


(18) 


2     \ri       r  +  tAf/ 

Tb  assist  in  calculation,  or  to  determine  different  relations  approximately, 
T'able  88  has  been  calculated  for  eccentric  rings.  The  stresses  are  high, 
but  for  the  grade  of  cast  iron  used  for  rings,  are  not  excessive. 
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Table  88 


ItB^  12.000.000  and  c-  1.2 

. .   .     V  SAf                ' 

A' 

(1  +  *)    „ 

1 

m3$ 

Sm 

kSM 

• 

Pn 

m 

0.000915 

0.0436 

5,000 

6,000 

0.79 

1.0194 

0.001095 

0.0480 

6,000 

7,200 

1.15 

1.0212 

0.001280 

0.0519 

7,000 

8,400 

1.57 

1.0228 

0.001465 

0.0555 

8,000 

9,600 

2.05 

1.0246 

0.001650 

0.0592 

9,000 

10,800 

2.63 

1.0258 

0.00183 

0.0623 

10,000 

12,000 

3.23 

1.0270 

0.00201 

0.0654 

11,000 

13,200 

3.92 

1.0290 

0.00219 

0.0684 

12,000 

14,400 

4.68 

1.0300 

0.00238 

0.0714 

13,000 

15,600 

5.52 

1.0310 

0.00256 

0.0741 

14,000 

16,800 

6.41 

1.0325 

0.00274 

0  0767 

15,000 

18,000 

7.35 

1.0335 

0.00293 

0.0795 

16,000 

19,200 

8.43 

1.0347 

0.00311 

0.0819 

17.000 

20,400 

9.51 

1.0361 

Rings  of  Uniform  Sectiony  although  cut,  sprung  together,  and  turned 
to  fit  the  cylinder,  do  not  exert  a  uniform  pressure.  To  do  so,  r,  p,  E 
and  t  must  be  constant,  and  (12)  gives: 

1  1 


ri  = 


1      24p^r»    .  , 
Sir-  sm*  a 


1 


1  - 


24p;v  sin*  a 


1  - 


—  q  sin*  a 


2Sm  sin*a 


(19) 


X'JS?  KE 

The  value  of  fi  varies  at  every  point,  but  Unwin  gives  an  approximate 
method  for  finding  the  form  of  the  free  ring  by  assuming  fi  the  same  over 
an  angle  of  30  degrees.  Fig.  358  shows  the  method,  in  which  ab'  =  aa' 
VV  =  a'a"y  etc.  The  distance  Cttj  =  fi  for  the  arc  o6',  dV  for  the  arc 
6'6",  c"V'  for  the  arc  6"6'",  etc.  The  method  is  exact  if  these  arcs  ar^ 
indefinitely  small,  so  that  greater  theoretical  accuracy  would  be  obtained 
by  taking  a  larger  number  of  divisions;  but  the  errors  of  draftsmanship 
increase  with  too  small  divisions  however,  offsetting  the  theoretical 
advantage. 

Large  rings  are  sometimes  hammered  to  this  form,  but  more  com- 
monly it  is  neglected.  All  rings,  however,  should  be  turned  or  ground  to 
the  diameter  of  the  cylinder  when  sprung  together.  A  common  method 
of  making  small  rings,  whether  eccentric  or  of  uniform  thickness,  is  to 
cast  a  pipe  and  cut  the  rings  from  it.  A  more  refined  way,  and  one  which 
will  not  cut  away  the  best  metal,  which  is  always  nearest  the  skin,  is  to 
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cast  the  ringg  separately,  allowiDg  but  slight  finish,  then  grind  to  size. 
Number  of  Rings. — An  empirical  formula  for  width  or  ring  is: 

w  =  0.02D  +  0.2"  (20) 

which  may  be  used  as  a  guide.    As  the  width  increases  but  slowly  with  the 


cylinder  diameter,  it  is  customary  to  retain  the  same  width  for  several 
diameters,  advancing  by  sixteenths  or  even  eighths  of  an  inch  for  the 
larger  sizes.  The  chart  of  Fig.  359  is  plotted  from  (20)  with  the  changes 
mentioned. 


If  p  is  the  maximum  unbalanced  pressure  per  square  inch  in  the 
cj'linder,  the  following  relation  may  be  of  assistance  in  fixing  conditions: 


'40m; 


(21) 


This  is  an  empirical  formula  in  which  n  is  the  number  of  rings.    There  is 
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no  definite  rule  for  determining  the  number  of  rings.  If  pit  is  assumed, 
n  may  be  found;  if  n  is  assumed,  p^  may  be  found,  and  from  Table  88, 
K  and  m  may  be  taken  for  determining  the  thickness  and  free  diameter. 
It  is  obvious  that  great  refinement  in  these  selections  is  not  necessary. 

It  may  be  considered  that  n  is  2  for  steam  engines,  and  should  a  single 
ring  be  used  the  width  may  be  twice  as  great;  otherwise  the  thickness 
will  be  excessive.  As  already  stated,  single  rings  are  provided  with 
sprii^,  sp  that  a  thinner  ring  may  be  used,  giving  greater  SexibiUty 
aad  a  more  uniform  pressure  against  the  cylinder  wall. 

Internal-combustion  pistons  have  from  3  to  10  rings,  3  being  a  com- 
mon number  for  small  engines.     Many  Diesel  engines  have  6  rings. 

Kings  must  be  fitted  into  the  grooves  so  that  they  are  free  to  adjust 
themselves.  F.  A.  Halsey,  in  the  Handbook  for  Machine  Designers, 
says  that  a  little  side  play  in  piston  rings  is  desirable,  and  that  the  steam 
pressure  will  force  the  ring  against  the  side  of  the  groove,  preventing 
leakage. 

DESIGNS  FROM  PRACTICE 

175.  Steam  Engine  Pistons. — Fig.  360  shows  a  built-up  piston  used 
on  the  Bass-Corliss  engine.     A  modification  is  made  in  the  original  design 


Fia.  360.— BasB-Corlian  pUton. 

by  making  the  follower  bolts  as  described  in  Par.  173.     While  Babbitt 
metal  is  shown  in  the  bull  ring,  this  is  not  standard. 

Using  the  method  of  stress  determination  described  in  connection 
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with  Fig.  351,  the  stress  from  (1)  is  2400  lb.  with  100  lb.  steam  pressure. 
With  125  lb.  the  stress  is  2980  lb.  It  is  probable  that  the  actual  stress 
is  not  so  high;  at  any  rate  this  piston  has  been  successfully  used  with  a 
pressure  of  125  lb.  But  it  is  more  satisfactory  to  have  (1)  give  a  lower 
stress,  and  for  this  reason  Formula  (3)  was  devised  by  the  author  and 
gives  a  greater  depth.  The  change  makes  but  little  difference,  however, 
in  this  particular  design,  still  giving  2875  lb.  stress  for  125  lb.  pressure. 
With  the  ultimate  strength  of  cast  iron  16,000  lb.,  this  gives  a  factor  of 
safety  of  but  5.57,  less  than  that  suggested  for  repeated  stress.    The 


Cyl  Bore  leis  ^  _, 
'  Nominal  dcre  20' 


/SfTurn- 


Fio.  361. — Mcintosh  and  Seymour  piston. 

possible  factor  for  reversed  stress  in  cast  iron  suggested  in  connection 
with  Table  72,  Chap.  XXI,  is  7.2.  With  this  as  a  basis  the  factor  of 
judgment  is  0.77,  or  less  than  unity,  which,  in  view  of  the  fact  that  the 
follower  plate  and  bull  ring  were  ignored  in  the  calculation,  may  be 
reasonable.  If  the  piston  spider  were  a  steel  casting  the  factor  of  judg- 
ment is  1.74;  it  would  probably  equal  at  least  imity  for  semi-steel  or 
some  of  the  better  grades  of  cast  iron  often  used.  Unwin  gives  3000 
lb.  as  the  working  stress  in  pistons. 

Fig.  361  shows  a  piston  designed  for  Type  F  gridiron-valve  engines 
built  by  the  Mcintosh  and  Seymour  Corporation,  Auburn,  N.  Y.    It  is  a 
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box  piston  coDtaining  no  ribs,  but  having  a  wide  face  and  rather  thiol 
walls.    The  holes  through  which  the  cores  were  held  are  drilled  out  an( 


FlO.  362. — Locomotivo  piston. 

tapped  with  a  2-in.  pipe  tap,  plugged,  and  then  these  plugs  are  facei 
flush  with  the  piston  as  it  is  finished  in  the  lathe. 


o 


Pio.  36.1. — Locomotive  piston. 


For  strength  calculations,  this  piston  is  composed  of  two  flat  platet 
le  of  these  plates  has  a  central  load,  and  this  is  resisted  at  the  edge  b 
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a  portion  of  the  pressure  on  the  other  plate  transmitted  through  the 
cyliadrical  portion  of  the  piston.  The  other  plate,  exposed  to  a  uniform 
steam  pressure  has  a  central  load,  and  at  the  edge  a  load  caused  by  the 
resistance  of  the  first  plate  to  bending.  Morley's  Strength  of  Materials 
contains  the  elements  of  an  analysis  of  this  condition,  and  it  may  be 


Fio.  aM, — Bnice-Macboth  gas  pngine  piston. 


possible  to  combine  them;  it  is  probably  not  practical,  however,  and  the 
design  must  be  mostly  empirical. 

Figure  362  shows  a  locomotive  piston  designed  by  the  American  Loco- 
motive Co.  It  is  a  conical  piston  with  cast  steel  body  riveted  to  a  cast 
iron  bull  ring.     With  a  pressure  of  200  lb.,  a  working  stress  of  5000  lb. 
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FiQ.  365.^Fraiikliii  automobile  engjoe  pislon. 


Fw.  366. — WBter-cooled  gas  engiQe 
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and  using  the  mean  angle  (90**  -  20.5**),  T  equals  1%  in.  This  is  but 
^  in.  more  than  the  dimension  given. 

Another  style  of  locomotive  piston  by  the  same  builders  is  shown  in 
Fig.  363.  This  is  a  box  piston  with  ribs,  the  outer  ends  of  which  are  cut 
away,  allowing  the  core  to  extend  around  the  piston.  The  core  holes  are 
filled  by  driving  in  rivets  which  are  countersunk,  and  faced  in  finishing 
the  casting.  This  piston  is  cast  iron.  Prom  (1),  the  stress  with  200  lb. 
pressure  is  1340  lb.  Using  the  standard  factor  7.2,  the  factor  of  judg- 
ment is  1.66.  If  the  standard  factor  12  is  used  (see  Chap.  XXI),  the 
factor  of  judgment  is  unity. 

176.  Internal-combustion  Engine  Pistons. — ^A  gas  engine  piston 
used  by  the  Bruce-Macbeth  Engine  Co.,  Cleveland,  Ohio,  is  shown 
in  Fig.  364.  There  is  little  opportimity  for  strength  calculation  in  such 
pistons,  and  the  determination  of  their  dimensions  is  largely  a  matter  of 
judgment  based  on  experience.  The  bearing  surface  must  be  sufficient  to 
keep  the  bearing  pressure  within  certain  limits  and  this  is  considered  in 
Chap.  XXVI. 

In  the  larger  engines  running  at  slow  and  medium  speeds,  the  mertia 
e£Fect  is  not  great,  and  sufficient  thickness  may  be  used  so  that  ribs  are 
not  necessary. 

Hgure  365  is  the  piston  of  the  automobile  engine  built  by  the  Franklin 
Automobile  Co.,  Syracuse,  N.  Y.  It  is  very  light,  and  ribbed  for  strength 
aAd  stiffness.  A  helical  groove  is  turned  upon  the  surface  for  oil  dis- 
tribution. There  are  practically  no  strength  calculations  which  may  be 
made  for  this  piston. 

A  water-cooled  piston  for  a  double-acting  gas  engine  is  shown  in  Fig. 
366. 
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CHAPTER  XXIV 

PISTON  RODS 

Notation. 

D  —  diameter  of  cylinder  bore  in  inches. 
d  =  diameter  of  body  of  piston  rod  in  inches, 
r  =  radius  of  gyration  of  rod  section. 
ti  =  thickness  of  waU  of  crosshead  neck,  considered  as  a  thick 

cylinder. 
to  =  ditto  for  piston  hub. 

J)  —  maximum  unbalanced  pressure  per  square  inch  in  cylinder. 
Pi  =  normal  pressure  per  square  inch  in  rod  fit,  due  to  tap>er  or 

forcing. 
P  =  total  maximum  unbalanced  pressure  on  piston.    Also  used  for 

total  ram  pressure  in  making  pressed  fit. 
Pa  =  portion  of  total  piston  load  taken  by  taper  when  rod   is  in 

compression. 
Pw  =  portion  taken  by  friction  due  to  fit. 
Pb  =  portion  taken  by  shoulder. 
St  =  tensile  stress  through  key  eye  at  diameter  df. 
Sr  =  tensile  stress  at  root  of  thread. 
Sc  =  compressive  stress  in  portion  of  key  in  rod,  and  in  rod,  due 

key. 
Sk  ==  compressive  stress  at  shoulder. 
Si  =  hoop  stress  in  neck  of  crosshead  due  to  taper  fit. 
So  =  hoop  stress  in  hub  of  piston  due  to  taper,  or  forced  straight 
I  =  length  of  piston  rod  in  inches,  taken  from  center  of  piston  fa 

to  center  of  crosshead  pin. 
n  =  taper  from  axis  in  inches  per  foot. 
/x  =  coefficient  of  friction. 
/  =  factor  of  safety. 
m  =  number  of  threads  per  inch. 
T  =  tons  per  inch  of  diameter,  per  inch  of  length,  required  to  msik 

a  pressed  fit — the  maximum,  as  fit  is  complete. 
Ti  =  tons  per  inch  of  diameter  required  to  make  a  pressed  fit. 
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177.  Piston  Rod  Formulas. — There  are  various  formulas  for  deter- 
mining the  diameter  of  piston  rods,  most  of  which  take  no  account  of  the 
method  of  attachment,  which  is  usually  the  weakest  part  of  the  rod.  Some 
formulas  consider  the  length,  and  while  it  is  well  to  check  the  rod  as  a  strut, 
in  few  instances  will  it  be  found  weak  in  this  respect  when  end  fastenings 
have  been  properly  provided  for.  Too  elaborate  an  analysis  may  not  be 
necessary,  but  from  an  examination  of  a  number  of  piston  rod  failures, 
it  is  evident  that  certain  important  points  are  sometimes  overlooked. 

There  are  many  methods  of  fastening  the  rod  to  crosshead  and  piston. 
The  best  crosshead  connection  in  the  author's  opinion  is  the  taper  fit 
and  key  when  properly  designed  and  constructed,  with  not  too  steep  a 
taper,  but  one  which  will  usually  allow  the  removal  of  the  rod  without  a 
hydraulic  press.  This  also  applies  to  the  piston  end  when  piston  design 
permits  of  its  convenient  application,  but  as  this  is  seldom  so,  the  taper 
fit  and  nut  may  be  used.  The  nut  may  be  circular,  partially  or  wholly 
concealed  within  the  piston,  and  tightened  by  a  special  wrench,  but  the 
plain  nut  is  simplest,  and  while  it  may  increase  the  clearance  volume 
slightly,  the  effect  upon  economy  is  negligible.  Standard  thread  is  too 
coarse  for  large  diameters,  so  to  facilitate  tightening,  a  finer  thread  is 
usually  employed;  five  or  six  threads  per  inch  gives  good  results. 

Steep  taper  with  no  shoulder  is  sometimes  employed,  but  the  shoulder 
is  preferable,  as  it  definitely  fixes  the  length  of  the  rod.  In  some  designs, 
as  in  Fig.  371,  the  end  of  the  rod  '* bottoms"  in  the  crosshead,  an  excel- 
lent design  but  more  difficult  to  fit. 

A  straight  fit  with  shoulder  and  nut  is  sometimes  used  for  the  piston 
ead,  and  is  good  practice;  but  a  pressed  fit  with  rod  end  cold-riveted  is  to 
be  condemned  as  unreliable. 

As  the  formulas  derived  will  cover  most  forms  of  attachment,  the 
a-rialysis  first  employed  will  be  for  a  rod  haying  a  taper  fit  and  key  at  the 
ci'osshead  end,  and  a  taper  fit  and  nut  at  the  piston  end.  It  is  assumed 
tViat  when  the  rod  is  in  tension  the  entire  load  is  carried  by  the  smallest 
i"o<i  section  cut  by  the  key  at  the  crosshead  end,  and  by  the  section  at  the 
root  of  the  thread  at  the  piston  end.  In  compression,  at  both  ends,  the 
load  is  in  part  taken  by  the  wedging  action  of  the  taper  which  is  resisted 
t>y  the  hub  considered  as  thick  cylinder;  by  the  friction  of  the  wedging 
action;  and  the  remainder  by  the  shoulder. 

The  crosshead  end  is  shown  by  Fig.  367,  all  dimensions  being  in  inches. 
The  area  wd2t  subjected  to  crushing,  is  not  more  that  one-half  of  the 
area  2wb,  in  shear;  therefore,  crushing  will  bo  considered  and  shear  ig- 
nored in  the  present  discussion.  With  low  compressive  stress,  shearing 
is  Hot  likely  to  begin. 
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For  equal  stren^^th  in  tension  and  compression,  for  the  most  econom- 
ical dimensions: 

Sctvdt  =  Sr(  -j—   —  U)dt) 


or: 


Also: 


from  which : 


w  = 


rdi.        Si 


4     St  +  Sc 


P=^  =  ^,S.  ='^^'      ^'^^ 


4      St  +  Sc 


U  =  /)  J 


p(Sr  +  Sc) 

StSc 


Fig.  307. 


Substituting;  in  the  expression  for  w  gives: 


w 


StP 


From  Fig.  367: 


If  6  +  c  =  xdi : 


SciSr  +  Sc) 


n 


di  =  d2  +  g  (6  +  e). 


di  = 


d2 


'6 


Substituting  the  value  of  dj  just  found,  gives: 

^  D       jpiSr  +  Sc) 


'-T 


StS, 


T^C 


(1) 


(2) 


If  a  thrust  Pa  will  produce  an  allowable  normal  unit  pressure  pii 


n 


Pa  =  To'^'di^Pi- 
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The  additional  thrust  which  may  be  resisted  by  friction  under  pressure  pi 
is: 

Then:  Pa  +  Pf  =  irddiVi  ( ^  +  m). 

If  this  is  equal  to  P,  no  shoulder  is  required,  but  if  less,  the  remainder, 
Pb,  must  be  carried  by  the  shoulder.    Letting  n/l2  +  ix  =  k: 


Also: 


Pb^P  -{Pa+  Pf)  =  liD^P  -  4dilikpi). 


Pb  =  lid'  -  di*)S^. 


Equating  these  two  values  of  Pb  and  solving  for  d  gives: 

d 


=  ^^!PZ^W^^  +  d,.  (3) 

It  will  be  found  convenient  to  determine  Pi  for  a  given  value  of  Si, 
the  allowable  stress  in  the  crosshead  neck.  From  (16)  and  (17),  Chap. 
XXI,  the  thick  cylinder  formula  for  free  ends  is: 

,       2<i   __     Is,  +  0.7pi  ,.. 

^        rfi   "  VSi  -  1.3pi  ^^^ 

or: 

(^  +  1)^-1 

Pi -% Sr  =  qSi  (5) 

1.3(^  +  1)  +  0.7 

Ol 

Substituting  (5)  in  (3)  gives: 


If  ti  is  required  for  known  rod  dimensions,  solving  for  q  from  (6)  gives: 

^  AdihkSi  ^^ 

And  from  (5) : 

9 72t ^^ ^^^ 

1.3  (^'+  Ij'  +  O.T 

Solving  for  ti  in  (8)  gives:  

the  value  of  q  being  found  from  (7). 
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If  all  dimensions  are  known,  (7)  gives: 


S, 


4ddikq 


(10) 


Formula  (10)  may  be  used  for  investigation.  If  the  rod  has  no 
shoulder  and  ia  not  bottomed,  Sk  =  0;  then  (3)  and  (6)  fail,  and  q  or  Si 
may  be  obtained  from  (7)  or  (10),  and  d  determined  from  (9).  A  steeper 
taper  is  then  required  to  prevent  excessive  hoop  stress. 

The  piston  end  of  the  rod  is  shown  in  Fig,  368.  The  same  analysis 
may  be  used  as  for  the  crosshead  end  when  the  rod  is  in  compression, 
replacing  d,  di,  h,  t  and  Si  by  dc,  do,  lo,  'o  and  So-     Then  (6)  becomes: 


Itefcrring  to  (6),  (11)  and  (5),  it  may  be  seen  that,  if: 
>lo  =  d, 


and: 


and  if  the  taper  is  the  same  at  both  ends  of  the  rod,  dc  will  equal  d,  and 
the  collar  may  be  omitted  if  loSo  =  USi;  or  if: 

«,-|,  „,. 

As  the  piston  hub  is  strengthened  by  the  walls  and  ribs,  this  condition 
may  easily  be  assumed,  if  in  doing  so  the  resulting  value  of  dr  is  not  too 
small. 

To  find  dr,  the  diameter  of  the  screwed  end: 
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Then: 

d,  =  D^  (12a) 

and: 


Then: 


d.  =  d,  +  ^^  =  dJ^  +  ^  (13) 

do^  dT  +  ^  +  0.125  (14) 


If  do  is  greater  than  di,  a  collar  may  be  forged  on  the  rod  as  shown  in 
Fig.  368,  of  diameter  d^,  which  may  be  found  by  (11) ;  or  safely,  and  more 
simply: 

dc  ="  do  +  d  —  di  (15) 

With  a  straight  forced  fit  in  the  piston/  n  equals  zero  and  k  =  iiy 
wrliich  may  be  used  in  (11).  It  is  safe,  however,  to  take  fc  =  0  in  (11). 
r  liis  will  be  further  discussed  in  Par.  1 78.  If  a  key  is  used,  the  fit  diameter 
rckay  be  found  from  (2),  making  n  zero. 

Numerical  Values, — The  piston  rod  is  commonly  made  of  forged, 
open  hearth  steel,  known  as  machinery  steel,  the  elastic  limit  of  which  is 
given  as  38,000  in  Table  73,  Chap.  XXI.     In  the  key  eye  and  in  the  thread 
at  the  piston  end,  the  initial  stress  is  much  greater  than  that  due  to  the 
^working  load  in  good  design  and  construction,  so  the  load  may  be  con- 
sidered static  with  a  standard  factor  of  safety  in  tension  of  2.    Due  to 
unknown  stresses  from  the  driving  of  the  key,  the  factor  of  judgment 
may  be  taken  from  2  to  2.5.    The  standard  factor  in  compression  is  3, 
but  as  the  stress  is  apt  to  be  more  evenly  distributed,  the  factor  of  judg- 
ment for  the  key  may  be  from  1 .25  to  1 .5. 

It  is  safer  to  assume  cast  iron  as  the  material  for  the  crosshead,  and 
as  the  load  is  practically  static,  the  standard  factor  is  4.  As  the  driving 
load  is  reversed — although  of  small  stress  value— -the  factor  of  judgment 
may  be  from  1.5  to  1.75. 

The  factor  of  judgment  for  the  piston  hub  may  safely  be  unity,  due  to 
the  reinforcing  of  walls  and  ribs.  These  stresses  are  all  practically 
static,  and  are  not  affected  by  changing  loads  due  to  steam  and  gas  pres- 
sure and  inertia. 

As  lubrication  is  more  effective  with  a  taper  fit  than  with  a  straight 
I  fit,  the  coefficient  of  friction  may  be  0.1.  A  good  taper  is  1  in.  per  ft., 
^    total. 

From  the  foregoing,  and  from  other  considerations  of  good  design, 
the  following  data  may  be  taken : 
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5^  =  S^  =  8000,   Sc  =  Sjc  =  10,000,   Si  =  2500,    So  =  4000,   n  = 
^  =  0.1,  b  =  di,e  =  c  =  0.8di,  h  =  2.6d!i,  h  =  di/2,   to  =  (io/2. 
the  above:  k  =  0.1417,  a;  =  1.8  and  q  =  0.509. 

The  crushing  stress  Sc  is  sometimes  taken  more  than  twice  as  gre^! 
in  which  case  it  is  necessary  to  check  for  shear;  but  the  lower  vataj 
reduces  unit  bending  load  on  the  key  considered  as  a  beam,  le 
deflection,  and  the  large  bearing  sujiace  minimizes  the  chance  of  di 
due  to  driving  the  key. 

Substituting  the  above  values  in  the  various  equations  gives: 

d  =  0.0189Z)\/p 
di  =  0.0177Z)Vp 
w  =  0.00524Z)V^ 
h  =  0.046Z)Vp 

The  minimum  value  of  e  may  be  0.6di,  but  h  must  not  be  deci 
without  checking  by  (6).     The  distance  e  +  b  must  not  be  greater  tiiai] 
the  value  used  to  determine  di  and  dj.     It  is  well  to  make  6  ^  di. 

From  (12) : 

lo  _S,  _2500  _ 

i; "  So  -  4000  -  ^•^^^' 

If  io  5  0.625Zi,  no  collar  will  be  required,  and  do  may  equal  di  as  in  Fig. 
369,  if  this  value  is  not  less  than  that  given  by  (14).     Then  from  (14):  ^ 

dr^  do-  ^^  -  0.125  =  ^  -  (j|  +  0.125J  (20) 

Also  from  (13) : 

dr  ^  0.01  IDVp  +  0.216  (21) 

The  greater  value  of  dr  must  be  used.     It  is  usually  preferable  to  have: 

do  ^  di 

The  piston  rod  as  a  strut  may  be  checked  by  Formula  (36),  Chap. 
XXI.  The  rod  is  not  fixed  at  the  ends  as  this  would  involve  the  binding 
of  crosshead  and  piston  between  guides  and  cylinder  walls,  but  the  large 
bearing  surfaces  tend  to  keep  the  ends  of  the  rod  in  line,  and  for  safety 
it  may  be  considered  as  a  pin-ended  strut;  it  probably  is  between  a  pin 
end  and  a  flat  end  in  strength.  Formula  (42),  Chap.  XXI  may  then  be 
used  as  the  special  formula,  taking  I  from  the  center  of  the  piston  face  to 
the  center  of  the  crosshead  pin.     Solving  for  d  gives  (where  d  =  4r): 

"^  ^  V  '38,000  ^^' 

The  factor  of  safety  /  is  made  up  of  the  standard  factor  for  reversed  load, 
and  a  factor  of  judgment  of  from  1.4  to  1.6,  due  to  the  possibility  ol 
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►me  eccentricity  from  adjustment  of  the  bull  ring.    Taking  /  as  9  for 
:>uble-acting  steam  engines,  (22)  becomes: 

If  this  value  is  greater  than  that  given  by  (6)  or  (16),  it  must  be  used; 
3Ut  usually  it  will  give  a  smaller  value  and  may  be  used  when  lightness 
is  especially  desirable,  or  for  short-stroke  engines,  in  which  case  the  rod 
ends  must  be  proportioned  as  already  explained,  resulting  in  a  collar  at 
each  end. 

The  factor /i/j.  for  double-acting  steam  engines,  for  parts  loaded  as  the 
piston  rod  body,  is  also  given  as  6  in  Par.  166,  Chap.  XXI,  making  the 
actor  of  judgment  1.5  for  the  value  just  assumed. 

Example. — ^As  an  example  of  design,  a  rod  will  be  proportioned  for 
le  20  by  48  in.  Corliss  engine  of  Chap.  XII,  the  unbalanced  steam  pres- 
ire  being  125  lb.  per  sq.  in. 

From  (16),  d  =  4.225,  say  4}4", 

From  (17),  di  =  3.96,  say  4' 

From  (18),  w  =  1.162,  say  IHq' 

From  (19),  Zi  =  10.29,  say  10^' 

Also  e  =  3.175,  say  3",  and  6  =  4' 
1.  rounding  up  fractions  it  is  safe  never  to  make  di  less  than  the  value 
^en  by  the  formula,  while  e  +  b  must  never  be  greater.  If  it  is  desired 
►  save  space,  e  may  be  made  ^  of  the  calculated  value,  especially  with  a 
-«el  crosshead. 

From  Chap.  XXIII,  the  piston  face  is  7  in.  (=  Z©),  which  is  greater 
>an  0.625^1,  and  no  collar  will  be  required.  Then  do  =  di.  From  (20), 
w  =  3.29,  say  3K  in.  From  (13),  dr  =  2.716  in.,  so  that  3^  in.  from 
20)  is  safe. 

Following  tentatively  through  the  design  of  the  details  involved,  the 
5ngth  of  the  rod  I  is  about  86  in.;  then  from  (23),  d  =  3.82  in.,  showing 
hat  the  rod  is  safe  as  a  strut. 

The  above  calculations  are  for  open  hearth  hammered  steel  with  an 
elastic  limit  of  38,000  lb.;  for  other  steels  the  general  formulas  must  be 
used,  and  working  stress  substituted  according  to  the  judgment  of  the 
designer. 

178.  Pressed  Fits. — Straight  fits  are  sometimes  used  on  one  or  both 
ends  of  the  rod.  These  vary  from  a  sliding  fit  to  a  forced  fit  capable  of 
withstanding  the  entire  load,  and  in  some  cases,  with  the  addition  of 
riveting  over  the  end,  the  load  is  so  carried.  The  riveting,  however,  of 
cold  steel  adds  but  little  to  the  safety,  and  in  general  the  method  is 


Iff 

ft 

v/ 
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untrustworthy.  If  supplemented  by  nut  or  key,  straight  fits  of  various 
degrees  of  tightness  are  satisfactory  when  once  assembled,  but  are  difficult 
to  take  apart  if  forced. 

A  simple  method  of  computing  the  stresses  due  to  forced  fits,  and 
perhaps  as  reliable  as  any,  is  to  assume  a  coefficient  of  friction,  and 
determine  the  relation  between  ram  pressure,  thickness  of  hub  wall, 
normal  pressure,  and  stress  resulting  therefrom.  The  method  was  in 
part  covered  by  the  taper  fit  analysis  already  given,  and  the  notation 
already  applied  to  the  crosshead  end  will  be  used,  di  being  the  uniform 
diameter  of  the  fit.  P  will  also  be  used  for  total  ram  pressure  and  T 
for  tons  per  inch  of  diameter  per  inch  of  length  of  the  fit,  due  to  P.    Then : 

P  =  2000Tdili  =  Tdihpui  (24) 

From  which: 

T  =      ^      =  ^^  r9i^w^ 

2000diii      2000  ^    ^ 

From  (5)  and  (24) : 

p       2ooor 

Pi  =     ,  y     = =  qoi  (26   ^ 


in  which,  from  (8) : 


From  (26)  : 


Then  from  (9) : 


1.3(1  +  ,)    +0.7 

g,  _  aoooT  _      f  ,^ 

Si  TflSl  TTuSidlll 


These  equations  give  the  relations  mentioned  and  are  general;  th^^}^ 
will  be  referred  to  in  other  chapters. 

Taking  P  as  the  piston  load  and  writing  di  =  KD,  (25)  may  be  writt^  xi: 

^  =  25^.  (**^ 

Or,  in  tons  per  inch  of  fit  diameter: 

From  (31)  and  (26): 
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It  is  obvious  that  Ti  is  not  the  measure  of  stress  in  the  hub,  but  it  is 
nearly  always  the  quantity  given  in  limiting  pressed  fits.  If  Zi  is  constant, 
Ti  varies  directly  as  the  cylinder  diameter,  but  this  is  usually  not  the 
case,  li  usually  changing  with  the  cylinder  diameter,  although  sometimes 
not  at  the  same  rate. 

While  it  is  proper  to  use  a  pressed  fit  for  piston  rods,  it  is  safer  not 
to  count  on  their  holding  power,  but  to  provide  a  key  or  nut,  with  a  collar 
to  take  the  entire  load.  An  example  will  illustrate.  Assume  a  20  in. 
engine  with  125  lb.  steam  pressure,  and  for  the  piston  end,  changing  sub- 
scripts as  in  the  previous  paragraph,  let  do  =  4  in.  and  io  =  7  in. 
Assume  a  stress  of  4000  lb.  in  the  piston  hub  and  a  coefficient  of  friction 
of  0.25.    Let  the  outside  diameter  of  the  piston  hub  be  8  in. 

From  (27),  q  is  0.509;  from  (26),  pi  =  2036.    From  (25),  T  =  0.8 

and  from  (24),  P  is  44,800  lb.,  the  ram  pressure  required.     The  maximum 

piston  load  is  39,250  lb.     The  ram  thrust  is  some  greater,  but  as  this 

value  is  allowed  some  fluctuation,  it  may  be  assmned  as  about  the  same 

in  this  particular  case.     If  the  fit  is  to  carry  the  entire  load  there  must  be 

a  factor  of  safety  and  the  increase  of  stress  will  be  proportional  thereto. 

^While  the  piston  walls  and  ribs  add  to  the  strength  of  the  hub,  the  uneven 

distribution  of  metal  and  the  possibility  of  shrinkage  strains  may  result 

in  cracks  if  the  stress  is  assumed  much  greater  than  would  be  permissible 

in  the  plain  hub  if  there  were  no  ribs.     With  a  factor  of  safety  of  only  2, 

the  stress  in  the  hub  would  be  8000  lb.,  which  is  excessive  for  cast  iron. 

To  retain  the  stress  at  4000  lb.,  T  being  1.6,  and  from  (26),  q  being  1.018, 

the  thick  cylinder  formula  fails,  showing  that  a  solid  piston  would  not 

permit  as  low  a  stress. 

The  situation  is  not  much  relieved  by  assuming  as  high  a  coefficient  of 
friction  as  0.4,  which  is  unwarranted,  as  the  surface  is  always  lubricated. 
It  looks  as  if  the  margin  of  safety  must  be  provided  by  undue  stress  and 
cold  riveting,  when  no  other  fastening  is  used.  It  seems  more  rational 
to  allow  a  reasonably  snug  fit  and  not  to  depend  upon  it  for  axial  load; 
then  dc  (Fig.  368)  may  be  determined  from  (11),  in  which  k  is  zero  for  a 
straight  fit.  The  diameter  of  the  threaded  portion  may  be  determined 
from  (14),  taking  n  as  zero  and  checking  by  (12a)  and  (13). 

The  rod  is  sometimes  fastened  to  the  piston  with  a  straight  fit  and  nut, 
and  screwed  into  the  crosshead,  where  it  is  held  by  a  lock  nut  or  clamped 
by  splitting  the  crosshead  neck.  As  the  ends  are  usually  safe  for  this 
design  if  the  rod  is  designed  as  a  strut,  Formula  (23)  may  be  used,  and  if 
it  is  desired  that  the  diameter  shall  be  the  same  for  all  strokes,  the  maxi- 
naum  stroke  may  be  assumed. 

As  an  example,  let  a  rod  be  designed  for  the  20  by  48  in.  engine  of  the 
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precedii^  paragraph.  Using  the  same  data  as  far  as  it  apices,  I  -  S 
and  d  =  3.82,  say  ZJi  in.  Calling  this  dc  in  (11),  letting  Jt  be  mto  iri 
solvii^  for  do,  the  diameter  of  fit,  gives:  do  =  3.162,  say  3J^  in.  Ill 
threaded  end  may  be  3  in.,  which  is  greater  than  the  value  given  by  (13J. 
As  all  the  load  is  carried  by  the  shoulder  and  nut,  a  driving  fit,  or  eva 
a  snug  band  fit  will  be  ample.  It  may  be  considered  advisable  to  nub 
the  fit  larger  and  use  a  collar.  If  the  fit  is  the  same  diameter  as  tbeiod; 
the  diameter  of  the  collar  may  be  found  from  (11),  or,  dc  =  4,47,  siy 
A\i  in.  The  thread  may  be  3^  in.,  and  may  be  the  same  at  both 
of  the  rod. 


-"'f-- 


A  small  amount  may  usually  be  removed  from  the  rods  just  designd, 
for  the  purpose  of  tmiiig  up  when  worn  out  of  round  or  scored,  so  it 
may  be  advisiibic  to  add  from  l^g  to  J-^J  in. — depending  upon  the 
diameter — to  the  diameter  of  the  body  of  the  rod  for  this  purpose, 
pecially  if  the  calculat^'d  diameter  is  not  greater  than  given  by  (S 
In  any  case,  the  shoulders  must  not  be  reduced  by  turning,  to  values  1 
than  those  given  by  (G)  and  (11). 

179.  Designs  from  Practice. — Fig.  360  shows  the  crosshead  a>d 
covered  by  Formulas  (16)  to  (19),  while  Fig.  370  shows  the  screwed  cmL 
These  have  been  used  by  the  author  on  Corliss  engines  for  a  numtxr 
of  years  and  have  been  entirely  satisfactory.  In  determining  tbs 
diameter  of  the  screwed-end  rod,  Formula  (16)  was  used  for  the  tab 
of  uniformity;  this  usually  gives  a  larger  rod  than  is  necessary  for  tbe 
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B  crosshead  threaded  end,  and  if  the  screwed  end  is  to  be 
standard  construction,  (22)  may  be  used,  and  if  it  is  desired  to  use  the 
same  diameter  of  rod  for  all  strokes,  it  may  be  computed  for  the  maximum 
stroke  as  previously  stated. 


r 


With  the  smaller  rod  it  may  be  necessary  in  some  cases  to  use  the 
Cellar  at  the  piston  end,  shown  in  Fig.  368,  in  order  that  d»  may  not  be 
too  small.  This  may  readily  be  checked  by  (11),  and  the  diameter  of 
tt»Ci  threaded  end  by  (21). 


cni 


FiQ.  371. — Locomotive  p 


,CCB 


Fig.  371  shows  a  locomotive  rod  used  by  the  American  Locomotive 

Co.  A  stress  of  9500  lb.  in  tension  is  allowed  at  the  least  area  through 
the  key  way.  Considered  as  a  static  stress,  this  gives  a  factor  of  judg- 
ment of  2  if  the  elastic  limit  is  38,000  lb.     Instead  of  a  shoulder,  this  rod 


Fio.  372.— MoInloBh  and  S 


ir  piston  rod. 


"bottoms"  in  the  crosshead.  A  tail  rod  is  provided  which  connects  to  a 
small  crosshead  whose  guide  is  a  projection  from  the  cylinder  head.  The 
purpose  of  the  tail  rod  is  to  relieve  the  pressure  of  the  piston  due  to  its 
freight,  and  prevent  wear  in  the  cylinder. 
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A  rod  used  by  the  McInboBh  ajid  Seymour  Corporation  on  their 
Type  F,  Gridiron-valve  engine  is  shown  in  Fig.  372.  The  rod  is  screwed 
into  the  crosshead  and  held  by  a  lock  nut.  The  orosshead  for  the  same 
engine  is  shown  in  Chap.  XXVI,  and  the  piston  in  Chap.  XXIII.  The  fit 
in  the  latter  is  a  straight  hand  fit,  a  clearance  of  0.002  in.  being  allowed. 
This  fit  only  extends  a  short  distance  from  shoulder  and  nut,  the  interme- 
diate portion  being  turned  slightly  smaller.    A  special  nut  ia  used,  and 


Fill.  -17:1. — Mcintosh  and  8cyni«ur  iiiitton  rod  details. 

is  sunk  into  the  piston  and  tightened  by  a  special  wrench.  The  wrench, 
nut  aud  locking  collar  are  shown  in  Fig.  373.  The  collar  is  spUt,  and 
expanded  into  the  counterbore  of  the  piston  by  a  taper  sot  screw.  The 
rod  shown  is  for  a  20  in.  engine;  its  dimensions  may  be  compared  with 
those  of  the  examples  given,  the  length  being  practically  the  same.  Rod 
and  nut  are  steel  forgings,  the  wrench  a  wrought  iron  forging  and  the  lock- 
ing plate  cast  iron. 

A  tandem  compound  rod  is  very  similar  to  the  rod  shown  in  Fig.  371, 
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It  may  be  designed  by  the  foregoing  methods,  the  main  rod  taking  the 
maximiim  thrust  of  both  pistons,  and  the  tandem  portion  the  thrust  of 
the  piston  farthest  from  the  frame.  The  low-pressure  cylinder  is  com- 
monly next  the  frame,  but  not  always;  by  this  arrangement,  the  main 
rod  affects  the  effective  piston  area  less.  The  strut  length  may  be  taken 
as  before  for  the  main  rod,  and  from  center  to  center  of  piston  faces  for 
the  extension.  If  an  intermediate  crosshead  is  used,  measurements 
will  be  to  the  center  of  its  pin.  The  rod  may  also  be  screwed  into  the 
crosshead,  and  straight  piston  fits  may  be  used. 

With  some  large  tandem  steam  engines,  and  with  most  large  gas 
engines,  an  intermediate  crosshead  is  used.  For  gas  engines  the  rod  is 
made  hollow  for  water  cooling,  but  the  same  general  principles  of  design 
a^Qply  as  already  given. 


CHAPTER  XXV 

CONNECTING  RODS 
Notation* 

D  =  diameter  of  engine  cylinder  in  inches. 

d  =  diameter  of  round  rod  or  depth  of  section  in  inches,  in  plane  of 

vibration. 
6  «  width  of  section  in  inches. 

I  =  length  of  rod  from  center  to  center  of  pins  in  inches. 
R  =  radius  of  crank  circle  in  feet. 
L  =  stroke  of  piston  in  inches. 
A  =  area  of  rod  section  in  square  inches. 
/  =  moment  of  inertia  of  rod  section  about  axis  perpendicular  to 

plane  of  vibration, 
r  a  radius  of  gyration  of  rod  section  in  inches.     This  is  the  radius 
of  gyration  used  in  the  strut  formula,  and  does  not  necessarily 
correspond  to  the  value  of  /  just  given  (see  Formulas  (6)  and 
(9)). 
c  =  distance  from  neutral  axis  to  extreme  fiber  (=  d/2). 
W  =  weight  of  rod  in  pounds. 
w  =  weight  per  cubic  inch  of  rod  material. 
Wi  =  weight  per  inch  of  length  of  rod. 
M  =  bending  moment  in  pound-inches. 

F  =  force  in  pounds,  due  to  angular  vibration,  tending  to  bend  rod. 
P  =  total  force  exerted  by  piston  in  pounds. 
p  =  imbalanced  pressure  per  square  inch  in  cylinder. 
Ps  =  ultimate  strength  of  rod  as  a  strut. 
Se  =  elastic  limit  of  rod  material. 
S  =  stress  in  rod  due  to  bending. 
Sr  =  stress  resulting  from  bending  and  direct  load. 
a  =  acceleration  at  x  normal  to  center  line  of  engine. 
V  =  tangential  velocity  of  crank  pin  in  feet  per  second. 
N  =  revolutions  per  minute, 
n  =s  ratio   of  length  of  connecting  rod  to  radius  of  crank  circle 

(=  1/12R). 
5  ==  a  constant  in  strut  formula  which  varies  with  end  conditions 
(see  Chap.  XXI,  Par.  164). 
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fa  =  factor  of  safety  for  angular  vibration, 
/p  =  factor  of  safety  for  strut  load. 
e  =  ratio  of  width  to  depth  of  rectangular  section  (=  b/d). 

180.  Body  of  Rod. — Empirical  formulas  are  often  used' to  determine 

the  dimensions  of  the  body  of  the  connecting  rod.     These  formulas  arc 

suitable  within  a  certain  range  of  conditions  under  which  they  have 

proven  satisfactory  in  practice,  or  have  been  checked  by  a  more  complete 

analysis.     While  too  elaborate  an  analysis  is  neither  necessary  or  desirable, 

a  safe  rational  formula  must  take  account  of  the  combined  effects  of  the 

strut  load  and  the  vibration,  or  whipping  action.     While  methods  of 

checking  for  stresses  so  produced  are  given  in  certain  texts,  the  direct 

solution  is  omitted.    By  using  Johnson's  strut  formula  discussed  in  Chap. 

XXI,  the  diameter  or  depth  of  the  rod  maybe  solved  for,  and  by  numerical 

substitutions  a  reasonably  convenient  working  formula  derived. 

In  the  derivation  it  is  assumed  that  the  maximum  sum  of  the  imit 
load  at  or  near  the  center  of  the  rod  due  to  the  piston  thrust,  and  the 
compressive  bending  stress  due  to  whipping,  must  not  be  greater  than  the 
safe  unit  load  allowed  by  the  strut  formula.  This  may  not  be  strictly 
scientific,  but  it  seems  reasonable,  and  checks  well  with  more  exact 
analyses  of  combined  compression  and  bending.  It  is  further  assumed 
that  the  section  is  uniform  throughout  the  length  of  the  rod.  This  is 
no  doubt  always  on  the  safe  side  and  it  greatly  simplifies  matters. 


Fig.  374. 

Fig.  374  is  a  sketch  of  a  simple  slider-crank  mechanism,  showing  the 
outline  of  the  rod  and  certain  notation  used  in  the  discussion. 

From  Formula  (31),  Chap.  XVI,  the  acceleration  at  right  angles  to 
center  line  of  engine,  of  any  point,  is  given  by: 

a  =  -g.ysin^  (1) 

The  forces  residting  from  this  acceleration  will  be  assumed  to  produce  a 
bending  moment  in  the  rod,  but  will  be  applied  to  the  actual  rod  length 
and  not  to  its  projection  upon  the  center  line.    No  error  of  practical 
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significance  is  involved  by  this  assumption.     Then  the  force  acting  per 
inch  of  length  is: 


t£i 

g 


X 


-^•■^•sinO. 


As  Wiy  the  weight  per  unit  length  is  constant,  the  total  force  for  a  given 
value  of  6  is: 


F  =  ^-8mO 


.       wilV^     .    ,      WV* 
ax  =  -.=—^    19111^  = 


2gB 


2gR 


sin  9 


(2) 


From  (1)  it  is  obvious  that 
the  load  F  due  to  inertia  is  distri- 
buted   along   the   rod   directly 
proportional     to    the    distance 
from  the  center  of  the  crosshea(^ 
pin,  as  shown   by  the  load  dia^ — . 
gram  in  Fig.  375.     The  distane 
of  the  center  of  gravity  from  tl^^ 
center  of  the  crosshead  pin 
2/3Z;  this  is  the  center  of  oscL^- 
lation.     The  reaction  on  the  crosshead  pin  is  f /3,  and  on  the  crar:]^k 
pin  2f /3.     More  exact  values  may  be  obtained  by  the  method    ^dI 
Chap.  XVI. 

The  general  formula  for  bending  moment  is: 

M  =  moment  of  reaction — S  moment  of  loads. 

Then  for  the  crosshead  pin  reaction,  taking  moments  about  any  section 
distance  x  from  the  crosshead  pin : 


Fio.  375. 


M  = 


X  — 


W\     X 


9     3 


sm 


WV 
6gRP 


WiV 

6iRi 


(Px  -  x«)  sin  6 


Q}x  —  x")  sin  e. 


(3) 


When  M  ia  a  maximum,  l*x  —  x*  is  a  maximum.    This  occurs  when: 

dM 


dx 


=  0  =  P  -  3x*. 


Or  X  =  l/y/z  =  0.577/.     Then  (3)  becomes: 


M  = 


sin  6 


(4) 


15.5     gR 

Maximum  stress  due  to  combined  strut  and  beam  effect  will  occur 
between  0.577J  and  0.5J.     When  the  rod  is  made  largest  at  the  center, 
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and  tapers  toward  both  ends,  the  center  of  oscillation  and  section  of 
maxirniim  bending  moment  are  both  moved  nearer  the  center,  so  that 
the  section  of  maximum  combined  stress  is  but  a  small  distance  from  the 
center  of  the  rod.    K  the  rod  tapers  from  the  crosshead  end  to  the  crank- 
pin  end,  these  points  are  moved  toward  the  crank,  but  the  rod  section  is 
increased  in  that  direction.    In  either  case,  if  the  diameter  or  depth  of 
rod  section  determined  be  considered  as  at  the  center  of  the  rod,  it  is  safe 
to  assume  that  other  sections  will  be  ample,  especially  as  the  actual  weight 
will  be  less  than  for  a  rod  of  uniform  section  in  the  first  case,  and  the  in- 
creasing depth  of  section  provides  for  any  discrepancy  in  the  second. 
From  (11),  Chap.  XVI,  the  maximum  thrust  along  the  connecting 

rod  is: 

p 


V'  -  CV') 


To  simplify  the  use  of  the  formula,  m  may  be  taken  as  l/\/l  —  l/nh 
its  maximum  value;  or  a  somewhat  larger  value  may  be  used  to  cover 
all  cases. 

The  unit  load  on  the  rod  as  a  strut  is: 

mP  _  irmpD^ 
T  ■"     4A 

The  miit  stress  due  to  bending  is: 

^  _  Mc 

Johnson's  strut  formula  for  ultimate  unit  load  from  (31),  Chap.  XXI 

is: 

l 


Ps  =  Sk  -  gQ  • 


The  whipping  action  always  produces  reversed  stress  with  a  factor  of 
^6^y  /sj  while  for  direct  load,  the  stress  is  partly  reversed  with  single- 
and  double-acting  engines.  With  internal-combustion  engines  the 
pressure  factor  affects  the  factor  of  safety  and  this  is  explained  in  Par. 
166,  Chap.  XXI,  which  it  is  well  to  consult.  It  is  then  well  that  a  separate 
factor  of  safety  fp  be  used  for  piston  thrust,  making  it  more  convenient 
to  use  ultimate  loads  and  stresses  in  the  general  equation,  which,  ac- 
cording to  our  assumption  is: 

Ps;  7  fsS  +  fpm  •  J  (5) 

From  Table  82,  Chap.  XXI,  it  may  be  assumed  that  for  ordinary  cases 
the  factor  of  safety  for  double-acting  engines,  both  steam  and  gas,  may 
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be  6,  and  for  single-acting  engines  3.     This  factor  3,  however,  is  the 
product  of  the  standard  factor /^  and  pressure  factor /r  of  Chap.  XXI,  and 
it  is  based  upon  the  maximum  steam  or  gas  pressure  being  used  to  deter- 
mine the  load.     Should  determinations  be  made  for  rod  dimensions  at 
different  crank  angles  for  internal-combustion  engines,   using  actual 
pressures  (including  inertia  of  reciprocating  parts),  the  proper  standard 
factor  /a  (Chap.  XXI)  should  be  used  instead  of  /p,  and  this  will  depend 
largely  upon  the  inertia  as  may  be  seen  in  Table  16,  Chap.  XXI.     For 
ordinary  work/p  may  be  taken  as  3,  and  P  as  the  maximum  total  pressure, 
determining  the  dimensions  when  the  crank  is  90  degrees  from  line  of 
stroke,  as  with  the  steam  engine,  in  which  maximum  thrust  and  maximum 
whipping  action  occur  when  in  this  position  if  cut-off  is  as  late  as  one- 
half  stroke,  and  engines  are  usually  so  designed  for  over-load  purposes. 
Substituting  in  (5)  the  values  already  given,  we  have : 

For  any  form  of  section,  where  d  is  the  diameter  or  depth  of  section,  we 
may  write: 

r  ^^  ady        A  —  6cP,        /  =  ad\       ^  =  o" 

^=24'^^   =-900"  =52:500'' =  ^2nie=    2".^  =  «'^=—^^ 

Substituting  in  (6)  and  solving  for  d  gives; 

d^K  +  yjK*+       ^  ^^ O) 

Where: 

The  moment  of  inertia  /  should  be  taken  with  the  axis  at  right  angles 
to  the  plane  of  vibration.  From  the  strut  formula,  it  is  obvious  that  the 
resistance  to  failure  is  least  when: 


2;  =  maximum  (9) 


If  r  is  about  an  axis  in  the  plane  of  vibration,  the  end  conditions  may  b^ 
for  a  flat-ended  strut  in  high-grade  work,  but  more  safely  for  pin  ends- 
If  r  is  about  an  axis  at  right  angles  to  the  plane  of  vibration,  a  round — 
ended  strut  should  be  taken,  as  the  pins  are  in  rotation  and  of  no  assist^^ 
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ance  in  guiding  the  strut;  in  fact,  large  pins,  poorly  lubricated,  may 
produce  a  bending  stress. 

The  length  of  connecting  rods  ranges  from  4  to  6  times  the  crank 
length,  the  smaller  values  being  used  for  gasoline  engines,  and  the  larger 
for  horizontal  stationary  steam  engines. 

Numerical  Values. — Usual  practice  is  to  make  the  connecting  rod  of  an 
open  hearth  steel  forging;  then  Sb  =  38,000  and  w  =  0.284.  Since  the 
whipping  action  may  be  estimated  with  reasonable  accuracy,  the  factor 
of  judgment  may  be  unity;  then  fs  =  6.  For  double-acting  engines, 
/#»  =  6  as  already  stated,  and  for  single  acting  engines  fp  =  S  for  usual 
work.  To  provide  for  a  slight  eccentric  load  due  to  movement  of  pins 
in  bearings,  we  may  make  m  =  1.1,  which  is  larger  than  any  value  of 
1/eos  4>  found  in  practice.  Then  by  substituting  values  of  a,  6  and  <r, 
special  formulas  may  be  written  for  different  sections. 

For  a  circular  section: 

1 


a  = 


a  = 


64 


As  rupture  would  occur  about  an  axis  at  right  angles  to  the  plane  of 
vibration,  g  =  1.4.     Then: 


And: 


24,300,000,000 


d^  K  +  ^K'  + 


4 


fppD^  +   5.1n»L« 


34,500 

Formulas  (10)  and  (11)  are  also  appUcable  to  turned  rods 
with  sides  planed  to  the  width  of  the  stub  ends,  when  the 
maximum  diameter  is  either  at  the  center  or  at  the  crank 
end  of  the  rod. 

For  a  rectangvlar  section  let  d  be  the  depth  in  the  plane 
of  vibration,  and  b  the  width,  and  let  b  =  ed.    Then: 


(10) 


(11) 


6  =  e 


and 


a  = 


12 


X     >i 


Assume  round  ends  for  flexure  about  axis  xXy  Fig.  376,  and  flat  ends  for 
axisyy.  From  Formulas  (39)  and  (42),  Chap.  XXI,  equal  strength  about 
both  axes  is  obtained  when : 

1.4      0.63 


But: 


rx 


rr' 


rx»  = 


12 


and 


^''  -  12 
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1.4 

0.63 

d- 

6' 

b 
'  =  d 

=  0.67. 

Then : 


or: 

Then  ii  e  <  0.67,  the  rod  would  fail  about  axis  j/y,  and  as  this  would 
usually  be  true : 

a  =       --      and     q  =  0.63. 
Vl2 

As  before,  substituting  in  (7)  and  (8),  special  formulas  for  rectangular 
sections  may  be  derived.     Then : 


K  = 


And: 


32,400,000,000 


sin  6 


(12) 


fppD^  +  2.18 


n^L^ 


d  =  K+  JK^  + 


43,900e  (13) 

For  an  I  section,  definite  proportions  must  be  assumed  in  order  to  de- 
rive a  special  formula.  By  trial,  a  section  may  be  selected  which  will 
give  a  theoretical  maximum  of  strength  per  lb.  weight,  but  too  light  a  sec- 
tion may  have  a  tendency  to  buckle  or  twist,  even  though  the  usual  beam 
and  strut  formulas  may  indicate  sufficient  strength.  Thin  flanges  reduce- 
the  value  of  r  about  the  y  axis,  which  must  be  the  axis  used  for  this- 

J g^,^  section  in  selecting  q  and  r.     A  rather  rugged  sectiom- 

is  given  in  Fig.  377,  for  which  a  special  formula  will  b 
derived.     For  this  section: 


6  =  0.375,     <r  =  0.039,     a  =0.125,      q  =  0.63. 


-X  Vifs*    Then : 


K  = 


nW^L' 


40,400,000,000 


•sin  6 


And: 


d  =  K  +^K*  + 


4 


fppD^  +  4.37n«L« 


(14  :> 


(15; 


16,500 

Fig.  378  gives  a  number  of  connecting  rod  /  sections  used  on  locomo- 
tives. 

Applications  of  Formulas  (11),  (13)  and  (15)  will  be  made  in  the  follow- 
ing examples: 

(1)  Find  the  diameter  at  center  of  a  round  rod  for  a  20  in.  by  48  in. 
Corliss  engine,  running  100  r.p.m.,  the  rod  being  6  cranks  long.     The 
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!-■* 


14 


a: 


maximnm  unbalanced  steam  pressure  is  125  lb.  per  sq.  in.    From  (10) : 

^  ^  6«  X  100«  X  48»  ^ 
24,300,000,000 
From  (11): 

,       1  AQ   .     /i  ^o.   .  (ft  X  125  X  400)  +  (5.1  X  36  X  48«)      ^  .  .    • 
a  =  1.63  +W1.63*  H 34500 "  "^ 

Trooien's  Formula,  Bulletin  of  University  of  Wisconsin,  No.  252, 
taking  no  account  of  speed  gives  5  in.  For  75  r.p.m.,  a  more  usual  speed 
for  the  older  CJorliss  engines  of  the  same  size,  (11)  gives  5%  in.  diameter. 
The  above  shows  that  formulas  based  upon  former  practice,  taking  no 
account  of  speed,  are  not  generally  applicable.  It  is  also  apparent  that 
for  higher  speeds  a  rod  of  round  section  is  a  little  bulky. 
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(2)  Find  a  rectangular  section  for  the  same  data,  taking  e  =  0.45. 
From  (12) : 


From  (13) : 


„  ^  6'  X  100^  X  48'  ^ 
32,400,000,000 


=  1.23  +a/1.23' 


(6  X  125  X  400)  + 


2.18  X  36  X  48* 


+ 


0.45 


=  7.33  in. 


43,900  X  0.45 

This  gives  a  section  73  percent  of  the  area  of  the  round  one,  but  still 
i*ther  heavy. 

(3)  Find  the  depth  of  an  I  section  for  the  same  data,  of  the  form  of 
Pig.  377.    From  (14) : 


Prom  (16) : 


_  6»  X  100*  X  48'  ^  noR. 
40,400,000,000 


i  =  0.985  +^0.985'  +  (6  X  125  X  400) +  (4.37  X  36  X  48')  ^  ^.^ 
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This  gives  a  section  about  56  per  cent,  of  the  area  of  the  round  section  and 
77  per  cent,  of  the  rectangular  section. 

(4)  Find  the  section  at  center  of  a  gasoline  engine  rod.  The  engine  is 
334  by  4  in.,  running  1500  r.p.m.  and  the  value  of  n  is  4.  The  section  is 
similar  to  Fig.  377,  but  with  the  following  values: 

a  =  0.224,         8  =  0.379,         <r  =  0.0295,         q  =  1.4. 

The  combined  diagram  of  Fig.  187,  Chap.  XVI  is  used  to  determine  p,  and 
d  will  be  calculated  for  several  positions  from  (14)  and  (15).  As  actual 
pressures  are  used,  the  pressure  factor  of  Par.  166,  Chap.  XXI  is  not  re- 
quired. According  to  the  formulas  of  this  paragraph,  the  standard  factor 
for  this  case  is  3.5,  and  this  is  taken  as/p  in  the  formulas.  The  ratio  q/r^ 
of  the  strut  formula  is  greater  about  the  x  axis,  so  is  used. 

Maximum  pressure  occurs  at  position  1  of  the  crank,  which  is  13 
degrees  from  the  head-end  dead  center.  The  depth  of  section  for  this 
position  is  0.828  in.;  at  position  2,  d  is  0.739;  at  3,  it  is  0.669.  It  xs 
therefore  a  maximum  in  this  case  where  the  pressure  is  a  maximum,  thi.« 
whipping  action  having  less  effect  than  the  decrease  in  pressure  as  thi.« 
piston  moves  away  from  the  end  of  the  stroke. 

The  actual  depth  of  a  rod  for  an  engine  of  the  same  size  and  speed  is 
0.794  in.,  the  calculated  value  being  a  trifle  over  4  per  cent,  greater. 

Taking  the  approximate  method  previously  mentioned,   with  the 
method  of  Par.  166,  Chap.  XXI,  and  using  the  factor  of  safety  given  in 
Table  82  of  the  same  chapter;  th^  assuming  the  maximum  whipping 
action  with  the  crank  90  degrees  from  line  of  stroke,  (14)  and  (15)  give 
d  =  0.883  in.    This  is  on  the  side  of  safety  and  a  little  over  11  per  cent, 
greater  than  the  depth  of  the  actual  rod.     In  this  method  it  was  assumed 
that  p  =  335,  the  maximum  gage  pressure,  and  fp  =  3. 

While  being  fairly  rational  and  providing  for  the  principle  straining 
actions,  Formula  (7)  gives  results  agreeing  with  pri^;tice. 

181.  Connecting  Rod  Ends. — Where  the  body  of  the  rod  joins  the 
"stub  end"  there  is  direct  repeated  or  reversed  stress  as  at  the  center  of 
the  rod.  There  is  also  bending  stress  due  to  vibration  and  this  may  be 
more  than  is  commonly  supposed,  although  often  neglected. 

Formula  (2)  may  be  written: 

^  =  140700 -^^^^  (^^^ 

Were  the  rod  of  uniform  section,  one-third  of  this  would  react  approxi- 
mately normal  to  the  rod  at  the  crosshead  end,  and  two-thirds  at  the 
crank  end.    The  reaction,  especially  at  the  crank  end,  may  be  greater 
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than  this,  although  in  part  due  to  a  heavy  stub  end  which  is  partially 

balanced  and  may  exert  but  little  bending  moment. 

It  is  presumably  safe  to  assume  a  uniform  section  unless  the  desire  for 
extreme  lightness  necessitates  greater  refinement,  in  which  case  the  prin- 
ciples of  Chap.  XVI  must  be  resorted  to.     The  weight  is  then: 

W  =  O.U2nLA  (17) 

where  A  is  the  area  of  section  at  the  center  of  the  rod.  Taking  Fig.  375 
as  a  load  diagram  and  using  the  notation  of  Fig.  379,  the  bending  moment 
at  dimension  di  for  the  crosshead  end  is  given  by: 


«.. '#-(!)•] 


At  the  crank  end  it  is: 


{i 


li 


f--^^-1 


(18) 


(19) 


Formulas  (18)  and  (19)  assume  a  rod  bngth  from  center  to  center  of  pins, 
of  uniform  section.  While  the  moment  may  be  greater  than  given  by 
these  formulas  for  a  rod  with  the  greatest  depth  at  the  crank  end,  the 
moment  of  the  overhanging  end  of  the  stub — which  is  neglected — tends 
to  offset  this.  The  reaction  on  the  pin  is  not  necessarily  the  quantity 
with  which  to  compute  the  bending  moment  on  the  rod. 

At  dimension  62  the  formulas  apply  by  substituting  U  for  h.  In  this 
case  the  resistance  is  of  two  beams  of  depth  di.  Due  to  the  possibility 
of  more  than  one-half  of  the  moment  acting  on  one  strap,  the  factor  of 
safety  may  be  increased  somewhat.  The  stress  at  di  due  to  the  steam  or 
gas  pressure  is  always  a  repeated  stress,  there  being  no  compression  be- 
side that  due  to  bending. 

As  assumed  in  deriving  the  formula  for  the  body  of  the  rod,  the  stress 
at  failure  may  be  taken  as  the  sum  of  the  product  of  each  stress  by  its 
factor  of  safety,  which  may  be  different  as  previously  explained.     Then: 


S,  =  fsS  +fpm'j-^  =  -2j^  +  -^ 


(20) 
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where  Ai  is  the  section  area  at  dimension  di.  This  formula  also  applies, 
at  dimension  dt,  and  at  both  ends  of  the  rod,  by  taking  the  proper  sub- 
script and  values  of  Af .  For  the  strap  (at  dt)  kM  must  be  substituted  for 
Af ,  and  hP  for  P,  where  the  minimum  value  of  A;  is  0.6.  As  already  stated, 
it  is  better  to  assume  that  more  than  one-half  of  both  direct  and  bending 
load  is  applied  to  one  side  of  the  strap,  and  k  may  well  be  from  0.6  to  0.7. 
fl  SrVA  within  the  ultimate  value  used  as  a  basis  for  appl3dng  the 
factor  of  safety — which  is  the  elastic  limit  in  this  book  for  all  ductile 
materials — the  design  may  be  considered  safe. 

At  section  d^  the  form  for  a  turned  rod  is 
shown  on  Fig.  380.  The  modulus  of  section  about 
axis  xz  may  be  found  graphically  by  the  method 
given  in  Appendix  1,  or  the  depth  may  safely  be 
assumed  as  shown  by  the  dotted  line  in  the  figure. 
For  rods  of  circular  section  at  d\,  equation  (20)  may  be  written: 

di»  X  Xdx  X  r  =  0 
4/pmP 


in  which:  X  =  — 

and  y  =  - 


tSr 

Z2fsM 

tSr 

If:  T+27>0 

the  solution  of  the  cubic  equation  gives: 

.         3/       Y  ,      jY*~rT*,    '/       Y         JY^T*  „,, 

'^^  =  V  -  2-  +  VT  +  2f  +  V  -  2  -  VT  +  27  ^21) 

This  may  be  applied  to  both  ends  of  the  rod,  taking  proper  values  of  Jf , 
Js  and  fp,  and  taking  Sr  =  Sb. 

It  is  apparent  from  (21)  that  di  will  vary  with  the  distance  li'ms, 
very  complicated  manner.     If  there  were  no  direct  stress,  the  form  of  the 
rod  might  resemble,  to  some  extent,  a  cubic  parabola,  which,  if  li  were 
zero,  the  value  of  di  measured  at  pin  center  would  be  zero.     If  there  were 
no  bending  and  the  direct  stress  were  tension,  di  would  be  constant 
throughout  the  length  of  the  rod.     The  theoretical  line  is  some  curve, 
and  the  required  diameter  becomes  smaller  more  rapidly  than  the  de- 
crease  of  h.    It  is  therefore  safer  to  assume  a  value  of  {1  large  enough  so 
that  for  points  between  this  and  the  center  of  the  rod,  the  diameter 
calculated  from  (21)  will  Ue  but  little  outside  the  conical  surface  between 
di  and  d.    It  will  then  probably  be  safe  to  assiune  that  approximately: 
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For  rods  with  the  maximum  section  at  the  crank  end,  calculations  for 
di  are  usually  unnecessary  at  this  end.  With  the  value  of  h  just  given, 
(18)  may  be  written  for  the  crosshead  end: 

Ml  =  0.033F/  =  O.OUnFL  (22) 

Also  for  the  crank  end  (19)  becomes: 

Ml  =  0,057Fl  =  0.028nFL  (23) 

In  determining  da,  the  moment  must  be  taken  about  the  point  giving 
the  maximum  value  of  S;  when  the  construction  is  as  in  Figs.  381  and 
382,  this  will  usually  be  at  the  center  of  the  wedge  bolt,  the  area  and 
modulus  of  section  both  being  reduced  here.  For  the  design  of  Fig.  383, 
the  maximum  moment  is  where  the  strap  joins  the  rod.  The  wedge  bolt 
does  not  weaken  the  section  at  this  point,  but  it  is  well  to  check  for 
direct  stress  alone  where  the  strap  is  cut  away  by  the  wedge  bolt. 

For  a  rectangular  section,  which  may  be  assumed  at  dj,  (20)  may  be 

written: 

fpmkP    ,   _  6fskMi 


d,2   .  J^:-^.d2   -    -=^-^'   =   0. 


From  which: 


da  = 


ft 


fpmkP         j/fpmkP\\    6fskM  . 

2625«  "^  \  \  262S«  /        b2SH  ^     ^ 

where  k  has  the  value  mentioned  in  connection  with  (20). 

Formula  (24)  may  also  be  used  to  determine  rod  neck  dimension  di 
for  rectangular  sections  by  using  subscript  2  and  making  A;  =  1.  It  is 
more  usual  with  rods  of  rectangular  section  to  have  straight  sides  tapered 
from  crosshead  to  crank  end.  Then  (24)  may  be  used  to  check  the  ends, 
but  (7)  or  (13)  must  be  used  for  the  depth  of  section  at  the  center. 

The  value  of  di  may  not  be  conveniently  solved  from  (20)  for  an  I 
section,  but  may  be  checked  by  it. 

The  wedge  boUs  were  assumed  rather  arbitrarily  in  the  formulas  of 
Figs.  381  to  383,  but  as  they  may  be  unduly  tightened,  they  were  made 
more  rugged  than  is  sometimes  done.  If  t  is  the  taper  in  12  in.,  the 
tension  on  the  bolt,  neglecting  friction  and  initial  tension  is: 

P»  =  §  (25) 

A  single  threaded  bolt  with  nut  is  sometimes  used,  but  if  the  brasses  do 
not  butt  together  so  that  the  wedge  is  held  firmly  against  the  brass,  the 
two  tap  bolts  shown  in  Figs.  S81  to  383  are  preferable,  as  they  lock  the 
wedge  more  firmly.  A  more  general  expression  for  wedge  bolt  tension 
is  given  by  (10),  Chap.  XXIX. 

The  formulas  of  this  paragraph  may  be  applied  to  the  rod  for  the  20 
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by  48  in.  Corliss.  Figs.  381  to  383  may  be  considered  as  designs  of  the 
rod  ends.     From  (17),  as  d  =  6.5  in.: 

W  =  0.142  X  6  X  48  X  33.2  =  1360  lb. 
From  (16)  and  (22)  the  moment  at  di  for  the  crosshead  end  is: 

M  =  21,300. 
From  (23),  at  the  crank  end: 

M  =  37,500. 

The  total  thrust  on  the  piston  P  is  39,250  lb.  Then  taking  the  same 
values  of  /p,  /s,  m  and  S  used  for  the  center  of  the  rod,  X  =  —  8.69  at 
both  ends;  Y  =  -  34.4  at  the  crosshead  end  and  —60.3  at  the  crank 
end.  From  (21),  the  neck  diameter  at  the  crosshead  end  is  4.12  in.  and 
may  be  made  43^  in.  At  the  crank  end  the  diameter  is  4.85  in.  and 
may  be  made  4%  in. 

For  the  dimension  dt  taken  at  the  wedge  bolt  at  the  crosshead  end 
(20)  gives  Sr  =  28,150  lb.  for  the  dimensions  given  under  Fig.  381,  as- 
suming the  stress  equally  divided  between  the  upper  and  lower  side  of 
the  strap.  At  the  crank  end,  \vith  wedge  between  pin  and  rod  as  in 
Fig.  382,  Sr  =  40,750  lb.  If  the  wedge  is  at  the  outer  end,  Sr  = 
24,650  lb.  These  values  are  all  well  within  38,000  except  the  crank-end 
stub  with  wedge  between  pin  and  rod.  It  was  stated  that  in  (22),  k 
must  not  be  less  than  0.5,  and  may  be  made  0.6  to  0.7.  For  the  three 
values  of  stress  just  given,  k  is  0.675,  0.467  and  0.77  respectively.  From 
the  last  two  it  is  obvious  that  Fig.  383  is  a  better  design  than  Fig.  382  for 
a  round  rod  of  the  stroke  and  speed  assumed  in  the  example. 

The  wedge  bolts  are  1%  in.  in  diameter,  the  area  at  root  of  thread 
being  1.057  sq.  in.  The  wedge  taper  is  taken  as  IJ^  in.  per  ft.  Then 
from  (25) .  the  total  maximum  pull  on  the  bolt,  neglecting  initial  stress  is: 


And  the  stress  is : 


P,  =  39,250^X1.5  ^4QQQj^ 


4000 


which  is  low,  giving  a  factor  of  safety  of  8.4  with  an  clastic  limit  of 
38,000  lb. 

182.  Designs  from  Practice. — A  number  of  designs  which  have  been 
successful  in  practice  will  be  illustrated.  By  assuming  a  standard  engine 
as  explained  in  Par.  63,  Chap.  XII,  and  Par.  72,  Chap.  XIII,  the  dimensions 
of  stubs  may  be  given  in  terms  of  pin  diameter.  This  has  been  done 
by  the  author  in  Figs.  381  to  383,  the  formulas  given  under  each  figure. 
These  designs  were  used  for  several  years.     The  notation  applies  only 
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-t:o  the  figures.  The  strap  thickii(;ss  was  not  determined  by  (22),  but 
-that  it  checks  well  with  it  may  be  seen  by  the  example  of  the  preceding 
paragraph. 


I ^. i ,..-j 

Flo.  381. — CroMhead  BtiiK 
a  .  l.lSd,         b-OM      c-  O.M,        e  -  a.Vod  +  0.3.5       J  -  c  H 


*  =  0.3<ii         i  -  o.a 
q  =  1.1.5(/i     r 


',  fc  =  l.lSd,    w  =  di  +  0.8 
■  J  +  1.1c    1  -  ^-^     .'  - 


+  O.M, 


-tnzj^.." 


k-.-. I -= J 

Fio.  382. — CrsDk  pin  stuli. 
0  =  I.lSrf  6  =  0.8/      c  =  0.9rf       e  =  O.lbd  +  0.35        g  =  c  +  e 

h  =  0.3d  j  -  0.86rf    k  =  2.25d  m  =  1.8d    n  =  0.75d  q  =  1.15d 

r  =  fir  +  Lie  (  =  ^--  »  =  r  +  0.4d 


Fio.  3&3.— Crank  pin  stub. 
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The  formulas  for  Fig,  382  apply  in  general  to  Fig.  383,  any  changes 
being  obvious. 

The  stubs  arc  for  soli<l-ond  rods,  much  iippd  for  Corliss  engines,  and 


Fio.  3fti. — Mcintosh  and  Seymour  conoecting  rod  details. 

others  of  about  the  same  class.  While  turned  rods  are  shown,  rec- 
tangular or  I  sections  may  be  employed,  in  which  case  m  is  the  depth  and 
not  the  diameter,  and  may  be  made  some  leas.     The  stubs  were  designed 


Fta.  385.—  Mcintosh  and  Seymour  connecliDg  rod. 

for  a  maximum  unbalanced  steam  pressure  of  125  lb.,  and  a  pressure 
per  sq.  in.  of  projected  area  of  1200  lb.  for  the  croashead  pin  and  1000  lb. 
for  the  crank  pin,  and  can  therefore  not  be  taken  as  generally  applicable. 
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While  Fig.  382  has  been  much  used,  Fig.  383  gives  a  stronger  stub, 
especially  for  high  speeds,  as  the  bending  arm  h,  Fig.  379,  is  less. 

The  boxes  are  made  of  brass  or  some  of  the  bronzes,  and  it  is  usual  to 
line  only  the  crank-pin  box  with  babbitt  metaL  The  box  flanges  are 
sometimes  omitted,  the  brass  being  flush  with  the  rod  end.  The  wedges 
and  adjusting  bolts  are  of  steel  and  it  will  be  noticed  that  they  are  of  the 
same  diameter  in  both  stubs,  e  being  in  terms  of  the  crank-pin  diameter 
in  both  cases. 

OH  grooves  are  shown  in  Chap.  XI.  The  space  between  the  two  halves 
of  the  boxes  is  usually  left  open  in  stationary  engine  practice,  but  some 
engineers  believe  they  should  butt  together,  and  when  adjustment  is 


iFrrnl 


Fio.  386. — Crosshead  stub  for  main  locomotive  rod. 

made,  they  may  be  filed  or  machined;  or  they  may  be  provided  with 
"  shims. "    In  either  case,  the  wedge  is  drawn  tight  against  the  box. 

It  is  claimed  that  the  design  shown  in  Fig.  383  is  preferable  to  that 
of  Fig.  382,  as  adjustment  is  in  the  same  direction,  tending  to  keep  the 
rod  length  from  center  to  center  constant.     Both  forms  are  standard. 

Figure  384  shows  details  of  the  crank-end  stub  used  on  the  Mcintosh 
and  Seymour  Type  F  steam  engine.  The  crosshead  end  is  of  the  same 
design  but  smaller.  The  pin  fits  are  the  same  length  and  both  crosshead 
and  crank  ends  are  babbitted.  It  will  be  noticed  that  the  wedge  half 
of  the  box  is  drilled  and  tapped  for  ''spreading  bolts."  These  may  be 
adjusted  so  that  the  wedge  may  be  drawn  up  snugly  against  the  box, 
making  the  filing  of  the  brass  or  the  use  of  shims  unnecessary.    The  rod. 
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which  is  rectangular  in  section  is  shown  in  Fig.  385.  The  arrangemeDt 
of  wedges  is  that  of  the  combination  of  Figs.  381  and  383,  adjustment 
tending  to  keep  the  rod  of  constant  length.  There  is  a  single  through 
wedge  bolt  for  each  stub,  of  the  type  previously  referred  to. 


W 
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Figure  386  shows  the  crosshead-end  stub  of  the  main  rod  of  a  locomo- 
tive, built  by  the  American  Locomotive  Co.  The  brasses  butt  together 
which  is  usual  locomotive  practice.  There  are  no  flanges  on  the  brasses 
of  this  stub.  The  adjusting  wedge  draws  crosswise,  pressing  against  a 
steel  block,  which  in  turn  forces  the  brasses  together. 
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Figure  387  shows  the  connecting  rod  used  on  the  Franklin  automobile 
engine.  At  the  crosshcad  end  the  rod  clampe  to  the  pin,  the  wearing 
surfaces  being  in  the  piston  hubs.  This  rod  is  a  drop  forging  of  channel 
section,  suitable  for  very  high  speeds. 

A  marine  rod  end  is  shown  in  Fig.  387.  A  design  of  this  type  adapted 
to  lai^  engines  is  shown  in  Fig.  388.     This  may  be  modified  in  detail. 


FiQ.  388.— MariuE-end  alub. 

When  ueed  for  double-acting  engincB,  one  bolt  must  be  strong  enough  to 
carry  the  fraction/:  (see  Par.  181)  of  the  maximum  piston  load,  or  the  maxi- 
mum value  of  T,  Chap.  XXI,  Par.  166.  The  projection  from  therod  which 
holds  the  bolt  must  also  be  strong  enough,  considered  as  a  cantilever, 
to  take  the  same  load.  The  load  coming  upon  these  parts  may  be  de- 
termined by  the  equations  of  the  paragraph  just  referred  to. 

In  some  marine  steam  engines  having  a  four-bar  guide,  the  same  type 
of  stub  may  be  used  for  the  crosshead-end  of  the  rod,  but  usually  a  solid- 
end  rod,  similar  to  Fig.  381  or  Fig.  386  is  used  A  design  used  for  a  Diesel 
engine  is  shown  in  Fig.  389.  The  force  on  the  rod,  except  that  due  to 
inertia,  is  all  in  one  direction,  so  the 
adjustment  does  not  require  the  strength 
necessary  for  a  double-acting  engine. 
Most  Diesel  engine  rods  are  of  circular 
section  with  but  small  increase  in  diam- 
eter from  crosshead  to  crank  end.  The 
whipping  action  is  small  compared  to  the 
thrust  due  to  gas  pressure,  and  the  circular  section  is  a  good  form  for 
strut  loads. 

There  have  been  many  designs  of  rod  ends,  most  of  which  possess 
merit.  There  is  as  yet  no  standard,  but  perhaps  not  so  many  different 
designs  are  used  as  was  the  case  several  years  ago.  In  selecting  a  design, 
simplicity,  rugged  construction,  ease  of  adjustment,  and  small  liability  of 
parts  working  loose,  with  cheap  production,  will  be  the  criteria. 


Pia.  380.— Diesel  wrist-pin  stub. 


CHAPTER  XXVI 

CROSSHEADS 
Notation. 
p  =  maximum  unbalanced  pressure  per  square  inch  acting  on  the 

piston. 
P  =  maximum  nominal  pressure  on  crank  pin  per  square  inch  of  pro- 
jected area. 
Pi  =  same  on  crosshead  pin. 
Ps  =  same  on  crosshead  shoe. 

Px  =  total  maximum  unbalanced  pressure  on  piston. 
Pp  =  total  pressure  on  piston  at  any  part  of  its  stroke. 
Pif  =  total  normal  pressure  on  guide  at  any  part  of  stroke  due  to  piston 

thrust  only. 
Pa  =  total  normal  pressure  on  guide  due  to  piston  thrust  and  inertia 

forces,  as  given  in  Formula  (53),  Chap.  XVI. 
Pr  =  total  resultant  pressure  on  crosshead  pin  due  to  piston  thrust  and 
inertia  of  moving  parts. 
S  =  bending  stress  in  crosshead  pin  in  pounds  per  square  inch. 
D  =  diameter  of  cylinder  in  inches. 
d  =  diameter  of  crosshead  pin  (in  bearing)  in  inches. 
I  =  length  of  crosshead  pin  bearing  in  inches. 
A  =  projected  area  of  crosshead  pin  bearing  in  square  inches  =  dl. 
L  =  length  of  crosshead  shoe  in  inches. 
w  =  width  of  crosshead  shoe. 
As  =  area  of  crosshead  shoe  =  wL. 
M  =  bending  moment  on  crosshead  pin. 
n  =  ratio  of  length  of  connecting  rod  to  length  of  crank. 
/  =  factor  of  safety. 
fz  =  factor  of  judgment  (see  Chap.  XXI). 

183.  The  crosshead  is  virtually  a  knuckle  joint  between  the  piston 
rod  and  connecting  rod.  In  order  to  take  the  thrust  due  to  the  angularity 
of  the  connecting  rod,  shoes  are  provided  which  slide  on  the  guide. 
Usually  these  shoes  are  made  adjustable  to  provide  for  wear  between 
crosshead  and  guide  or  between  piston  and  cylinder;  however,  some  build- 
ers, feeling  that  the  adjustment  is  liable  to  be  tampered  with  and  claiming 
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that  the  bearing  pressure  is  such  as  to  make  the  wear  negligible,  omit  the 
adjustment. 

It  does  not  seem  practicable  to  make  locomotive  crossheads  adjust- 
able; when  it  is  necessary  to  take  up  wear,  new  gibs  are  furnished  or 
shims  are  used. 

Material, — Cast  iron  has  been  much  used  for  crossheads,  but  many  are 
now  made  of  steel  castings.  The  shoes  may  be  of  cast  iron  even  when  the 
body  is  of  steel.  The  shoes  are  sometimes  faced  with  brass,  but  usually 
with  babbitt  metal.  The  pin  is  commonly  an  open  hearth  steel  forging 
and  fitted  to  the  crosshead  with  a  taper  fit.  For  other  steels  see  Par.  169, 
Chap.  XXI. 

Strength. — There  are  comparatively  few  strength  computations  for 
the  cross  head.  The  longitudinal  stress  is  a  reversed  stress  for  double- 
acting  engines  (see  Chap.  XXI,  Par.  166).  The  factor  of  judgment  should 
provide  for  the  possibiUty  of  water  in  the  cylinder  for  steam  engines,  being 
from  1.25  to  1.6.  The  area  through  the  weakest  section  should  be  such 
that  the  stress  will  not  exceed  the  safe  working  stress.  For  cast  iron  this 
may  be  from  900  to  1200  lb.  per  sq.  in.,  and  for  a  steel  casting,  from  3000 
to  4000  lb.  Semi-steel  is  sometimes  used;  this  is  generally  stronger  than 
cast  iron,  but  some  builders  allow  the  same  working  stress  as  for  good  cast 
iron. 

184.  Crosshead  Pin. — In  proportioning  the  wearing  portion  of  the 
crosshead  pin,  some  ratio  of  length  to  diameter  must  be  assumed.  If  in 
a  steam  engine  with  over-hung  crank,  the  length  of  the  pin  is  equal  to  the 
diameter,  it  is  convenient  to  make  the  length  of  the  crosshead  pin  the 
same  as  that  of  the  crank  pin,  and  its  diameter  inversely  proportional 
to  the  pressure  per  sq.  in.  of  projected  area  allowed  on  the  pins.  Then 
if  Pi  is  the  pressure  per  sq.  in.  on  the  crosshead  pin,  and  P  the  pressiu^e 
on  the  crank  pin;  if  {  and  d  are  length  and  diameter  respectively  of  the 
crosshead  pin,  the  projected  area  is: 

A^dl^^V  (1) 

If  p  is  the  maximum  unbalanced  pressure  per  sq.  in.  in  the  cyUnder 
and  D  is  the  cyUnder  diameter  in  inches,  equating  the  maximum  piston 
thrust  with  the  total  pin  pressure  gives: 

-^  =PA^  Pl^  (2) 


or: 


^  =  ^>/i|  =  0-8872)^  (3) 

P 

Then:  d  =  p-I  (4) 
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These  equations  are  convenient  for  steam  engines  for  the  conditions 
assumed.  For  center-crank  engines  the  equations  may  be  used  by 
assuming  tentatively  a  side-crank  engine  and  designing  the  crosshead  pin; 
then  the  crank  pin  may  be  given  a  separate  treatment. 

Bearing  design  is  discussed  in  Par.  52,  Chap.  XI,  and  bearing  pressures 
for  different  cases  given  in  Table  19  of  the  same  chapter. 

If  the  crosshead  or  piston  were  assumed  perfectly  rigid,  the  crosshead 
pin  would  be  a  beam  fixed  at  both  ends  and  loaded  with  a  load  somewhere 

between  a  imiform  and  a  concentrated 

I  load.     It  is  probably  safer,  especially  with 

.  i   .  trunk  pistons,  to  assume  the  pin  as  sup- 

y////A        V///A        V/////A      ported  at  the  center  of  each  hub.     The 

load    may   safely  be  taken  as  concen- 
trated  at  the  center  of  the  pin;  but  as 

y/////A 1.    ■       this  is  extreme,  it  is  sometimes  necessary, 

\     Y I ^^^^      in  order  to  keep  the  pin  diameter  from 

L ^ J  being  excessive,   to   make  different  as- 

sumptions— that  a  certain  fraction  of  the 
length  of  the  pin  carries  the  entire  load 
uniformly  distributed.    Calling  this  fraction  ^,  and  Px  the  total  maxiniiun 
pressure,  a  general  expression  may  be  found.     From  the  general  equation 
for  bending  moment,  and  referring  to  Fig.  390,  the  bending  moment  is: 

^  =  T'2  ~  T' 2  =  T  ^^-  ~  «^) 
Equating  this  with  the  modulus  of  section  gives: 

0.098Sd»  =  ^(lo  -  ql)  (5) 

As: 

Equation  (5)  may  be  written : 

S  =  2PW^)  (6) 

or  if  iS  is  assumed : 

d  =  ^^S|ZZ)  (7) 

The  length  lo  may  be  taken  to  the  center  of  the  pin  hubs,  or  it  may  be 
varied  according  to  judgment.  For  crossheads,  the  author  has  often 
made  the  hub  length  one-half  the  pin  length  (in  the  bearing);  taking 
lo  to  the  center  then  makes  Iq  =  1.5J.     The  value  of  q  may  be  taken  as 
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0.5.  If  the  pin  is  first  proportioned  for  bearing  surface  it  must  be  checked 
for  stress,  or  vice  versa. 

For  steam  engines  with  cut-off  as  great  as  one-half  stroke,  p  is  at  least 
equal  to  maximum  unbalanced  steam  pressure  whether  inertia  is  taken 
into  account  or  not,  as  near  mid-stroke  inertia  is  zero.  With  internal- 
combustion  engines,  the  maximum  gas  pressure  acts  only  near  dead  center. 
The  maximum  pressure  including  inertia  may  not  be  near  dead  center 
if  the  inertia  is  great,  but  this  should  be  found  from  a  diagram.  If 
inertia  is  considered  in  design,  it  should  not  include  the  connecting  rod 
for  calculations  on  the  crosshead  pin  and  it  is  well  to  check  for  pin  stress 
with  the  maximum  gas  pressure  alone,  as  this  condition  obtains  at 
starting. 

More  correctly  the  load  on  the  pin  is  the  resultant  of  Px,  Fp  and  Pa, 
the  last  two  being  given  by  Formulas  (53)  and  (32),  Chap.  XVI.  The 
effect  of  Pa  is  small  (See  also  Fig.  204  and  Table  56,  Chap.  XVI). 

See  Par.  166,  Chap.  XXI  for  factor  of  safety.  A  factor  of  judgment 
of  from  1.25  to  1.75  should  be  employed  when  neglecting  inertia,  etc. 

186.  Crosshead  Shoe. — It  is  customary  to  limit  the  maximum  pres- 
sure per  sq.  in.  on  the  crosshead  shoe.  Values  of  this  limiting  pressure 
are  given  in  Table  19,  Chap.  XI.  The  pressure  on  the  guide  Pn  for 
any  crank  angle  is  given  by  (12),  Chap.  XVI,  and  is: 

Pp  sin  e 

P^  =       L       ^siiT^  (8) 


-nM':-') 


where  6  is  the  angle  the  crank  makes  with  the  line  of  stroke,  measured 
from  the  head-end  dead  center;  n  is  the  ratio  of  connecting  rod  to  crank, 
and  Pp  is  the  total  piston  pressure  at  any  point  in  the  stroke. 

For  steam  engines  with  a  cut-off  as  long  as  one-half  stroke,  Pp  =  Px 
and  sin  ^  =  1;  this  gives  the  maximum  guide  pressure.  Tlfen  (8) 
becomes: 

p  -    ^' 


">M 


If  n  =  4,  and  the  quantity  in  the  radical  is  ignored,  the  error  will  be 
about  3  per  cent.     With  larger  values  of  n  the  error  is  less. 

For  internal-combustion  engines  the  maximum  value  of  Pjf  is  not  so 
apparent,  as  Pp  drops  rapidly  during  the  stroke,  and  when  sin  ^  is  maxi- 
mum, Pp  is  much  less.  A  few  trials  will  locate  the  angle  at  which  Pp 
sin  $  is  maximum. 

More  correctly,  the  value  Pa  given  by  Formula  (53),  Chap.  XVI  gives 
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the  pressure  on  the  guide,  but  as  P^f  is  apt  to  give  a  greater  value  it  is 
usually  safe.  For  horizontal  engines  the  weight  of  the  crosshead  and  a 
portion  of  the  connecting  rod  and  piston  rod  should  be  added  to  Pa- 
This  may  result  in  a  value  greater  than  Pjf  but  in  view  of  the  arbitrary 
values  for  allowable  pressure  Psj  varying  greatly  as  given  by  different 
authorities,  too  great  refinement  seems  out  of  place.  Pjf,  Px  and  p 
should  properly  include  the  inertia  of  the  reciprocating  parts  (not  includ- 
ing the  connecting  rod),  but  this  is  often  neglected  in  strength  calcu- 
lations (see  Chap.  XVI,  and  Chap.  XXI,  Par.  166). 

As  a  suggestion  in  proportioning  crosshead  shoes  for  steam  engines, 
the  author  has  used  the  following  empirical  formula  for  the  length  of 
shoes  for  a  number  of  years  in  Corliss  engine  design: 

L  =  0.75Z)  +  6  (10) 

This  is  in  inches.  The  width  w  was  taken  one-half  of  the  length.  The 
area  would  be  1.5L,  and  the  bearing  pressure  per  sq.  in.  on  any  shoe  is: 

This  also  appUes  to  trunk  pistons  which  serve  as  crossheads;  w  is  then 
replaced  by  D. 

186.  Application  of  Formulas. — In  designing  the  pin  for  a  steam  engine, 
the  bearing  pressure  is  usually  assumed.  Let  a  pin  be  designed  for  the 
standard  20-in.  Corliss  engine  of  Chap.  XII,  Par.  64.  The  steam  pres- 
sure p  is  126  lb.  Let  Pi  =  1200  and  P  =  1000  (for  the  crank  pin). 
Then  from  (3) : 


4, 


I  =  0.887  X  20^  /^  =  6.25  in. 


The  nearest  safe  pin  in  Table  89  is  &^i  in.  long,  and  the  diameter  is  5J^  in. 

and  this  will  be  used.    Assume  b  =  I'm  Table  89  (Par.  187).    Taking  lo 

=  1.61  and  g  =  J^,  (6)  gives: 

^      2  X  125  X  400  X  6.6      «^^ 
S  = g-gj =  3920. 

Neglecting  the  angularity  of  the  connecting  rod,  a  %  cut-off  occurs 
when  the  crank  is  at  point  8,  Table  67,  Chap.  XVI.  The  value  of  Fp  (in- 
ertia of  piston,  piston  rod  and  crosshead)  at  this  point  is  6450  lb. 
Added  to  39,260  (being  Px)  gives  46,700  lb.  The  value  of  Pa  from  the 
same  table  is  1306  lb.    The  resultant  is: 

Pb  =  \/45,700«  +  1306^  =  46,200  lb. 
Then: 

P.  =  ^1^  =  1290  lb. 
6.6  X  6.6 
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This  is  but  slightly  larger  than  1200,  as  the  pin  diameter  was  increased 

to  5J^  int,  but  had  I  been  taken  so  that  Pi  was  exactly  1200  lb.  for  steam 

pressure  only,  the  ratio  of  actual  to  assumed  pressure  on  the  pin  would 

bci 

p.      46,200  ^ 

Px      39,260 
The  actual  stress  is: 

The  standard  factor  of  safety  for  reversed  stress  in  Par.  166,  Chap. 

XXI  is  6;  taking  an  elastic  limit  of  38,000  as  given  in  Table  73,  Chap.  XXL 

the  factor  of  judgment  is: 

.   ^    38,000     ^ 

•'*      6  X  4620 
This  shows  that  the  pin  is  safe. 

For  a  Diesel  engine  assume  the  pin  length  to  be  0.55Z>.  Assume  a 
10  in.  cylinder  and  a  pressure  of  500  lb.  Then  lo  =  8.25.  The  factor  of 
safety  from  Table  82,  Chap.  XXI  is  3.  If  the  factor  of  judgment  is 
1.25,  total  factor  of  safety  is  3.75;  calling  this  3.8  gives  an  allowable 
working  stress  of  10,000  lb.    Taking  g  =  0.5  as  before,  (7)  gives: 


-V 


2  X  500  X  100  X  5.5      „  q,  ^^  .  . 

=  3.81;  say  Syi  m. 


10,000 

The  bearing  pressure  per  sq.  in.  of  projected  area  is: 

500  X  78.54  _ 
^"5.5X3.875   -l»*51b- 

which  is  practically  the  value  allowed  in  Table  19,  Chap.  XI.    Inertia 
would  reduce  this  some  after  the  engine  is  started. 

In  detailing  the  piston  and  connecting  rod  end  it  might  be  found  that 
slightly  different  proportions  would  give  better  results,  but  the  size  of 
pin  found,  3%  by  5^  in.,  seems  reasonable. 

Designing  the  crosshead  shoe  for  the  20  in.  Corliss  engine,  with  a  rod 
6  cranks  long  gives,  from  (9). 

0.7854  X  20*  X  125 


P^  =  '"•""    ?       —  =  6630. 

6- 


•\^ 


From  (10) : 
From  (11): 


36 
L  =  15  +  5  =  20. 

'*"  "  20X10  "  ^-^^  ^^- 
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The  maximum  value  of  p^  from  Table  67,  Chap.  XVI  is  5432  lb.,  being 
less  than  Ph.    Adding  the  we^ht  of  the  crosshead  and  part  of  the  con- 
necting rod  and  piston  rod  brings  this  up  to  7000  lb.     This  gives: 
7000 
200 

The  difference  is  neghgible.     The  result  is  still  less  than  the  allowable 
pressure  given  in  Table  19,  Chap.  XI. 

In  the  internal-combustion  engine  the  maximum  guide  pressure  occurs 
earUer  in  the  stroke.  In  the  automobile  engine,  the  data  for  which  is 
given  in  Chap.  XVI,  the  maximum  pressure  from  (8)  occurs  at  crank 
position  3,  and  Pp  is  31 .8  lb.  per  sq.  in.  including  the  effect  of  piston  inertia. 
The  cylinder  being  3^  in.  in  diameter,  the  total  maximum  guide  pressure 


is  264  lb.  The  piston  is  4  in.  long,  making  a  projected  area  of  13  sq.  in. 
This  gives  a  pressure  of  20.3  lb.  per  sq.  in.  The  rings  extend  about  1  inch 
from  the  head  end.  If  this  portion  is  deducted  the  unit  pressure  is  27  lb. 
The  actual  unit  pressure  is  somewhere  between  these  two  values.  In 
Table  19,  Chap.  XI,  the  allowable  pressure  for  a  trunk  piston  in  an 
internal  combustion  engine  is  21  lb.  As  economy  of  space  and  extreme 
lightness  are  requirements  of  an  automobile  engine,  higher  pressures  are 
more  likely  to  be  used  than  in  engines  for  industrial  service. 

187.  Designs  From  Practice. — Fig.  391  shows  a  crosshead  pin  used  by 
the  author  on  Corliss  engine  work,  and  Table  89  gives  data  for  pins  from 
3  to  8}-i  in.  in  diameter.  The  notation  applies  only  to  the  table.  These 
pins  were  designed  from  Formulas  (3)  and  (4),  taking  p  =  125,  P  =  1000 
and  Pi  =  1200.  It  was  also  assumed  that  b  =  I.  Crosshead  pins  for 
standard  steam  engines  for  the  pressures  just  named  are  included  with 
crank  pins  in  Table  91,  Chap.  XXVII. 
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Figure  392  b  ooe  form  of  cnrashead  used  od  the  Bass  Corliss  engine, 
lilt  by  the  Basa  Foundry  and  Machine  Co.,  Fort  Wayne,  Ind.  The 
loe  adjustment  is  such  that  the  adjusting  nut  draws  in  the  direction  the 
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i»>e  slides,  preventing  a  bending  strain  on  the  bolt.     It  is  a  turned 
■•^sshead,  sliding  in  bored  guides.     The  body  of  the  crosshead  is  a  steel 
"Hing  and  the  shoes  cast  iron,  babbitted, 
figure  393  is  the  Mcintosh  and  Seymour  crosshead,  used  on  Type  F 
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8H 
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10 
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2 
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Fia.  393. — MclDlosh  and  Seymour  crosah«ad. 

steam  engine  built  by  the  Mcintosh  and  Seymour  Corporation,  Auburi 
N.  Y.    The  pin  is  flattened  top  and  bottom,  and  the  brasses  of  the  connec' 
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Dg  rod  boxes  are  cut  away  so  that  there  is  a  small  wipe-over  in  the  posi- 
ion  of  extreme  angularity  of  the  rod.  The  pin  is  held  in  place  by  three 
ap  bolts.  When  it  is  desired  to  withdraw  the  pin,  these  bolts  are  re- 
noved  and  the  pin  forced  out  by  two  set  screws  in  the  pin  flange. 

The  body  of  the  crOsshead  is  a  steel  casting  and  the  shoes  are  cast  iron 
[aced  with  babbitt  metal.  The  shoes  have  no  adjusting  wedges,  but 
shims  or  liners  may  be  used  in  case  of  wear. 


CHAPTER  XXVII 
CRANKS 

188.  Introduction. — In  this  chapter  it  is  intended  to  cover  the  over- 
hung crank.  This  is  usually  a  casting  of  iron  or  steel  forced  on  the 
shaft,  and  usually  the  crank  pin  is  forced  in.  When  pin  and  shaft 
diameters  are  large  relative  to  the  stroke,  a  steel  casting  with  crank  and 
pin  cast  integral  is  sometimes  used;  this  is  then  forced  onto  the  shaft. 

The  problem  is  to  obtain  proper  bearing  surface  for  the  pin,  ample 
strength  and  stiffness  of  pin  and  crank,  and  the  securing  of  the  pin  and 
shaft  to  the  crank. 

The  center  crank  and  multi-cylinder  crank  will  be  treated  under 
shafts  m  Chap.  XXVIII. 

In  general,  the  over-hung  crank  is  used  only  for  steam  engines  and 
large  double-acting  gas  engines.  The  factor  of  safety  (/a/t)  in  Table 
82  of  Chap.  XXI  for  these  may  be  taken  as  5  and  4.2  respectively,  for 
ductile  materials.  Going  on  the  assumption  of  Par.  159,  Chap.  XXI, 
that  for  reversed  stress  the  compressive  stress  of  cast  iron  may  be  taken 
as  one-fifth  of  its  actual  value,  /a,  the  standard  factor  of  Chap.  XXI  may 
be  taken  as  7.2  for  both  steam  and  gas  engines  of  this  type.  The  prod- 
uct SaSt  will  then  be  7  for  the  steam  engine  and  5  for  the  gas  engine. 
A  factor  of  judgment  may  be  used  in  addition  to  these  if  desired.  The 
value  7  was  taken  for  steam  as  the  value /a  for  ductile  materials  in 
Table  82,  Chap.  XXI  is  5 — ^not  a  completely  reversed  factor. 

Inertia  and  variation  of  pressure  is  provided  for  by  these  factors,  as 
explained  in  Par.  166,  Chap.  XXI,  so  in  applying  them,  the  force  acting 
is  assumed  to  be  that  produced  by  maximum  unbalanced  steam  or  gas 
pressure  only. 

Notation. 
d  =  diameter  of  crank  pin  (in  bearing)  in  inches, 
di  =  diameter  of  crank  pin  fit. 
du  =  outside  diameter  of  pin  or  shaft  hub,  in  inches. 
{  =  length  of  crank  pin  bearing  in  inches. 

lo  =  length  of  moment  arm  for  computing  strength  of  pin  or  cranio 
arm,  in  inches. 
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D  =  diameter  of  cylinder  in  inches. 

Ds  =  diameter  of  standard  cylinder  when  some  standard  pressure  is 
assumed,  as  explained  in  Par.  63,  Chap.  XII. 
t  =  thickness  of  hub  considered  as  a  thick  cyUnder. 
b  =  effective  breadth  of  crank  arm  in  inches,  as  shown  on  Fig.  396. 
h  =  depth  of  arm  section  in  inches. 
A  =  area  of  arm  section  in  square  inches. 
/  =  moment  of  inertia  of  arm  section. 
c  =  distance  from  neutral  axis  to  extreme  fiber,  in  inches. 
S  =  stress  in  pounds  per  square  inch. 
Sb  =  bending  stress  in  arm. 
Sd  =  direct  stress  in  arm. 
Sc  =  crushing  stress  in  key. 
Px  =  total   maximum  unbalanced  pressure  on  piston  in  pounds, 

due  to  steam  or  gas  pressure  only. 
Pt  =  turning  effort  at  crank  pin  (tangential)  in  pounds. 
Pp  =  total  unbalanced  pressure  at  any  part  of  stroke  in  pounds,  in- 
cluding inertia. 
P  =  maximum  allowable  pressure  on  pin  per  square  inch  of  projected 
area. 
Pm  =  mean  pressure  per  square  inch  Of  piston  area  per  cycle,  in- 
cluding  inertia  of  reciprocating   parts  and  connecting  rod. 
This  must  be  taken  from  a  complete  stroke  diagram  for  the 
cycle.    Pm  may  be  found  from  diagrams  of  Par.  105,  Chap. 
XVI,  both  in  magnitude  and  direction  (in  line  of  stroke  only). 
p  =  maximum  unbalanced  pressure  per  sq.  in.  in  cylinder, 
r  =  tons  per  m.  of  diameter  per  in.  of  length  required  to  complete 

pressed  fit. 
N  =  r.p.m.  of  engine  shaft. 
k  =  l/d. 

C  =  Si  constant  in  wear  formula. 
M  =  coefficient  of  friction. 

189.  Crank  Pin. — The  over-hung  crank  pin  may  be  designed  inde- 
pendent of  the  shaft  as  it  transmits  no  power  from  one  part  of  the  shaft 
to  another.  Fig.  394  shows  two  methods  of  pin  design.  In  Fig.  394A 
the  pin  is  reduced  from  ^  to  J^  in.  in  diameter — depending  upon  the  size — 
where  it  enters  the  crank.  In  Fig.  394S  a  collar  is  turned  on  the  pin  and 
the  portion  in  the  crank  may  be  equal  or  greater  in  diameter  than  the 
wearing  part.  In  this  pin  the  moment  arm  lo  is  greater  than  one-half 
the  bearing  length  L    Should  the  diameter  d  be  much  less  than  the 
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diameter  of  fit  in  the  crank,  it  should  be  checked  for  strength  by  i 
a  moment  arm  1/2. 

A  pin  may  be  designed  for  strength  and  checked  for  bearing  pret 
and  wear;  or  it  may  be  designed  for  bearing  pressure  and  checker 
wear  and  strength.    The  latter  method  will  be  used  here. 

As  the  method  of  assuming  allowable  bearing  pressures  is  \m 
based  upon  direct  piston  thrust,  the  additional  load  on  the  pin  di 
angularity  of  the  connecting  rod  may  be  neglected,  greatly  simpliJ 
calculations.  Let  Px  be  the  total  maximum  unbalanced  pressure  oi 
piston,  P  the  pressure  per  sq.  in.  of  projected  area  of  the  pin,  and  J 
projected  area  of  the  pin  journal  in  sq.  in.     The  general  equation  is  1 

Px  =  PA 


B 


Fia.  394. 


If  p  is  the  maximum  unbalanced  pressure  per  sq.  in.  on  the  pi 


also 


Substituting  in  (1)  gives: 


Px  -   -^ 

A  =  dl: 


^^        4P 


Let  I  =■  kdj  then : 


'  -  U/p  - » Wff 


The  value  of  P  may  be  selected  from  Table  19,  Chap.  XI,  and  k 
be  assiuned,  or  it  may  be  calculated  from  (4),  Chap.  XI;  thisfom 
however,  must  be  used  with  judgment,  and  it  is  better  used  as  a  c 
after  selecting  some  value  of  k  found  to  be  satisfactory  in  practice. 
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The  pin  may  now  be  checked  for  strength.    The  modulus  of  section 
of  a  circular  section  in  bending  is: 


Then  if  <S  is  the  stress: 


32 


32 
From  which,  combining  with  (1) : 


=  Pxlo. 


„      32Pxlo       10.2kPd%  ,., 

It  may  safely  be  assumed  that  di  and  d  are  equal;  then  the  value 
found  may  be  taken  as  the  smaller  of  the  two,  and  (4)  may  be  written: 

S  =  — ^—  (5) 

It  is  usually  assumed  that  the  load  Pj  acts  at  the  center  of  the  pin; 
this  would  be  theoretically  correct  if  it  were  taken  either  as  a  concentrated 
or  distributed  load.  For  Fig.  394 A,  fc>  would  equal  Z/2;  for  Fig.  394B, 
the  thickness  of  the  collar  must  be  added  to  this. 

Except  in  locomotive  practice,  Fig.  3944.  is  the  most  usual  design; 
then  lo  =  1/2,  and  a  special  formula  for  this  becomes: 

S  =  ^-  =  5.1  k^P  (6) 

It  is  good  practice,  and  now  quite  common,  to  have  k  equal  to  unity; 
then  (6)  becomes: 

S  =  5.1  P  (7) 

This  makes  a  good  rigid  pin  with  small  deflection. 

Perhaps  the  most  direct  method  of  determining  the  pin  dimensions 
is  as  follows.    Formula  (6)  may  be  written : 

^  (8) 

The  maximum  pressure  P  may  be  taken  from  Table  19,  Chap.  XI  (pu 
in  this  table),  and  S  may  be  determined  by  using  the  factor  of  safety 
given  in  the  introduction.  Assuming  the  elastic  limit  as  38,000,  these 
data,  with  the  resulting  values  of  k  are  given  in  Table  90  for  two  values 
of  the  factor  of  judgment /»  (see  Chap.  XXI,  Par.  166). 

Selecting  k  with  the  corresponding  value  of  P  from  Table  90,  (3)  will 
give  the  diameter;  the  length  is  obviously  equal  to  kd.  These  dimensions 
are  usually  rounded  up  to  eighths,  quarters  or  even  halves  of  an  inch  in 
the  larger  sizes,  and  if  desired  may  be  checked  for  new  values  of  S  and 
P,  but  this  is  seldom  necessary. 
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Steam  Engine. — Assuming  k  as  unity,  Table  91  has  been  computed 
steam  engine  crank  pins  of  the  style  shown  in  Fig.  394A.  It  is  assun 
that  the  maximum  unbalanced  pressure  p  is  125,  and  that  P  is  1000 


Table  90 


/l 

Steam  engines 

Internal-combustion  engines 

/            s 

P      1       . 

/               s 

P                            K 

1.00 
1.25 

5.00 
6.25 

7600 
6100 

1000        1.22 
1200        1 .  12 
1000    1    1.10 
1200        1.00 

4.20 
5.25 

9050 
7230 

1400 
1700 
1400 
1700 

1.1 
1.0 
1.0 
0.9 

Table  91 


t\r,      S« 

Croeshead  pin 

Crank  pin 

US,  in. 

d,  in. 

I,  in. 

d,  in. 

I,  in. 

10  • 

3 

3>^ 

SH 

3H 

12 

3H 

4 

4 

4 

14 

4 

4K 

4H 

4H 

16 

4H 

5H 

5H 

5H 

18 

5 

6 

6 

6 

20 

5H 

6H 

6H 

6H 

22 

6 

7H 

7M 

7H 

24 

6H 

8 

8 

8 

26 

7 

8H 

8M 

8H 

28 

7H 

9 

9 

9 

30 

SH 

.  10 

10 

10 

The  pressure  p  ( =  125)  may  be  considered  the  standard  pressure  act 
in  standard  cyUnders  as  explained  in  Par.  63,  Chap.  XII. 

From  (3),  d  =  0.3131>s.    The  dimensions  of  the  crosshead  pin 
also  given,  based  on  a  pressure  of  1200  lb.  per  sq.  in.  of  projected  ar 
The  length  is  taken  equal  to  that  of  the  pin,  as  explained  pi  Ch 
XXVI;  the  diameter  is  then  %  the  diameter  of  the  crank  pin. 

Figure  395  and  Table  92  are  for  standard  crank  pins  used  by  theautl 
for  Corliss  engines.  The  notation  only  applies  to  the  figure  and  ta 
should  it  disagree  with  that  used  elsewhere  in  this  chapter. 

While  these  tables  were  used  for  several  years  on  successful  engin 
they  are  given  mainly  to  illustrate  convenient  methods  of  arranging  < 
sign  data.  The  selection  of  dimensions  for  other  steam  pressures  is  < 
plained  in  Par.  63,  Chap.  XII. 
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Tabus  92 

d,  in. 

di,  in. 

6,  in. 

rfi,  in. 

Zi,  in. 

c,  in. 

d»,  in. 

OU  boles 

3H 

m 

H 

1 

i>i 

1 

>^ 

1-K" 

4 

5H 

H 

1 

i>i 

IH 

H 

1-H" 

4H 

5% 

V* 

1« 

m 

i?i 

% 

\-H" 

5^ 

7H 

H 

l>i 

IH 

2 

% 

i-H" 

6 

7H 

1 

IM 

VA 

2H 

H 

i-?i" 

6>^ 

»H 

\yi 

m 

2H 

2J^ 

y* 

i-H" 

7H 

9H 

m 

IM 

2M 

2?i 

y* 

i-H" 

8 

lOH 

iH 

IH 

2K 

3 

H 

i-H" 

SH 

11 

IH 

1?^ 

2H 

3^ 

H 

\-w 

9 

im 

IH 

i?i 

2H 

3H 

li 

2-H" 

10 

13 

m 

1^ 

2H 

zy* 

H 

2-H" 

The  method  of  finding  the  mean  pressure  per  sq.  in.  of  piston  area, 
Pjf  acting  on  the  pin  is  described  in  Par.  104,  Chap.  XVI.     For  steam 


^aff  5teie  of  Pin 


r": m .  'Jl i 


Arranbfmenf  of.  OH  Hoits 


Fio.  395. 


Doi^el 


elites  this  is  practically  the  m.e.p.  For  engines  with  long-range 
cut-off  it  approximates  the  maximum  pressure  in  the  cylinder  and  may 
be  safely  taken  as  such. 

Adopting  the  notation  of  this  chapter,  Formula  (1),  Chap.  XI  may 
be  written : 


\W    12 


(J)) 


The  value  of  C  is  taken  from  Table  93  of  the  same  chapter.     Taking  this 
value  and  solving  for  iV,  the  corresponding  rotative  speed  may  be  found. 


37 


578 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


With  p  =  Pj^  =  125,  P  =  1000  and  A  =  1 ;  the  values  used  for  Table 
91  substituted  in  (3)  and  the  value  of  d  so  found  substituted  in  (9),  we 
have: 

4.3^   /fcp  ^  2430 
Pj,D\P         Ds 


N  = 


(10) 


Tablk  93 


D\,  in. 

s 

D,,  in. 

.V 

Di,  in. 

A' 

2 

1220 

12 

202 

32 

76 

3 

810 

14 

174 

34 

71 

4 

610 

16 

152 

36 

67 

5 

487 

18 

135 

38 

64 

6 

405 

20 

122 

40 

61 

7 

347 

22 

110 

42 

58 

8 

304 

24 

101 

44 

55 

9 

270 

26 

93 

46 

53 

10 

243 

28 

87 

48 

50 

11 

221 

30 

81 

50 

1 

48 

It  is  interesting  to  note  these  results  in  Table  93,  which  compare  favor- 
ably with  conservative  speeds  often  used.  Higher  speeds  than  those  given 
in  the  table  have  been  used  for  large  engines,  but  it  is  stated  in  Par.  52, 
Chap.  XI,  that  the  value  of  C,  which  was  taken  as  200,000,  may  be 
doubled  with  excellent  design  and  conditions  of  operation. 

Intemal-comhustion  Engine, — For  these,  the  mean  pressure  on  the 
pin  must  be  used  for  Pm  in  (10),  and  this  depends  upon  the  indicator 
and  inertia  diagrams  as  already  explained.  Giildner  assumes  for  his 
standard  diagram  128  lb.  for  the  expansion  stroke,  18  lb.  for  each  idle 
stroke  (exhaust  and  suction)  and  32  lb.  for  the  compression  stroke. 
The  mean  of  these  is  49  lb.  The  value  of  C  from  Table  19,  Chap.  XI 
is  90,000.     Taking  k  =  1,  P  =  1400  and  p  =  400,  (10)  becomes: 

-v  .  If  (U) 

Then  from  (3)  for  the  same  assumptions: 

d  =  0.473Z>5  (12) 

Giildner  takes  S  as  12,000.  For  the  factor  of  safety  already  used  S^ 
must  be  50,000  if  /a  =  1,  or  63,000  if  U  =  125.  With  other  data  as  be- 
fore, this  gives,  from  (8) : 


k 


I   i2;ooo 

\  5.1  X  14 


X  1400 


=  1.3  nearly. 


CRANKS 


579 


and  from  (3) : 

d  =  0A15Da  (13) 

Thia  increasee  the  allowable  value  of  N  by  14  per  cent. 

From  (6),  the  value  of  S  when  d  is  as  given  by  (12)  is  7150 — practically 
the  same  as  in  Table  90  when  ft  is  1.25.  The  best  value  of  S  may  be 
determined  only  when  the  material  b  known.  It  is  better  to  take  the 
value  of  Pm  from  diagrams  drawn  for  a  particular  design — at  least  for  a 
particular  type. 

By  using  a  greater  value  of  P  the  ratio  k  is  reduced,  decreasing  the 
moment  arm  for  the  crank  and  shaft.  If  the  product  kP  is  constant,  (3) 
shows  that  the  pin  diameter  is  not  changed.     It  may  also  be  seen  from  (8) 


Chat  this  makes  PS  constant,  and  these  relations  may  be  convenient  in 
determining  conditions. 

In  all  pin  des^n  there  should  be  a  fillet  where  the  pin  changes  diame- 
ter. If  the  pin  is  cast  integral  with  the  crank  there  should  be  a  fillet 
where  they  join. 

Crank  Arm. — A  crank  arm  of  substantial  design  b  shown  in  F^. 
396.  This  is  a  plain  crank  having  all  the  requisites  to  transmit  power  from 
the  crank  pin  to  the  shaft.  Sometimes  a  counterbalance  is  added,  and 
soioetimes  a  disc  crank  is  made  by  adding  rim  and  web,  but  these  should 
Mt  be  depended  upon  to  add  to  the  strength  of  the  crank  and  may  be 
omitted  for  the  present  discussion. 

In  a  crank  of  this  general  design  the  greatest  liability  to  failure  is 
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through  the  pin  hole  when  the  crank  is  on  one  of  the  dead  centers,  and 
this  will  first  be  considered. 

Assuming  a  perfectly  rectangular  section,  the  bending  stress  is: 

6PpIo 


The  direct  stress  is: 


^'  =  =^  bh* 


These  act  at  the  same  time  at  the  dead  center,  Pp  being  the  total  force  in- 
cluding steam  or  gas  pressure  and  all  inertia  effects.  The  sign  is  plus 
for  tensile  stress  and  minus  for  compressive.     The  total  stress  is: 

S  =  S.  +  S.=g(±^±l)  (14) 

At  the  beginning  of  the  stroke  both  signs  are  minus  on  the  pin  side, 
or  face  of  the  crank,  and  for  the  back  side  the  first  sign  is  plus  and  the 
second,  minus.  At  the  end  of  the  stroke  both  signs  are  plus  on  the  face, 
while  on  the  back  the  first  is  minus  and  the  second  plus. 

From  the  equations  of  Par.  166,  Chap.  XXI,  the  worst  condition  for 
given  indicator  and  inertia  diagrams  may  be  determined. 

Cast  Iron  Crank. — For  the  conditions  assumed  in  Table  82,  Chap.  XXI, 
for  the  factor  5  for  steam  engine  cranks  there  is  nearly  full  reversal,  and 
the  factor  7  may  be  assumed  for  cast  iron  as  previously  explained.  There 
is  an  initial  stress  in  the  metal  around  the  pin  presumably  higher  than  the 
liveload  stress.  The  factor  for  this  may  be  4  as  for  static  stress.  Due  to 
this  initial  stress  and  the  fact  that  the  conditions  assimied  in  determining 
the  factor  7  only  obtain  for  very  large  overloads;  also  because  the  result- 
ing dimensions  are  greater  than  those  of  many  actual  cranks,  the  factor 
of  safety  may  be  taken  as  5.  This  factor  will  be  applied  by  making  Pp 
in  (14)  equal  to  Px  and  taking  both  signs  positive.  Then  the  general 
formula  is : 

«  -  m  (t  + ')  »« 

The  diagrams  of  Fig.  186,  Chap.  XVI,  drawn  to  scale  for  the  20  in. 
Corliss  engine  previously  referred  to,  when  analyzed  by  the  method  of 
Par.  166,  Chap.  XXI  give  a  factor  of  4.3  for  }4  cut-off.  For  ^i  cut-off 
the  factor  is  5.55.  These  are  both  for  cast  iron.  Then  in  view  of  the 
initial  stress  in  the  crank-pin  eye  due  to  forced  fit,  the  factor  5  seems 
safe.  It  is  likely  that  the  iron  used  for  cranks  would  usually  have  a 
tensile  strength  greater  than  16,000  lb.,  but  this  value  will  be  used  here. 

An  old  rule  was  to  make  the  length  of  crank  fit  ^  of  the  shaft  diame- 
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ter.  Another  rule  was  to  make  the  diameter  of  the  shaft  J^  the  cylinder 
diameter.  This  makes  the  length  of  the  crank  %  the  cyUnder  diameter. 
This  may  be  done  satisfactorily  in  steam  engine  practice  by  taking  the 
cylinder  diameter  as  that  of  the  standard  cylinder  Ds  carrying  some  stand- 
ard pressure.  For  any  other  pressure  (and  this  may  be  used  for  internal- 
combustion  engines  if  desired)  the  length  of  the  fit  may  be  found  as  for 
other  standard  dimensions  as  explained  in  Par.  63,  Chap.  XII,  or  for 
compound  engines  in  Par.  72,  Chap.  XIII. 

If  hy  the  arm  depth,  is  made  0.32Z>s,  there  is  room  for  an  oil  groove  on 
the  hub,  even  on  the  smallest  sizes.  Then  taking  Px  as  referred  to  the 
standard  cylinder  Dsy  and  substituting  the  value  of  fc  in  (15),  we  have: 

b  =*^{-^^+0.0532)  (16) 

which  is  a  special  formula  when  h  =  O.32D5. 

As  it  is  well  to  confine  the  use  of  cast  iron  cranks  to  steam  engines  not 
carrying  high  pressures,  another  special  formula  may  be  given,  based  upon 
the  pin  dimensions  of  Table  91.     Then  let  p  =  125,  5  =  3200  and  lo 
=  0.321)5,  for  which: 

b  =  O.672D5  =  2,ld  (17) 

This  dimension  may  be  obtained  as  shown  in  Fig.  396,  and  while  rupture 
might  not  occur  in  line  with  the  pin  diameter,  the  method  has  proven 
satisfactory  in  practice. 

Steel  Cranks, — For  steam  engines  carrying  high  pressures  and  for  gas 
engines,  cranks  should  be  steel  castings  As  dimensions  are  not  so  exces- 
sive there  is  no  diflSculty  in  applying  the  formula  with  the  factors  already 
assumed  in  the  introduction,  and  used  for  the  pin.  Formulas  (14)  to 
(16)  also  apply  to  steel  cranks 

From  Table  73,  Chap.  XXI,  the  elastic  limit  is  given  as  30,000  lb. 
Taking  S  as  6000  and  other  data  as  before,  a  special  formula  for  steam 
engines  is: 

b  =  OMDa  =  1.12d  (18) 

For  gas  engines,  calculations  show  a  massive  construction  when  the 
pin  is  to  be  forced  in.  It  is  no  doubt  the  best  practice  to  cast  the  pin 
with  the  crank.  As  an  example,  the  proportions  of  (12)  will  be  assumed 
in  which  A;  =  1.  Let  a  standard  pressure  p  be  400;  then  S  is  7150.  Let 
it  be  assumed  that  the  length  of  the  hub  fit  is  0.5Ds  and  that  h  =  0A2Da. 
Then  as  d  =  0A73Ds,  lo  may  be  taken  as  0A5Ds.  Substituting  these  in 
(16)  gives: 

b  =  1.3Ds  =  2.7d  (19) 

which  is  excessive. 
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The  crank  arm  is  sometimes  cut  away  as  shown  in  Fig.  398.  This  is 
permissible,  especially  in  steel  castings,  but  is  not  logical  design.  It 
gives  a  poor  section  for  torsional  stiffness  when  the  crank  center  is  normal 
to  line  of  stroke;  it  also  necessitates  joining  a  light  and  heavy  section  if  the 
walls  are  made  thin.  It  may  hghten  the  crank  if  the  stroke  is  long,  and 
it  reduces  the  moment  arm  by  moving  the  neutral  axis  toward  the  pin ; 
but  it  also  reduces  the  section  modulus  and  should  be  carefully  checked 
for  tension  on  the  side  away  from  the  pin.  To  find  the  stress  in  this 
section  the  general  formula  is: 

S'^^Pxlo  (20) 


r-i--'y 


7  where  /  is  the  moment  of  inertia  about  axis 

^f — ^         XX  and  c  is  the  distance  to  the  extreme  fiber 
-*     as  shown  in  Fig.  397. 

Well  designed  cranks  seldom  need  check- 
^°'  ^^"*  ing  when  in   a  position  normal  to  line  of 

stroke.     They  are  then  subjected  to  torsion  and  bending.     The  bending 
moment  is: 

Ms  =  Pplx 
where  Ix  is  the  distance  from  the  pin  center  to  any  section  as  shown  in 
Fig.  396.    The  modulus  of  section  for  this  case  is  about  axis  YY,     The 
twisting  moment  is: 

Mt  =  Pplo 
where  lo  is  taken  from  Fig.  396.  If  the  section  is  rectangular  the  maximum 
shearing  stress  is  at  the  center  of  the  surface  of  the  long  side  and  may  be 
found  from  Par.  163,  Chap.  XXI.  At  the  center  of  the  short  side  the 
stress  is  proportional  inversely  to  the  stress  at  the  long  side,  as  the  lengths 
of  the  sides  of  the  rectangle.  These  stresses  may  be  combined  by  (20), 
Chap.  XXI.  As  stated  in  Par.  166,  Chap.  XXI,  the  factor  of  safety  for 
this  position  may  be  taken  as  3  for  ductile  materials  and  6  for  brittle 
material,  such  as  cast  iron. 

190.  Hubs. — The  subject  of  pressed  fits  is  treated  in  Par.  178,  Chap. 
XXrV,  so  the  discussion  will  not  be  repeated. 

Let  T  be  tons  per  inch  of  diameter  per  inch  of  length  required  to  com- 
plete the  fit;  let  /x  be  the  coefficiient  of  friction  and  t  the  thickness  of  hub. 

Then  from  (28),  Chap.  XXIV: 

2000r  ,^,. 

and  from  (29),  same  chapter: 


'-^K/F?if-'  <- 
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The  outside  diameter  is  then : 

dn  =  d  +  2t  (23) 

For  cast  iron  cranks,  taking  /x  =  0.25,  T  =  0.8  and  S  =  4000,  as- 
suming static  loading: 

q  =  0.51 
and 

t  =  0.5d. 
Then  : 

da  =  2d  (24) 

The  allowable  static  stress  in  a  steel  casting  is  15,000  lb.  If  T  is 
1.25,  the  outside  diameter  could  be  less  than  1.3d.  If  the  stress  is  taken 
at  6250  when  T  is  1.25,  d  =  2d  as  just  found  for  cast  iron.     There  are 


FiQ.  398. — Nordberg  crank  and  pin. 


other  considerations  besides  strength  in  crank  design,  such  as  the  necessity 
of  a  diameter  sufficient  to  cover  the  bearing,  but  the  formulas  may  be 
used  as  a  check. 

Crank  pins  are  forced  in  and  riveted  over  cold  as  shown  in  Fig.  396. 
There  is  no  tendency  for  the  pin  to  turn  so  no  key  is  needed,  but  as  all  the 
power  of  the  engine  is  transmitted  through  the  shaft  fit,  the  shaft  is 
keyed  to  the  crank  with  one  or  two  keys  as  a  precaution  against  slipping. 

In  Fig.  396,  if  the  fit  were  not  tight  enough  to  keep  the  crank  from  slip- 
ping on  the  shaft,  the  surface  ma  of  the  key  way  must  sustain  the  entire 
load.  If  Sc  is  the  crushing  stress  in  the  key,  the  moment  of  resistance  of 
the  key  is  approximately. 

do 

2  "^S. 
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This  must  equal  the  twisting  moment  Pr^,  where  r  is  the  radius  of  the 
crank  circle  in  inches.     Then: 

2Prr 


tn  = 


doaSi 


(25) 


Should  the  key  take  the  entire  load  the  standard  factor  of  safety  would 
be  3  for  repeated  load.  It  is  probable  in  most  cases  that  the  fit  would 
hold  without  a  key,  so  if  desired,  a  factor  of  judgment  less  than  unity  may 
be  applied. 

For  steam  engines  the  maximum  value  of  Pt  may  be  taken  as  Px- 
For  internal-combustion  engines,  Gttldner  finds  that  the  maximum  Pr  is 
0.5Px  for  his  standard  reference  diagram. 


Fio,  399. — Bass-Corliss  disc  crank. 


Fio.  400. — Plain  crank  with  counterbalance. 


By  assuming  values  in  terms  of  Ds,  a  special  formula  may  be  derived. 
In  doing  so  it  is  best  to  retain  do  and  Sc. 

For  the  steam  engine,  as  already  assumed,  o  =  0.375Z>«.  Also  let 
r  =  1.2Da  which  covers  most  cases.     Assume  p  as  125.     Then: 


m  = 


GSODa^ 

do  Sc 


(26) 


For  the  internal-combustion  engine  we  may  take:  a  =  0.5Z),  r  = 
O.SDa  and  p  =  400.     Then; 


m  = 


do  S( 


These  two  special  formulas  may  be  used  for  preliminary  calculations. 

If  two  keys  are  used  they  are  placed  90  degrees  apart.     The  value  of  m 

for  each  key  may  be  taken  as  one-half  that  for  a  single  key,  or  perhaps 
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some  greater.  This  arrangement  weakens  the  shaft  less  than  a  single 
key. 

The  factor  of  judgment  may  be  taken  as  0.75,  making  a  total  factor  of 
2.25,  which,  with  an  elastic  limit  of  38,000  gives  So  =  17,000. 

191.  Crank  Designs. — Fig.  398  shows  a  crank  used  on  steam  engines 
built  by  the  Nordberg  Manufacturing  Co.,  Milwaukee,  Wis.  The  hub 
projection  next  to  the  bearing  is  omitted,  except  that  necessary  for  facing. 
A  small  amoimt  may  be  placed  on  the  opposite  side  so  long  as  it  does  not 
interfere  with  the  connecting  rod.  This  arrangement  either  shortens 
the  moment  arm  used  in  determining  the  shaft  strength,  or  makes  the 
crank  arm  thicker,  or  both.  A  thicker  arm  reduces  the  difficulties  en- 
coimtered  in  determining  b. 


Fio.  401. — Gas  engine  crank. 

The  oil  groove  must  be  omitted  in  this  design,  but  this  matters  little 
if  oil  shields  are  used. 

Figure  399  is  the  design  of  a  disc  crank  used  by  the  Bass  Foundry 
and  Machine  Co.,  Fort  Wayne,  Ind.  The  disc  portion  is  considered  by 
some  to  have  a  more  finished  appearance,  the  rim  usually  being  polished. 

A  simple  arm  crank  with  counterbalance  is  shown  in  Fig.  400.  It  is 
proportioned  for  the  20  by  48  in.  Corliss  engine  designed  through  the 
book.  The  crank  of  Fig.  396  is  for  the  same  engine  and  is  calculated 
for  cast  iron,  but  Fig.  400  is  for  steel. 

Figure  401  shows  a  gas  engine  crank  with  pin  cast  integral,  and  is 
therefore  of  steel  casting. 


CHAPTER  XXVIII 

SHAFTS 
Notation. 

D  =  diameter  of  cylinder  in  inches. 
Ds  =  diameter  of  cylinder  when  some  standard  pressm^  is  used 

(see  Par.  63,  Chap.  XII  and  Par.  72,  Chap.  XIII). 
do  =  diameter  of  pin  or  shaft  determined  for  stress  relations.     Used 

especially  for  shaft  fit  in  hub. 
dp  =  diameter  of  crank  pin. 
da  =  diameter  of  shaft  at  any  part  considered. 
h  =  thickness  of  crank  arm,  measured  axially. 
b  =  width  of  crank  arm. 
r  =  radius  of  crank  circle  in  inches. 
lo  =  moment  arm  of  crank  pin  in  inches. 
Iji  =^  moment  arm  of  crank  arm  in  inches. 
Im  =  moment  arm  of  main  journal  in  inches 
Ip  =  length  of  crank  pin  in  inches. 
Is  =  length  of  main  journal  in  inches. 
p  =  maximum  unbalanced  steam  or  gas  pressure  in  pounds  per 

square  inch. 
P  =  maximum  pressure  on  crank  pin  per  square  inch  of  projected 
area. 
Pm  =  mean  pressure  per  square  inch  of  piston  area,  including  inertia, 

per  cycle. 
Px  =  maximum  total  unbalanced  steam  or  gas  pressure  in  pounds. 
Pp  =  total  unbalanced  force,  including  inertia,  acting  in  line  of 

stroke 
Pl  =  thrust  along  connecting  rod  in  pounds,  including  inertia  of  re- 
ciprocating parts  and  of  rod  itself. 
Pt  =  maximimi  turning  effort  in  pounds. 
Pr  =  force  in  pounds  acting  along  crank,  toward  shaft  center. 
Pb  =  maximum  belt  pull  in  pounds. 
R  =  reaction  on  bearings  in  pounds.     Subscripts  correspond  with 
those  of  force  Px,  Pt^  etc. 
Rm  =  mean  reaction  on  bearing  during  cycle,  in  pounds. 
W  =  weight  of  flywheel  in  pounds. 
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Mb  =  bending  moment. 
Mt  =  twisting  moment. 
Mb  =  equivalent  bending  moment. 
A  =  total  deflection. 
8  =  deflection  per  inch  of  length. 
/  =  moment  of  inertia. 
E  =  modulus  of  elasticity. 
S  =  stress  in  general,  direct  or  combined. 
Sp  =  stress  in  crank  pin. 
Sa  =  stress  in  crank  arm. 
Sm  =  stress  in  main  journal. 
Sb  =  elastic  limit. 
Ss  =  shearing  stress. 
Sd  =  direct  stress  in  crank  arm. 

/  =  factor  of  safety. 
C  and  K  are  constants  in  wear  formulas  in  Chap.  XI. 
Other  notation  on  figures.     All  dimensions  are  in  inches,  and  forces 
in  pK)unds. 

192.  Shaft  Tjrpes. — Two  general  types  of  crank  shaft  are  in  use; 
the  side-cranky  shown  in  Fig.  402  and  the  center-crank,  shown  in  Fig.  403. 


Fio.  402. — Side-crank  shaft. 


Fio.  403. — Center-crank  shaft. 

Center-crank  shafts  are  also  constructed  with  no  outer  bearing  for  small 
engines,  the  wheel  being  overhung  and  close  to  the  bearing.  Sometimes 
two  wheels  are  employed,  one  containing  the  governor. 
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In  this  country  the  use  of  the  center-crank  is  mostly  confined  to 
engines  of  small  size  and  to  multi-cylinder  engines,  being  a  necessity  for 
the  latter.  Large  engines,  both  steam  and  internal-combustion,  are 
nearly  always  provided  with  the  side-crank  shaft.  On  the  continent, 
both  large  and  small  internal-combustion  engines  are  built  with  the 
center-crank  shaft. 

The  advantage  claimed  for  the  center-crank  is  an  even  distribution  of 
pressure  on  two  bearings,  and  the  advantage  from  the  standpoint  of 
strength  of  a  beam  supported  at  both  ends,  over  a  cantilever. 

It  is  obvious  that  an  outer  bearing  is  necessary  with  a  side-crank  shaft. 
For  many  classes  of  service  it  is  also  necessary  with  a  center-crank  shaft, 
especially  for  large  sizes  with  heavy  wheels,  in  which  case  there  are  three 
bearings  to  keep  in  alinement.  Failure  to  do  so  results  in  excessive 
strain,  so  that  engineers  in  this  country  are  inclined  to  use  the  side- 
crank  shaft  where  feasible,  and  although  heavier,  stresses  may  be  cal- 
culated with  greater  accuracy. 

In  all  cases  of  design,  the  point  in  each  bearing  from  which  to  measure 
lengths  for  bending  moment  calculations  is  indeterminate,  and  certain 
assumptions  have  to  be  made.  For  the  side-crank  shaft  with  two  bear- 
ings, calculations  are  comparatively  simple,  as  is  also  the  case  with  center- 
crank  shaft  with  no  outer  bearing.  For  three  bearings,  and  for  multi- 
throw  shafts,  the  calculations  become  much  involved  if  an  attempt  at 
rigid  analysis  is  made.  The  Theorem  of  Three  Moments  (Clapyron's 
formula)  is  sometimes  applied  to  this  case  and  referred  to  as  an  exact 
method,  but  the  laws  of  bending  of  center-crank  shafts  are  very  complex: 
in  fact,  part  of  the  deflection  is  due  to  torsion  of  the  crank  arms.  Were 
these  complications  due  to  shaft  form  taken  into  account,  assumptions 
must  still  be  made  due  to  the  resistance  to  bending  ofifered  by  the  bear- 
ings, and  the  nature  and  exact  location  of  the  reactions.  It  is  therefore 
certain  that  any  such  method  is  far  from  exact,  and  in  all  probability 
gives  no  better  results  than  the  simple  methods  employed  with  discretion, 
and  some  consideration  of  successful  practice. 

For  side-crank  shafts  an  analysis  which  has  given  satisfactory  results 
in  practice  has  been  employed,  and  this  is  checked  for  various  other  factors 
which  have  a  limiting  influence  on  design. 

For  two-bearing  center-crank  shafts  a  simple  analysis  is  also  mad«  for 
crank  pin,  arm  and  shaft  journal. 

For  center-crank  shafts  with  outer  bearing  the  portion  of  the  shaft 
between  main  and  outer  bearings  is  designed  as  for  a  side-crank  engine, 
while  the  cranks  are  designed  as  for  a  two-bearing,  center-crank  shaft, 
ignoring  the  remainder  of  the  shaft.     The  bending  moment  due  to  wheel 
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lo;w]  would  lie  pniclically  zv.yo  iit  tlip  point  of  iimximum  bending  due  to  pis- 
ton thrust,  and  it  is  unlikely  that  two  maximum  values  are  found  simul- 
taneously at  the  same  point.  It  may  be  that  wheel  load,  etc,  will  require 
a  larger  diameter  of  the  main  journal  than  given  by  the  simple  center- 
crank  analysis;  should  this  begreaterthan  the  required  crank  pin  diameter, 
they  should  be  made  equal. 

With  mvlH-lhrow  crank  shafts,  the  crank  next  to  the  delivery  end  of  the 
shaft  Ls  designed  as  a  single-throw  shaft,  with  the  addition  of  any  turning 
ofTect  from  the  other  cylinders.  This  is  best  determined  from  a  combined 
turning-effort  diagram,  omitting  the  end  cylinder  diagram.  It  is  usually 
comparatively  small,  especially  if  of  the  4-cyele  tj^ie,  and  may  be  pro- 
vided for  by  multiplying  the  moments  found  by  the  simple  method  by  a 
factor  a  little  greater  than  unity — possibly  1.1. 

On  account  of  greater  uncertainty  respecting  strains  in  center-crank 
shafts,  lengths  for  determining  moments  are  measured  more  nearly  from 
the  centers  of  bearings;  at  the  crank  pin,  however,  the  load  due  to  con- 
necting rod  thrust  ia  more  symmetrical  about  the  center  of  the  pin,  and 
may  be  assumed  as  a  uniform  load  for  a  portion  of  the  pin  near  the 
center. 

Material. — Shafts  foi'  large  engines  are  often  open  hearth  steel  forg- 
the  elastic  limit  of  which  may  con.servatively  be  taken  as  38,000, 
given  in  Table  7.3,  C^hap.  XXI.  Higher  grades  of  steel  are  sometimes 
used,  and  properties  of  .some  of  the  alloy  steels  are  tabulated  in  Chap. 
XXI,  Allowable  Iwaring  pressures  sometimes  limit  the  stress,  so  that 
high  elastic  limits  are  not  required  unless  desired  for  their  higher  factor 
of  safety.  In  some  designs  however,  especially  where  few  liearings  are 
used  for  a  multi-throw  shaft,  the  ratio  of  bearing  pressure  to  stress  is  low, 
so  that  higher  permissible  stresses  are  a  great  advantage,  enabling  the 
use  of  smaller  diameters. 

The  side-crank  shaft  will  be  first  treated,  both  for  steam  and  internal- 
combustion  engines,  after  which  the  center-crank  shaft  will  be  analyzed, 
largely  in  connection  with  4-cycle  internal-combustion  engines,  where  it 
is  most  used. 

As  for  crank  pina,  the  factor  of  safety  may  l>e  determined  by  the  aid  of 
Par.  166,  Chap.  XXI.  From  Table  82  of  Chap.  XXI,  t  he  factor  for  single- 
acting  engines  may  be  taken  for  usual  conditions  as  3,46;  for  double- 
acting  steam  engines  as  5  and  for  double-acting  internal-combustion 
engines  as  4.2.  These  factors  are  based  uiwn  niaximum  steam  or  gas 
pressure  only,  and  apply  to  crank  positions  on  or  near  dead  center.  As 
explained  in  Par.  166,  Chap.  XXI,  the  stresses  are  practically  repeated  for 
Srank  positions  giving  large  turning  efforts,  and  the  factor  may  be  taken 
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as  3,  with  perhaps  a  factor  of  judgment  of  from  1.1  to  1.2.  In  order  to 
reduce  deflection  it  is  better  to  use  a  higher  factor  for  shafts  with  con- 
siderable distance  between  bearings,  so  in  such  cases  the  factor  will  be  as 
in  Table  82,  Chap.  XXI. 

193,  Side-crank  Shaft. — Except  when  very  heavy  wheels  and  long 
shafts  are  used,  the  diameter  of  a  side-crank  shaft  may  often  be  deter- 
mined by  combining  the  bending  and  twisting  moments  due  to  the  piston 

thrust.    From  Formula  (11)  and  Table 

H       |^=  53  of  Chap.  XVI  it  may  be  seen  that 

y^^^^=  •  when  the  connecting  rod  is  but  four 

!  pS*^  cranks  long,   the  pressure  along  the 

rod  is  but  Uttle  more  than  3  per  cent, 
greater  than  the  piston  thrust;  if  fric- 
tion were  considered  the  difference 
would  be  still  less.  Then  for  this 
discussion  it  may  be  considered  suf- 
ficiently accurate  to  neglect  the  angu- 
larity of  the  connecting  rod. 

The  older  rules  assumed  the  mo- 
ment arm  lo  of  Fig.  404  to  extend  to  the 
center  of  the  bearing.  For  long  lines  of 
shafting,  or  where  ball-and-socket  bearings  are  used,  this  method  is 
probably  correct;  but  when  ball  joints  are  used  in  engine  bearings,  they 
do  not  allow  freedom  in  the  line  of  thrust.  It  is  then  probable  that 
the  point  of  maximum  bending  is  near  the  crank  end  of  the  bearing. 
The  author  has  assumed  for  many  years  that  it  is  at  the  point  where 
the  shaft  enters  the  crank.  The  shaft  is  practically  always  reduced  to 
form  a  shoulder  here;  then  if  this  reduced  diameter  be  solved  for  at  this 
point,  and  the  diameter  in  the  bearing  increased  3^  to  J^  in.  to  form  a 
shoulder,  the  equivalent  moment  arm  for  the  larger  diameter  will  extend 
a  short  distance  along  the  bearing.  By  this  method  it  is  not  necessary 
to  assume  stress  greater  than  that  indicated  by  the  laws  of  fatigue,  which 
was  necessary  with  the  old  assumption. 

Steam  Engine  Shaft — For  engines  cutting  off  steam  later  than  one- 
half  stroke,  which  is  now  usual  when  overloads  are  being  carried,  the 
maximum  bending  and  twisting  moments  occur  when  the  crank  is  normal 
to  the  line  of  stroke.     The  bending  moment  is  then : 


Fio.  404. 


and  the  twisting  moment: 


Ms  =  Pxlo 


Mr  -  Pjtr. 


SHAFTS  591 

The  value  to  be  used  in  these  formulas  is  not. strictly  Px,  but  Plj  the 
force  acting  in  the  direction  of  the  connecting  rod.     As  this  differs  little 
from  Pp,  the  thrust  in  line  of  stroke  (including  inertia),  and  it  is  desired 
to  base  the  factor  of  safety  upon  Px,  the  latter  may  be  used. 
From  (22),  Chap.  XXI,  these  may  be  combined  thus: 

Mr  =  0.35Jlf^  +  0.65  VMfi2  +  Mt^  (1) 

Equating  with  the  modulus  of  section  of  the  shaft  gives: 

52m;  ^2) 


lo  -  yj^ 


ttS 

For  the  standard  cylinder  diameter  Ds  carrying  standard  unbalanced 
unit  pressure  p,  the  length  and  diameter  of  the  crank  pin  was  taken  as 
0.32Z>«  in  Chap.  XXVII.  The  crank  hub  was  taken  as  0.3751)^.  Then 
for  the  design  shown  in  Fig.  404; 

l^  =  ?M?'  +  0,S75Ds  =  0,5S5Ds  (3) 

Let  r  =  I.2D5,  and  as  p  =  125  (Chap.  XXVII),   and  /  =  5,   by  sub- 
stituting  these  values  in  (1)  and  (2),  do  may  be  found  in  terms  of  Z)^,  or: 

Mr  =  98.6Z).s3 
and 


do  =  Dsyj- 


1005  ,,. 

(4) 


S 
Taking  the  elastic  limit  Se  as  38,000,  S  =  7600  and : 

do  =  0.51Ds  (5) 

Formulas  (4)  and  (5)  are  special  and  apply  for  the   ^ 
a^umptions  made.     Their  use,   however,   will  give 
good  practical  results. 

Between  the  bearings  there  is  combined  bending 
and  twisting.  The  twisting  moment  is  the  same  as 
for  the  case  just  considered,  and  the  l)ending  may 
be  caused  by  weight  of  wheel  and  shaft,  weight  of 
gear  or  armature,  belt  pull,  or  magnetic  pull  of  arm- 
ature. Any  of  these  forces  may  be  referred  to  the 
bearing  by  taking  moments  about  the  other  bearing; 
then  a  resultant  may  be  found  graphically  as  in  Fig. 
405,  in  which  Rw  is  the  reaction  due  to  the  weight  and  Rb  the  reaction 
due  to  the  belt  pull.  Total  reaction  R  may  include  all  forces  acting  be- 
tween the  bearings. 

The  central  part  of  the  shaft  is  usually  enlarged  to  take  the  wheel  or 
any  other  desired  mountings,  and  the  smaller  diameter  only  requires  cal- 
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culation  for  strength  and  stiffness.  Referring  to  Fig.  406,  the  moment 
arm  lo  may  be  taken  to  the  center  of  the  bearing  in  this  case,  as  there  is 
sometimes  freedom  of  movement  of  the  bearing  in  this  plane.  The 
bending  moment  is: 

Mb  =  Rio 


From  (1)  the  equivalent  bending  moment  is: 

Ms  =  OMRlo  +  0.65  J(ftW*+(Pxr)« 


(6) 


If,  after  adding  the  shoulder  to  do  found  from  (2),  the  value  of  Mm 
from  (6)  gives  a  greater  result  in  (2)  than  this,  it  must  be  used. 


The  deflection  may  be  taken  as  for  a  cantilever  of  length  Iq.     Then : 

A  =  *y  -  6-8gio»  _  Slo  ,-. 

3EI        Eda'    "  12  ^^^ 

where  5  is  the  deflection  per  ft.  of  length.     Table  73,  Chap.  XXI  gives: 
E  =  29,000,000.    A  value  of  8  sometimes  given  is  0.003.    Then  from  (7).: 

da  =  0.175^yRio'  =  0.175^V^  (8) 

All  three  of  these  methods  should  be  used  and  the  largest  diameter 
adopted.  By  using  a  lower  stress  in  the  first  method,  a  diameter  will  be 
obtained  which  may  be  ample  for  nearly  all  conditions  which  may  arise, 
but  it  gives  a  larger  shaft  than  is  required  in  a  good  many  cases,  increasing 
the  cost. 

A  further  check  should  be  made  by  the  formulas  of  Par.  52,  Chap.  XI, 
and  by  the  bearing  pressure  in  Table  19  of  the  same  chapter.  The  weight 
of  crank  and  part  of  connecting  rod  should  properly  be  included,  also  the 
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mean  piston  thrust.  The  resultant  mean  pressure  on  the  bearing  may  be 
found  for  each  stroke  of  the  cycle  and  the  average  of  these  taken  as  the 
value  of  P  in  Chap.  XI. 

It  is  not  claimed  that  these  values  give  limits  beyond  which  it  is  never 
permissible  to  go,  but  it  is  well  to  keep  within  or  near  these  figures  if 
possible. 

A  common  ratio  of  length  to  diameter  of  steam  engine  bearings  is  2. 
A  bearing  length  may  sometimes  be  made  twice  the  diameter  of  shaft  by 
the  first  method  even  though  the  actual  diameter  must  be  greater  accord- 
ing to  the  second  or  third  methods,  providing  the  check  on  bearing  pres- 
sure and  wear  by  Chap.  XI  is  satisfactory. 

In  some  cases  the  shaft  is  enlarged  immediately  outside  the  bearing. 
The  crank  fit  and  bearing  may  then  be  proportioned  for  the  piston  load, 
and  the  considerations  of  friction  and  wear  treated  in  Par.  52,  Chap.  XI. 


FiQ.  407. 


As  an  example  of  application,  assume  the  20  by  48  in.  Corliss  engine 
mentioned  in  Chap.  XII  and  elsewhere  through  the  book,  to  drive  a 
300  kw.  railway  generator.  The  data  for  this  generator  was  taken  from 
an  old  table,  but  will  answer  for  the  problem.  The  weight  of  the  arma- 
ture is  20,500  lb.  The  wheel,  determined  by  the  method  of  Chap.  XVIII, 
weighs  33,000  lb.  The  two  eccentric  hubs,  governor  pulleys,  wheel  hub, 
and  limiting  lines  of  generator  are  shown  in  Fig.  407 

As  /  =  6  between  bearings,  S  =  6330. 

The  reaction  of  the  wheel  at  center  of  main  bearing  is: 


Of  the  generator: 


ft,  =  33,000^5^  22,7501b. 


^^20,500^5^320015, 


38 
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The  weight  of  shaft  may  be  neglected  at  first.     The  bending  moment 
due  to  total  reaction  R  (=  31,950,  or  say  32,000  lb.)  is: 

Ms  =  32,000  X  31.5  =  1,010,000  lb. 

The  maximum  turning  efifort  is  39,250  (approximately).     The  twisting 
moment  is: 

Mt  =  39,250  X  24  =  945,000  lb. 
From  (1)  or  (6): 

Mb  =  1,380,000. 

This  is  more  conveniently  found  from  (24),  Chap.  XXI.     Now  from  (2) : 


d  =  . /i?Xl|^  =  13  in. 
\      V  X6330 


This  gives  some  idea  of  the  necessary  diameter,  but  we  know  it  will  be 
some  greater.     In  the  shaft  fit  (5)  gives: 

d  =  0.51  X  20  =  10.2  in. 

With  a  H-iJ^-  shoulder  the  diameter  of  bearing  would  be: 

d  =  10.5  in. 

With  this  diameter  as  a  basis  let  k,  the  ratio  of  length  to  diameter, 
be  2.     The  length  may  be  taken  as  21  in. 

Checking  for  deflection  by  (8),  with  reaction  R  gives: 

d  =  0.175v^32,000\/3L5  =  13.2  in. 
As  the  weight  of  the  shaft  was  not  included  it  is  better  to  take  the  diam — 
eter  between  bearing  and  hub  fit  as  13.5  in.     It  is  desirable  when  tapei^ 
keys  are  used  in  the  flywheel  hub,  to  increase  the  diameter  so  that  the  kej^" 
will  clear  the  smaller  portion  of  the  shaft.     If  straight  keys  are  set  ii^ 
the  shaft  this  is  not  necessary.     In  this  case  we  will  make  the  diameter^ 
through  wheel  and  generator  fit  16  in.,  an  increase  of  2^^  in.     From  th^ 
generator  table,  the  range  of  shaft  diameter  is  from  13  to  16  in.,  so  this 
is  allowable. 

The  reaction  of  the  shaft  at  the  main  bearing  is  4000  lb.  The  reaction 
of  the  crank  is  3700  and  of  the  connecting  rod  675  lb.  The  total  reaction 
producing  bending  moment  is  due  to  wheel,  generator  and  shaft,  the  effect 
of  the  latter  being  safely  taken  as  a  concentrated  load  at  the  center;  this 
reaction  is  nearly: 

R  =  36,000  lb. 

The  reaction  causing  bearing  friction  is  the  resultant  of  this  plus 
crank  and  rod  efifect,  the  mean  load  due  to  piston  thrust  and  inertia.  The 
latter  at  maximum  cut-off  is  32,500,  and  as  this  acts  normal  to  the  other, 
the  mean  reaction  causing  wear  is : 

Rm  =  \/40,400»  +  32,500»  =  51,800  lb. 
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The  main  bearing  may  have  any  dimensions  from  10.5  by  21  in.  to  13.5 
by  27  in.,  as  far  as  strength  is  concerned.  By  trying  several  values  by  the 
formulas  of  Par.  52,  Chap.  XI,  we  will  take  12  by  24  in.  and  check.  This 
does  not  change  the  reactions  perceptibly,  but  lengthens  the  moment  arm 
lo  to  33  in. 

For  strength: 

From  (1)  or  (6) : 
From  (2) 


Mb  =  36,000  X  33  =  1,190,000 
Mt  =  39,250  X  24  =  945,000. 

Af^  =  1,520,000. 


\      TT  X  6330 


which  is  safe,  as  13.5  in.  was  taken. 

For  deflection : 

From  (8) :  

ds  =  0.175v^36,000\/33  =  13.9  in. 
This  is  a  little  larger  than  the  dimension  taken,  but  the  moment  arm  is 
probably  less  than  33  in.,  and  there  is  some  variation  allowed  in  the 
deflection  factor  used,  which  was  a  mean  value. 

Bearing  pressure. 

P- 5^.  180  lb. 

Wear. 

From  (4),  Chap.  XI: 

^  ^  0.262  X  51,800  X  100  ^  55  gQQ 

24  ' 

From  (6),  Chap.  XI:  

^      0.512  X  51,800   /lOO       ^,^ 
K  =  — 24 VI2"  =  ^^^• 

The  values  of  C  and  K  are  greater  than  the  tabular  values,  but  these 
factors  are  more  or  less  arbitrary  and  may  be  increased  under  good  con- 
ditions. In  determining  P,  C  and  K,  the  maximum  load  pressure  was 
assumed  in  the  cylinder. 

The  shaft  is  drawn  to  scale  in  Fig.  407.  There  must  be  fillets  in  all 
places  where  the  shaft  changes  diameter.  A  smaller  diameter  might 
have  been  used  if  stronger  material  had  been  assumed,  but  the  modulus 
of  elasticity  is  practically  the  same  for  all  different  steels,  and  this  is  what 
influences  the  deflection. 

The  eccentrics  and  straps,  governor  pulley,  etc.  were  neglected.     The 
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shaft,  crank  and  connecting  rod  are  often  omitted;  if  bearing  pressure 
and  the  constants  for  wear  are  based  upon  such  omissions  it  matters  little. 

The  10  in.  of  length  between  the  outer  bearing  and  the  swell  could  no 
doubt  be  reduced,  equalizing  the  load  more  nearly  between  the  two 
bearings.  It  is  possible  that  a  more  detailed  study  would  show  the  same 
for  the  21  in.  at  the  crank  end,  shortening  the  shaft  slightly. 

Internal-cornimstion  Engine  Shafts, — The  maximum  bending  and  tor- 
sional strains  do  not  occur  at  the  same  time  in  these  shafts,  and  do 
should  be  computed  for  maximum  bending  stress  at  dead  center,  and  for 
combined  bending  and  twisting  at  the  position  of  maximum  turning 
effort.' 

At  the  dead  center  (1)  gives: 

Mr  =«  Mb. 
Then  this  may  be  used  in  (2).     At  the  position  of  greatest  turning  effort: 

Ms  =  PlIo 
and 

where  Pt  is  the  turning  effort  and  Pl  the  thrust  along  the  rod.  Pl  will 
be  used  for  this  part  of  the  discussion,  although  the  numerical  value  of 
Pp  may  actually  be  used  with  small  error.  The  position  of  Pl  and  the 
value  of  Pt  may  be  found  from  the  crank-effort  diagram.  Giildner  finds 
this  position  40  degrees  from  the  head-end  dead  center  for  his  reference 
diagram,  with  a  value  of  Pl  =  OJPx,  and  Pt  =  O.SPx- 

In  Fig.  197,  Chap.  XVI,  the  maximum  turning  effort  is  at  46  degrees. 
Pl  =  0.53Px  and  Pt  =  0.43Px.  Px  is  the  total  maximum  gas  pressure, 
while  Pp  is  the  total  pressure  at  any  point  including  the  effect  of  inertia. 
The  value  of  Pl  and  Pt  taken  from  Chap.  XVI  include  the  inertia,  while 
Giildner 's  values  do  not;  they  would  apply  at  starting  and  are  safer. 

Combining  the  twisting  and  bending  moments  in  (1),  do  may  be 
found  from  (2).  The  analysis  for  stress,  deflection  and  wear  between 
the  bearings  are  the  same  as  for  the  steam  engine  shaft. 

Assuming  standard  pressure,  proportions  of  crank  pin  and  length  of 
shaft  fit,  a  special  formula  may  be  derived  as  was  done  for  the  steam 
engine.  In  deriving  a  special  formula  for  the  internal-combustion  engine 
side-crank  in  Chap.  XXVII,  it  was  assumed  that  the  length  of  crank  fit 
a  was  O.bDs;  then  taking  k  as  unity,  (12)  of  Chap.  XXVII  was  derived; 
or,  letting  dp  be  the  pin  diameter  (and  also  the  length  for  this  case)  : 

dp  =  Ip  =  0A73Ds. 
Then: 

Iq  =.  0.737Z)a 
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It  is  likely  that  the  shaft  might  be  turned  to  this  diameter  at  the  genera- 
tor end  and  still  have  sufficient  stiffness. 

194.  Center-crank  Shafts. — For  either  steam  or  gas  engines  the 
center-crank  shaft  can  have  no  advantage  in  a  problem  like  that  of  the 
preceding  paragraph.  If  a  center-crank  is  specified,  the  pin  diameter 
may  be  determined  in  a  manner  which  will  be  given  later.  The  arms  may 
be  checked  for  bending  on  dead  center,  and  for  tension  and  bending 
when  normal  to  the  line  of  stroke.  In  this  latter  position,  due  to  the 
uncertain  effect  of  the  ej;tra  bearing,  it  is  safe  to  ignore  it,  as  it  can  only 
cause  torsion  of  the  pin  by  undue  distortion  and  bearing  friction. 

In  vmUi-cylinder  marine  steam  engines  taking  power  from  one  end  of 
the  shaft — say  at  engine  No.  1.  The  bending  moment  on  the  pin  of 
No.  1  caused  by  the  maximum  turning  effort  of  this  engine,  may  be  com- 
bined with  the  twisting  moment  of  all  the  other  engines.  For  the  end 
journal  of  No.  1,  the  bending  moment  caused  by  the  thrust  of  this  engine 
must  be  combined  with  the  maximum  turning  moment  of  aU  engines. 
This  can  be  determined  accurately  only  by  combined  turning-effort 
diagrams  at  maximum  load. 

The  formulas  (developed  for  the  multi-throw  crank  for  internal- 
combustion  engines  may  be  applied  generally  to  steam  engines,  the  chief 
difference  being  in  the  ratio  of  twisting  to  bending,  and  the  position  of  the 
crank  when  principal  calculations  for  the  different  portions  are  made. 

Internal-combustion  Engines, — Calculations  show  that  the  crank  pin  is 
subject  to  maximum  stress  intensity  when  on  dead  center,  and  that  forces 
other  than  the  direct  piston  thrust  affect  it  but  little.     In  this  positioa 
the  moment  arm  of  the  main  journal  is  short,  so  that  it  receives  its  maxi- 
mum stress  at  or  near  the  position  of  maximum  twisting  moment,  the- 
stress  being  combined  bending  and  torsional  stress. 

The  maximum  stress  in  the  arms  is  at  dead  center  position  usually^ 
but  they  may  be  checked  for  combined  bending  and  twisting  in  the  posi- 
tion of  maximum  turning  moment. 

The  following  analysis  will  cover  these  points  in  as  simple  a  manner  as 
possible,  and  are  considered  as  reliable  as  a  more  complicated  method- 

In  treating  the  subject,  a  number  of  general  formulas  are  given  for 
the  various  straining  actions;  these  may  be  used  as  a  check  upon  design 
after  the  proportions  are  assumed.  The  more  important  formulas  are 
marked  *,  and  from  these,  design  formulas  will  be  derived  in  terms  of 
factors  which  may  be  assumed,  or  taken  from  practice.  These  are 
usually  sufficient  for  design  if  proper  values  are  assigned. 

Provision  is  made  in  the  more  general  formulas  for  an  overhung  wheel 
and  pull  of  belt.     Their  resultant  Pq  may  be  resolved  into  any  required 
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inents,  the  s^  of  which  may  be  easily  determined.    Should  there 
■n  outer  bearing,  the  effect  of  Po  may  be  taken  as  one-half. 
To  get  a  better  idea  of  the  forces  and  reactions  dealt  with  in  the 
teral  formulas,  the  skeleton  drawing  of  Fig.  408  is  given.     The  reac- 
38  are  all  shown  acting  at  the  same  point  in  each  bearing,  although 


9  need  not  always  be  so  assumed;  the  point  is  often  indeterminate 
1  will  be  given  in  what  follows  without  reference  to  the  length  of  the 


The  twisting  moment  due  to  other  cyhnders  is  also  given  in  the 

r-'i 


general  formulas,  although  for  most  multi-cylinder  internal-combustion 
engines  this  is  not  great.  It  may  be  studied  from  the  combined  crank- 
ftfort  diagrams  of  Par.  176,  Chap.  XVI. 

In  order  to  give  further  notation,  Fig.  409  is  drawn.     The  thrust  of 
the  connecting  rod  Pt,  is  assumed  in  Fig.  409  as  a  load  distributed  over 
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the  fraction  q  of  the  central  portion  of  the  crank  pin,  in  which  ^  may  bi^ 
any  desired  value  from  zero  to  unity.  Both  Figs.  408  and  409  contam 
notation  and  must  be  consulted  in  the  following  formulas. 

To  make  it  more  convenient  to  use  Pq  in  certain  equations,  it  may  I 
referred  to  bearing  No.  1  as  an  equivalent  reaction  Re  which  acts  in 
opposite  direction  from  the  actual  reaction  Roi.    This  force  will  give  tic 
same  moment  at  a  given  section  actually  given  by  Pa>     From  Fig.  408: 

Ro2^^  (10) 

The  distances  A  and  B  may  be  taken  to  the  center  of  the  bearing  or  to 
some  assumed  point  given  by  I©  of  Fig.  409. 

At  any  section  between  Re  and  the  connecting  rod  load : 

Ms  =  Ro2{B  -lo)  =  PoA{B^-lo)  ^  ^^ 
Then: 

R. ^ (11) 

This  may  now  be  combined  with  Rt,  Rri  or  Rlu  and  l^  or  Ia  may  be 
used  instead  of  lo  where  moments  are  desired  at  points  from  which  these 
measurements  are  taken. 

The  added  subscript  A^  refers  to  components  of  Rq  or  Re  normal  to  the 
crank,  and  P  refers  to  their  component  parallel  to  the  crank.  The  crank 
considered  is  either  for  a  single  cyUnder,  or  for  the  engine  nearest  to 
where  the  load  is  applied,  and  will  be  referred  to  as  No.  1. 

The  force  P^  acting  along  the  rod  will  be  used  in  the  equations,  but  as 
previously  shown  Pp  may  be  taken  as  its  numerical  value  without  serious 
error. 

For  Pl,  Pt  and  Pr  see  Par.  99,  Chap.  XVI,  the  notation  for  these  quan- 
tities being  the  same. 

Crank  at  Dead  Center. — Pl  =  Px  and  Rl  =  Rx-  Also  f  =  3.45  for 
single-acting  engines  and  4.2  for  double-acting  engines. 

Crank  pin.     From  Px : 

AfB  =  flx^-^-^  (12^* 

From  Pq: 

Mb  =  ReIo  (13) 

The  resultant  of  these  may  be  found  graphically  and  used  for  the  bending 
moment.  For  vertical  engines  with  cylinder  over  crank,  (12)  and  (13) 
are  of  opposite  sign  and  in  Une.     From  PqI 

Mt  =  Ro2Nr  (14) 
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From  the  turning  effort  of  all  cranks  when  No.  1  is  on  dead  center : 

Mt  =  :^PTr  (15) 

The  sum  of  (14)  and  (15)  may  be  combined  with  the  resultant  of  (12)  and 
(13)  by  means  of  (1);  then: 

M,  =^  (16)* 

Crank  arm.     From  Px  '• 

Mb  =  RxiL  (17)* 

S  =  ^-  (18)* 

From  the  turning  effort  of  all  cranks  when  No.  1  is  on  dead  center: 

Ms  =  UPrir  -  ^■)  (19) 

S  =  ^'  (20) 

The  moment  given  by  (19)  is  always  normal  to  that  given  by  (17). 
Prom  Po: 

Ms  =  Rov,{r-i)  4  (21) 


2 


6ilffl 


S  =  ^  (22) 

Also  from  Poi 

Mb  =  RepIa  (23) 

S.^  (24) 

From  turning  effort  of  all  cylinders  when  No.  1  is  on  dead  center : 

Mt  =  :^PTiA  (24a) 

Prom  Pal 

Mt  =  Ro2nIa  (25) 

For  the  algebraic  sum  of  (24a)  and  (25),  assuming  that  h  is  less  than  6, 
the  stress  at  center  of  the  shorter  side  from  Par.  163,  Chap.  XXI  is: 

At  the  center  of  the  long  side: 

„        Mr(36  +  1.8fe)  .^. 

^3  =  ^^,  (^) 


For  the  direct  load  due  to  Pji 


&  =  ^  (28)* 
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This  is  not  of  great  importance,  but  is  combined  with  (17)  in  the  dc 
formula,  so  is  marked. 

In  combining  arm  stresses  three  combinations  may  be  made: 

(1)  The  algebraic  sum  of  (18),  (20),  (22),  (24)  and  (28). 

(2)  Combine  the  algebraic  sum  of  (18)  and  (24)  with  (27),  by  th< 
of  Formula  (20),  Chap.  XXI. 

(3)  Combine  the  algebraic  sum  of  (20)  and  (22)  with  (26),  by  ( 
Chap.  XXI.     Each  of  these  values  must  come  within  the  allowable  st: 

Main  journal^  at  juncture  with  arm. 
FromPx: 

Mb  =  Rxiljii 

From  Pal 

Mb  =  ReIm 

From  turning  effort  of  all  cranks  when  No.  1  is  on  dead  center: 

Mr  =  SPrr 

The  resultant  of  ^(29)  and  (30)  may  be  combined  with  (31)  by  mear 
(1);  then  S  or  da  may  be  found  from  (16). 

Crank  in  Position  of  ^aximum  Turning  Effort, — Factor  of  sa 
may  be  3.3  for  both  single-  and  double-acting  engines  except  when  w 
is  overhung,  Ihen  4.2  should  be  used.  For  the  main  journal,  on  accc 
of  uncertainty  of  the  point  of  application  of  load,  a  factor  of  judgn 
of  about  1.5  may  be  used. 

Crank  pin.     From  Pl'- 

Mb  =  RliIo  "  ~^'~^ 

From  Pa: 

Mb  =  Ri^o 

From  turning  effort  of  all  cranks  but  No.  1,  when  No.  1  is  at  its  posi 
of  maximum  turning  effort : 

Mt  =  ^^Ptt  (: 

From  component  of  Pa  normal  to  crank: 

The  resultant  of  (32)  and  (33)  may  be  combined  with  the  algebraic 
of  (33a)  and  (34)  by  (1);  then  H  or  dp  may  be  found  from  (16). 

Crank  arm. 
From  Pr,  the  component  of  Pl'- 

Mb  =  Rr\Ia 
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For  the  effect  of  turning  effort,  No.  1  should  be  omitted.  It  will  !«  in 
the  position  of  its  maximum  effort,  however.  With  this  differeDce,  (18) 
and  (27)  apply  to  the  arms  in  this  position.  Formula  (28)  applies  by  sub- 
stituting Rhi  for  Rji.  Then  by  taking  (35)  instead  of  (17),  the  analysis 
for  crank  on  dead  center  applies  to  this  case  for  the  arms, 

Main  journal  at  juncture  with  arm. 
From  Pt,: 

Mm  =  Rl,Im  (36)* 

From  Pg-. 

Ms  =  H^M  (37) 

From  the  turning  effort  of  all  cylinders  when  crank  No.  I  is  in  posi- 
tion of  maximum  turning  effort: 

Mr  =  SPrr 


/    The  resultant  of  (36)  and  (37)  may  be  combined  with  (38)  by  means  of 
I     (I);  then  S  or  dg  mav  be  found  from  (16). 

Some  of  the  moments  counteract  the  others,  especially  due  to  Pa. 
This  will  depend  upon  the  direction  of  belt  pull,  etc.,  and  if  this  is  to  be 
taken  into  account  in  designing  stock  engines,  the  worst  condition  should 
be  taken.  Bearing  pressures  and  wear  may  be  checked  by  Par.  52,  Chap. 
XI. 

The  analysis  is  much  the  same  for  the  arrangement  shown  in  Fig.  410. 
The  reaction  fli  will  be  greater  for  crank  No,  1 ;  therefore  the  bending 
moments  will  be  greater.  There  might  be  advantage  in  using  hiKher 
grade  material  for  a  crank  of  this  design  to  keep  dimensions  smaller. 

If  the  positions  of  the  bearings  may  be  located  with  reference  to  cylin- 
der No.  1,  reactions  Rn  and  Ru  may  be  found  and  calculations  made  as 
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for  a  symmetrical  crank,  special  formulas  for  which  will  now  be  derived. 
Then  /2xi,  instead  of  one-half  of  Px  would  be  a  larger  fraction.  As  this 
relation  would  not  likely  be  standard  for  engines  of  different  sise, 
special  formulas  would  perhaps  not  be  worth  while  in  this  case. 

Special  Design  Formulas  for  Symmetrical  Crank. — Referring  to  Fig. 
409,  let  ft.  =  kdpy  h  =  xdpj  b  =  ydp  and  Im  =  fndp.     Then: 

Ia  =  Ja/  +  2  =  ('^  +  2/  ^'^ 

and 

I  /k  \ 

Jo  =  |  +  A  +  iii#  =  y  +  a:  +  m)dp. 

Also 

Px  =  '-^^  (40) 

Crank  Pin, — Using  only  (12)  for  crank  at  dead  center: 

Substituting  in  (12)  gives: 

M,='^^-^[x  +  m+|(l-|)]d,  (43) 

We  may  solve  for  dp  from  (16)  and  (43),  or  for  S  if  dimensions  are  known; 
but  it  is  more  convenient  to  consider  first  the  relation  of  S  to  P,  as  a 
compromise  must  sometimes  be  made  between  them.  Then  taking 
Sp  from  (16)  and  P  from  (42) : 

|-T'['  +  -+I('-|)]  '**>• 

By  assuming  k,  x,  m,  and  g,  the  ratio  Sp/P  msy  be  found  and  the  maxi- 
mum limit  of  one  fixes  the  value  of  the  other.  Then  dp  may  be  found 
most  conveniently  from  (42) ;  or, 


=  H 


TP 


Crank  Arm, — Combining  S  from  (18)  and  (28)  with  other  substitu- 
tions gives: 

Substituting  the  value  of  dp  from  (45)  gives: 
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All  factors  but  y  have  been  determined  already,  and  this  may  now  be 
determined  from  (47),  or  Sa  checked  for  a  given  value  of  y,  P  should  be 
retained  as  already  determined,  but  it  may  be  that  the  value  of  S  from 
(44)  was  smaller  than  it  need  be,  in  order  to  keep  P  within  limit;  then  a 
higher  value  of  S  might  be  used  in  (47)  if  found  desirable. 

Main  journal  at  juncture  of  arm.  Maximum  stress  is  taken  at  posi- 
tion of  maximum  tiu'ning  effort  of  crank  No.  1,  for  which  (36)  and  (38) 
apply. 

2 


Then:  Rli  = 


Pt  may  be  taken  from  No.  1  crank  only.     The  bending  moment  is: 

Mb  =  -/  mdp 

and  the  twisting  moment  is: 

Mt  =  Ptt. 

They  may  be  combined  from  (1),  and  ds  found  from  (2).     By  taking 
Gtildner's  values  for  his  standard  reference  diagram: 

Pp  =  0.7Px 

and 

Pt  =  0.5Px 

Also  assume  r  =  0.8D.     An  approximate  formula  may  now  be  derived 
by  substitution  as  before.     Without  going  through  the  derivation : 


The  value  of  P  is  for  the  crank  pin.  The  value  of  ds  in  practice  ranges 
from  0.8  to  l.Odp,  usually  being  the  latter  in  automobile  engines.  One 
w-ell-known  maker  of  multi-cylinder  gas  engines  makes  ds  and  dp  the  same 
on  their  4-cylinder  engines,  and  ds  about  O.Sdp  on  their  2-cyUnder  engines. 

195.  Application  ol  Formulas. — Formulas  (44)  to  (48)  may  be  used 
for  design — at  least  for  preliminary  calculations.  Should  there  be  a 
heavy  overhung  wheel  it  is  best  to  check  for  its  effect;  but  space  will  not 
be  taken  to  check  through  an  example,  and  it  probably  is  not  usually 
necessary.  When  extreme  lightness  is  not  desired,  a  factor  of  judgment 
niay  be  employed  which  will  cover  minor  straining  actions. 

Giildner  says  that  the  factor  x  should  be  from  0.6  to  0.7.  It  is  some- 
times outside  these  limits.  The  factor  k  ranges  from  0.7  to  1.4,  the  more 
common  range  being  from  1.0  to  1.2.  The  factor  q  is  usually  ignored, 
^l^e  load  being  considered  as  concentrated  at  the  center  of  the  pin.     It  is 
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probably  more  nearly  the  truth  to  consider  it  as  a  uniform  load  over  a 
portion  of  the  pin  next  the  center,  say  one-half  of  the  length. 

The  factor  m  is  usually  such  that  the  moment  arms  Im,  Ia,  and  lo 
extend  to  the  center  of  the  bearing,  but  this  is  probably  not  a  correct 
measure  of  the  bending  moment.  It  is  probably  nearer  the  crank  arm, 
but  if  considered  too  short  in  computation  for  diameter,  the  shaft  may 
not  have  the  required  stiffness.  For  preliminary  work  where  center 
distances  are  not  known,  m  may  be  taken  as  0.5;  should  the  finally 
determined  distance  to  the  center  of  the  bearing  be  greater  than  this, 
it  does  not  seem  likely  that  the  pin  would  be  made  weaker  by  lengthening 
the  bearing. 

The  factor  y  must  be  greater  than  unity,  and  should  be  relatively 
large  as  2;  is  made  small.     A  minimum  value  of  1.2  may  be  assumed. 

By  assuming  these  factors,  special  formulas  may  be  derived  for 
standard  engines  of  cylinder  diameter  D5,  or  the  factors  may  be  measured 
from  actual  engines  from  which  stresses  and  bearing  pressures  may  be 
readily  determined;  examples  of  both  kinds  will  be  given. 

Gas  Engine. — Assume  a  single-acting  gas  engine  with  a  maximum 
pressure  of  400  lb.  per  sq.  in.  gage.  Let  x  =  0.6,  fc  =  1.2,  m  =  0.5 
and  q  =  0.5.  Also  let/  =  3.45,  which,  if  Sb  =  38,000,  gives S  =  11,000. 
Then  (44)  gives  for  the  pin : 

P      ^•^. 

or,  P=li^  =  11601b. 

From  (45): 

dp  =  0.475Z)s. 

For  the  arm,  assume  y  =  1.2;  then  from  (47): 

Sa  =  7550 

and 

/=5. 

For  the  main  journal  the  maximum  stresses  are  more  uncertain  and  it 

is  well  to  use  a  factor  of  judgment;  this  will  be  made  1.5,  giving  /  =  5 

and  S  =  7600.     Then  from  (48) : 

ds  =  0A3Ds 
or 

j^  =  0.91. 
dp 

The  value  of  to  is  0.81  As- 

By  taking  p  =  360,  S  =  14,000  and  lo  =  0.9Ds,  Guldner  obtains: 

dp  =  0A5Ds. 
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Had  he  used  p  =  400,  this  would  have  been  0.475D5  as  just  found  with  a 
stress  of  11,000  lb.  GiUdner  assumes  the  load  concentrated  at  the  center 
of  the  pin  and  the  moment  arm  lo  measured  from  the  center  of  the  bearing. 
It  is  no  doubt  safer  to  make  these  assumptions,  but  probably  not  so  near 
the  truth. 

In  the  problem  just  considered,  a  higher  elastic  limit  would  permit  a 
hi^er  bearing  pressure  on  the  pin  and  still  be  within  the  limit.  This 
might  also  be  accomplished  by  decreasing  the  value  of  A;. 

Diesel  Engine. — By  scaling  the  drawings  of  a  certain  Diesel  engine  the 
following  values  were  found:  A  =  1,  a;  =  0.5,  y  =  1.35,  m  =  0.65,  lo  = 
l,51dp  and  dp  =  0.606/>5.  The  value  of  q  will  be  taken  as  zero.  Then 
assuming  p  as  500,  (42)  gives : 

P  =  1070  lb. 
Also  (44)  gives: 

Sp  =  8.4  X  1070  =  9000  lb. 

Taking  Se  as  38,000,  /  =  4.22;  this  gives  a  factor  of  judgment  over  3.45 
of  1.22. 

From  (47) : 

Sa  =  8570  lb. 
and 

/  =  4.43 

This  gives  a  factor  of  judgment  of  1.28. 

From  (48),  ii  Sm  =  Spi 

ds  =  0.5647)5  =  0.93dp. 

These  diameters  were  made  the  same,  which  gives: 

Sm  =  7300 
or, 

/  =  5.2. 

This  gives  a  factor  of  judgment  of  1.5. 

These  values  may  be  taken  as  fairly  representative.  The  measure- 
ments from  scale  drawings  from  three  makes  of  Diesel  engines  give  values 
of  dp  from  0.57  to  0.606Z)5. 

4.iUamobile  Engine. — Values  from  a  well-known  automobile  engine 
are:  A?  =  1.2,  a;  =  0.427  and  dp  =  0.49Ds.  Assume  m  =  0.5  and  q  = 
0.5.     Then  from  (42),  substituting  the  value  of  dpi 

P  =  2.73p. 

From  (44): 

Sp  =  8.4P  =  23p. 
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From  (47) : 

S^y  =  15.5P  =  42.3p. 

As  y  is  not  known,  it  will  be  solved  for,  assuming  Sa  —  11,000. 
Then: 


y 


260 


These  values  are  given  in  Table  94  for  different  pressures. 


Table  94 

p 

P 

8p 

y 

300 

820 

6,900 

1.16 

360 

960 

8,050 

1.35 

400 

1,100 

9,200 

1.64 

450 

1,230 

10,350 

1.73 

If  y  is  less  than  the  tabular  values,  Sa  is  greater  than  11,000. 

As  ds  is  equal  to  dp,  Sm  is  less  than  Sp  and  is  not  given.     Had  q  been 
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Crank  Shtrff- 
FiQ.  411. — Mcintosh  and  Seymour  crank  shaft. 
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Fig.  412. — Mcintosh  and  Seymour  shaft  details. 

neglected  and  lo  taken  to  the  center  of  tlie  bearing,  the  stresses  wouli^ 
have  been  greater.  For  the  examples  given  it  may  be  seen  that  moderat*^ 
bearing  pressures  and  stresses  obtain. 


Mth  crank  pin  and  main  journal,  the  wear 
^becked  by  the  formula: 


\S^ 


i  derived  from  (1),  Chap.  XI,  the  allowable 
f  C  being  given  in  Table  19  of  that  chapter. 
Designs  from  Practice. — Fig.  41 1  shows  the 


By 

Pia.  414.— 


with  couDterbKlsnce. 


f  a  shaft  used  on  the  Mcintosh  and  Seymour 
steam  engine.  The  outer  bearing  is  a  ring- 
aring.  Grooves  are  turned  in  the  shaft  at 
\  of  the  outer  bearing  to  prevent  oil  from 
;  along  the  shaft  to  generator  or  exciter, 
ir  being  located  on  the  end  of  the  shaft 
g  beyond  the  outer  bearing.  Details  of 
foveSjWith  other  details,  are  shown  in  Figs.  Ill 

center-crank  shafts  used  as  illustrations  thus 
been  drawn  to  scale.  A  6-cyhnder  automobile 
daft  with  seven  Iwarings  is  shown  in  Fig.  413. 


E 


-II" 


vr 


.nk  shaft  with  counter  balance  forged  integral 
from  Gtildner — is  shown  in  Fig.  414. 
Ts. — In  Fig.  407  a  collar  was  shown  on  the  end 
haft  beyond  the  outer  bearing.  A  standard 
kA  by  the  author  on  Corliss  engine  shaite 
I  in  Fig.  41.^;  dimensions  are  given  in  Tabic 
a  from  the  following  formulas: 

6  =  f  +  2in.     c  =  \25ds  +  1.5  in. 
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Table  95 


da 


6 

7 

8 

9 

10 

11 

12 

13 

14 

15 

16 

17 

18 


3 

9 

3 

lOH 

3 

IIH 

3 

13M 

m 

14 

3H 

iSH 

3H 

16M 

3H 

17>i 

4 

19 

4 

20K 

4 

21 H 

4 

22?i 

4H 

24 

H 

■H 

H 
1 

1 

1 

1 

IH 
IK 
IK 
IK 
IK 


CHAPTER  XXIX 

FRAMES 

Notation. 

Pp  =  total  pressure  in  line  of  stroke,  including  inertia. 

Pn  =  total  pressure  on  guide,  normal  to  line  of  stroke. 

P  =  force  in  general,  in  pounds. 

Px  =  total  maximum  pressure  on  piston  due  to  steam  or  gas  pressure 
only. 

p  =  maximum  unbalanced  pressure  per  square  inch  in  cylinder. 

S  =  stress  per  square  inch  in  general. 
Sb  =  bending  stress. 
Sd  =  direct  stress. 
M  =■  bending  moment. 

A  =  area  of  section  in  square  inches. 

I  =  moment  of  ineHia. 

c  =  distance  from  neutral  axis  to  extreme  fiber,  in  inches. 

D  =  diameter  of  cylinder  in  inches. 

Da  =  diameter  of  cylinder  when  some  standard  pressure  is  assumed 
(see  Par  63,  Chap.  XII). 

d  =  diameter  of  bolt;  in  some  cases  at  root  of  thread  if  this  is  the 
weakest  section. 

n  =  number  of  bolts  involved  in  a  discussion. 

/i  =  coeflScient  of  friction. 

197.  Stresses  in  Engine  Frames. — While  serving  the  same  general 
irpose,  the  requirements  of  engine  frames  differ  widely,  depending  upon 
^e  type  of  engine  and  class  of  service.  In  large  heavy-duty  engines, 
lere  must  be  mass  to  furnish  stability  and  absorb  vibration.  Cast 
On  is  the  material  best  adapted  to  such  frames.  In  marine  engines, 
ghtness  is  important,  and  such  frames  are  often  built  of  steel  bars. 

For  center-crank  engines  the  forces  act  synunetrically,  and  frame 
i"^88es  are  comparatively  easy  to  determine.  Let  Fig.  416  be  a  diagram 
^  a  vertical  engine.  This  is  taken  as  there  are  no  restraining  forces 
^c  to  foundation,  acting  on  the  frame  proper.  The  force  Pp  is  the 
Li^ct  force  tending  to  sever  the  frame.    The  guide  pressure  Pfi  tends 
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to. push  tbe  frame  from  its  vertical  position;  this  acts  at  the  dist&i 
from  any  point,  producing  a  bending  moment  P^lx  at,  that  point, 
may  be  resisted  by  the  cylinder  bolts  if  a  trunk  piston  is  used,  b; 
foundation  bolts,  by  the  Iwlts  holding  the  frame  together,  and  b> 
section  of  the  frame.  The  sum  of  the  stress  produced  by  Pp  an 
ia  the  total  stress,  and  its  maximum  value  depends  upon  the  cut-ofi 
steam  engine.  Inertia  and  gravity  of  course  have  their  effect  as  mi 
seen  in  Chap.  XVI. 

Neglecting  the  stress  due  to  screwing  up,  the  stress  in  the  bo 
usually  repeated,  as  they  are  in  tension  only.  But  it  usually  is  revi 
in  frame  sections  as  may  be  seen  from  Par.  166,  Chap.  XXI. 


An  application  was  given  in  connection  with  cylinder  bolts  in  Par. 
Chap.  XXII.  Considering  the  bolts  which  hold  the  A-frame  tc 
base  in  Fig.  416  the  tension  in  the  bolts  on  the  right  side  is: 

PJx 


The  tension  due  to  Pp  is: 


The  total  tension  in  the  Ixdts  at  the  right  side  is  therefore: 

Pxh  Py 


Next  assume  a  section  of  a  horizontal,  cast  iron  frame,  neglectiQ 
effect  of  the  foundation.  This  is  shown  in  Fig.  417.  The  bei 
moment  is  due  to  P^  and  is  P^h  ^  before.    The  section  is  symme' 
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about  axis  xx  but  not  about  axis  yy;  furthermore,  the  direct  load  Pp  is 
applied  at  a  distance  y  from  the  neutral  axis  of  the  section.  This  pro- 
duces a  bending  moment  Ppy.  The  total  bending  moment  on  the  section 
then  is: 

M  =  PJx  +  Ppy  (2) 

The  bending  stress  is: 


"The  direct  stress  is: 


Or,  the  total  stress  is: 


Sb    = 

Mc 

I  • 

So    = 

Pp 
A' 

s 

Mc 
I 

+  A' 

(3) 


From  Par.  168,  Chap.  XXI,  the  factor  of  safety  for  single-acting  engines, 
for  a  cast  iron  frame  is  6;  for  double-acting  steam  engines  it  is  12,  and  for 
double-acting  gas  engines  10.8.  A  factor  of  judgment  may  be  used  if 
desired.  Frames  symmetrical  about  one  axis  may  thus  be  checked  with 
a  reasonable  amount  of  satisfaction. 

Side-crank  Frames. — Assume  a  side-crank  engine  with  a  section  like 
one-half  of  Fig.  417.  There  is  now  added  a  bending  moment  PnZ  to  be 
resisted  by  the  modulus  of  section  about  axis  zz.  The  maximum  stress 
would  probably  be  at  the  upper  jight-hand  comer  of  the  section.  The 
bending  moment  about  axis  yy  is  given  by  (2)  and  may  be  denoted  by 
M'  y]  about  axis  zz  the  bending  moment  is : 

Mz  =  Ppz  (4) 

The  total  stress  is  then : 

«  MyCy  MzCz     ,     Pp  .-X 

^  =  -/T  +    Iz    +  A  ^^^ 

With  the  form  of  section  sometimes  used,  and  with  the  load  applied 
eccentrically  about  two  axes,  it  is  questionable  whether  the  stress  rela- 
tions given  by  (5)  hold  with  great  accuracy. 

Besides  the  bending  and  direct  stresses  in  a  side-crank  frame,  there  is 
*  torsional  stress  produced  by  Ps-  It  is  absolutely  useless  to  attempt 
even  an  approximation  to  finding  the  torsional  stress  in  such  a  section. 
A^n  ample  factor  of  judgment  must  be  used  to  allow  for  this,  possibly  as 
Wgh  as  2. 

Still  fiuther  considering  the  forces  acting  on  a  side-crank  frame, 
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Fig.  418  shows   a  diagram   in  plan.    The  notation  is  all  contained  in 
the  diagram  and  applies  only  to  it.     Equating  moments: 

Pa  =  Pib 
or, 


Equating  couples: 


Pill  =  PA. 


Fio.  418 


Fio.  419. 


These  may  be  considered  as  resultant  couples,  the  actual  forces  being 
reactions  at  the  foundation  bolts,  and  friction.  They  are  indeterminate 
if  the  frame  is  attached  to  the  foundation  at  more  than  two  points,  which 
is  always  the  case.  The  bearing  jaw  receives  the  force  P  +  Pi,  but 
tension  in  the  frame  is  only  P  when  Pi  is  applied  as  shown.  If  Pi  were 
applied  near  the  cylinder,  the  tension  in  the  frame  would  be  P  +  Pi. 

Figure  4 19  is  a  side  elevation  of  the  same  engine. 
Equating  couples: 

Pc  =  P,J,. 
Or,  as  Pc  =  Pili  also 

P4I4  =  Pj/j. 

Force  Pj  may  be  supplied  by  weight  of  engine  and  by  downward  pull  of 
the  foundation  bolts;  it  is  also  indeterminate  if  the  frame  is  held  to  the 

foundation  at  more  than  two  points.  If  a  belt  wheel  or 
gears  are  used,  other  couples  may  be  introduced,  increasing 
the  resultant  couple  PjZj. 

Figure  420  is  an  end  elevation.     Equating  couples: 

P4fi  =  Pat/. 

The  couple  P4iar  produces  combined  bending  and  twisting, 
the  amount  depending  upon  the  manner  of  holding  the  frame  to  the 
foundation,  and  the  rigidity  of  the  latter. 

In  Figs.  418  to  420,  P  and  P4  are  forces  acting  within  the  engine,  due  to 
the  resistance  of  the  engine  shaft  to  turning;  forces  Pi,  Pj  and  Pt  are 


-H^ 


Fio.  420. 
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reactions  on  the  frame  by  the  foundation.    If  transmission  is  by  belt, 

ropes  or  gears,  other  reactions  occur  and  other  couples  are  formed. 

A  consideration  of  the  foregoing  will  show  how  impossible  it  is  to 
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analyze  stresses  in  frames  of  this  type  with  any  degree  of  accuracy.    For 

this  reason  but  little  analysis  is  usually  attempted,  a  common  method 

being  to  divide  the  maximum  total  pressure  by  a  low  stress  to  determine 

the  required  area.    A  factor  of  judgment  of  from  2.5  to  5  is  sometimes 

used  with  this  method,  the  larger  values  being  for  the  smaller  engines. 

The  chart  of  Fig.  421  was  constructed  partly  from  data  found  in  Kent's 

Mechanical  Engineers'  Pocket-book  and  credited 

to  F.  A.  Halsey.    The  values  of  S  are  not  strictly 

the  stress,  but  merely  a  factor  of  design.    It  may 

be  called  the  nominal  stress.    This  chart  was  used 

by  the  author  in  Corliss  engine  design  for  several 

years.     It  of  course  applies  to  the  smallest  section 

subject  to  the  complex  loading.    For  the  neck  of 

the  frame  carrying  the  flange  which  connects  with 

the  cylinder,  the  appUed  force  is  more  direct  and  a 

higher  stress  may  be  used.    A  factor  of  judgment  of 

from  1.25  to  1.5  may  be  used  with  the  factors  obtained  from  Par.  166, 

Chap.  XXI. 


Fio.  422. 
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Ribs  on  flanges  are  objectionable,  and  it  is  better  to  increase  the  thick- 
ness of  a  flange  and  lesLve  it  plain.  Figure  422  gives  a  flange  and  neck  de- 
sign which  has  been  satisfactory  on  Corliss  engines.  The  following 
empirical  formulas  were  used,  B  being  the  diameter  of  the  stud  and  D  the 
diameter  of  the  cylinder.     The  notation  applies  only  to  Fig.  422. 


and 


F  ==  0.075i)  +  0.75 


T  =  0M5D  +  0.85 


(6) 
(7) 


Formula  (7)  gives  stresses  nearly  as  low  as  Fig.  421  for  a  steam  pressure  of 
125  lb.  per  sq.  in.;  but  much  higher  pressures  may  be  used,  the  stress  in- 
creasing proportionally. 

In  heavy-duty  frames,  the  mean  stress  in  a  section  of  the  frame 
tween  the  guides  and  main  bearing  may  be  made  much  less  than  given  b 
Fig.  421,  especially  for  the  style  shown  in  Figs.  426  and  430.     The  weak 
est  portion  is  the  top  wall  and  the  side  wall  next  the  engine  center  lin 
and  these  should  be  somewhat  thicker.     It  may  be  well  to  include 
the  area  assumed  to  carry  the  load,  only  the  area  inclosed  within  a  ce 
tain  circle  of  radius  r,  as  shown  in  Fig.  417,  the  choosing  of  this  radi 
to  be  based  upon  experience.     Then  the  necessary  area  would  be : 

^  To  sum  up,  this  methczxi 

is  not  very  scientific,  but  it     is 
probable  that  many  engines 
are  successfully  running  today 
with    frames    which  did  not 
receive     even     the    analysis 
given  here.    It  perhaps  is  a 
little  more  satisfactory  if  re- 
sults are  checked  by  the  com- 
bined   direct    and    bending 
stress  given  by  (6).     In  this 
the  twisting  moment  is  neg- 
lected and  a  factor  of  judgment  must  be  allowed;  if  this  is  as  high  as 
2,  the  check  may  be  assumed  satisfactory. 

Locomotive  frames  are  made  of  steel  castings  in  this  country,  and  the 
simple  formula  (8)  is  used  in  determining  main  dimensions.  As  already 
stated,  S  cannot  be  considered  as  the  actual  stress,  nor  is  it  as  applied 
to  locomotive  frames.    A  portion  of  a  frame  is  shown  in  Fig.  423. 
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Through  AA, 
Through  BB, 
Through  CC, 


A  = 


A  = 


A  = 
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Fio.  424. 


198.  Main  Bearings.— Gen- 
eral bearing  dimensions  are  dis- 
cussed in  Chap.  XI  and  Chap. 
X^XVIII.  There  is  compara- 
tively Uttle  which  permits  cal- 
oiilation  in  the  main  bearing  of 
slu  engine,  but  a  simple  discus- 
sion will  be  given  of  a  few  items. 

The  general  construction  may  be  seen  from  some  illustrations  given  in 
-the  following  paragraph. 

Bearing  Jaw. — The  jaw  may  be  considered  as  a  cantilever  with  a 
maximum  load  Px  acting  at  the  center  of  the  shaft,  and  a  moment  arm 
I  as  shown  in  Fig.  424;  the  arm  I  must  be  taken  so  as  to  give  a  maxi- 
mum stress.  The  modulus  of  section  is  I/c,  c  being  taken  to  the  inside, 
or  tension  side  of  the  jaw.     Then : 

Pxl-— 

or,  5=^  (9) 

A  strong  cap  is  provided  which  no  doubt  adds  greatly  to  the  strength  of 
^he  jaw,  but  it  is  well  to  neglect  it  in  the  check. 

Wedge  Adjusting  Belts. — The  hook  bolt  is  sometimes  used,  and  a 

simple  analysis  will  be  given.  A  wedge  and 
bolt  are  shown  in  Fig.  425.  No  engine  adjust- 
ments should  be  made  while  the  engine  is  run- 
ning, so  it  will  be  assumed  that  the  bolt  has 
only  to  hold  the  wedge  in  place. 

Let  k  be  the  taper  of  the  wedge  in  inches 
per  foot,  /i  the  coeflScient  of  friction  and  n  the 
°*  number  of  bolts  holding  the  wedge.     Also  let 

^-^  be  the  bending  stress  and  Sd  the  direct  stress.    Other  notation  is  on 
i^.  426. 

The  maximum  total  load  on  the  bolt  is: 

kPx      2nPx 


Pi  = 


12n 


n 


t(^-^»> 


(10) 
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This  is  not  strictly  accurate  as  one  of  the  two  pairs  of  friction  surfacei 
is  slanting.     The  bending  moment  caused  by  Pi  is: 

Let  I  =  qd;  then : 
The  direct  stress  on  the  bolt  is: 
Then: 

Then:  

^  (1 

nS  ^^ 


'4 


For  average  conditions  it  may  safely  be  assumed  that:  g  =  0.75,  fc  = 

1.5  and  /*  =  0.036;  then  K  =  0.4725. 

Also 

It  may  further  be  assumed  that  n  =  2.     Then  for  ordinary  use : 

d  =  OASdJ^  ( X 

Assuming  a  standard  pressure  of  125  lb.  as  has  been  done  in  other  parts 
the  book: 

Vs 

If  S  =  7000,  d  =  0.059Z)«. 

If  S  =  10,000,  d  =  0.0493D«. 

For  internal-combustion  engines,  if  p  =  400: 

This  would  give  excessive  sizes,  and  no  doubt  a  T-head  or  threaded  bal 
would  be  used.  For  these  types,  q  =  0;  then  K  =  0.0675.  Then  i 
n  =  2: 


d  =  0.1Q3D 


41  '* 
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Then  if  p  =  400  and  S  =  7000: 

d  =  O.OSQDs. 
If  S  =  10,000: 

d  =  0.0326Ds. 

When  direct  load  only  is  applied,  d  is  the  diameter  at  root  of  thread. 

In  some  bearings  the  wedge  bolts  are  in  compression,  but  they  are 
usually  so  short  that  a  strut  formula  is  unnecessary. 

Cap  Bolts, — In  vertical  engines,  and  when  inclined  bearings  are  used, 
a  portion  of  the  piston  thrust  is  carried  by  the  bolts.  In  automobile  en- 
gines with  the  cap  on  the  bottom  of  the  bearing,  the  entire  piston  thrust 
is  taken  by  the  bolts  as  a  repeated  load.  In  the  common  form  of  horizon- 
tal engine  bearings,  no  load  is  theoretically  applied  to  the  cap  bolts.  The 
simplest  way  to  dispose  of  the  matter  is  to  assume  that  they  carry  the 
entire  piston  thrust.  This  gives  good  results  in  steam  engine  practice. 
If  the  bolts  are  unnecessarily  large  for  gas  engines,  a  factor  of  judgment 
less  than  unity  may  be  employed,  or  the  diameter  may  be  arbitrarily 
chosen  by  experienced  designers. 

Using  the  same  notation  as  for  the  wedge  bolts: 

xd^nS  _  tD*p 
4      "      4    • 
From  which: 


-cj; 


&  (") 


In  this  case  d  is  the  diameter  at  root  of  thread. 

In  some  engines  n  =  2,  but  more  commonly  4  bolts  are  used. 
For  steam  engines,  if  p  =  125,  n  =  2  and  S  =  7000 : 

d  =  O.O95D5. 
W  Ti  =  2andS  =  10,000: 

d  =  0.079Da. 
Kr^  =  4andS  =  7000: 

d  =  0M7Ds. 
If  r*  =  4  and  S  =  10,000: 

d  =  0.056Da. 

Por  internal-combustion  engines,  if  p  =  400,  n  =  4  and  S  =  10,000: 

d  =  OADs. 

^^r^  automobile  engines,  if  p  =  400,  n  =  4  and  Sb  =  60,000  and  /  =  5, 
tl^^nS  =  12,000  and: 

d  =  0.092i)a. 
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199.  Designs  from  Practice. — The  general  proportioiis  of  frames  may 
be  seen  from  builders'  catalogues,  and  books  which  are  largely  descriptive. 
A  few  examples  of  bearing  design  are  given  in  this  paragraph. 

Figure  426  is  the  bearing  built  by  the  Bass  Foundry  and  Machine  Co., 
Ft.  Wayne,  Ind.     There  is  a  double  wedge  adjustment  and  hook  bolts 


Flo.  426.— Bow-Corli 


bearing. 


are  used  for  wedges.  T-head  bolts,  set  in  packets  are  used  for  cap  bolts, 
and  it  is  claimed  that  these  are  less  apt  to  break  than  studs  screwed 
into  the  frame.  The  top  box  is  not  babbitted  unless  desired  by  the 
purchaser. 

Figure  427  is  the  main  bearing  used  on  the  Lentz  poppet-valve  engine, 


built  by  the  Erie  City.  Iron  Works.    It  is  a  dmin-oiled  Ixtaring  with  doable 
wedge  adjuHtnient. 

Figure  428  showa  n  iM^aring  used  on  the  horizontal  Diesel  engine  built 


by  the  Allis-Chalmers  Manufacturing  Co.,  Milwaukee,  Wis.  It  has 
double  wedge  adjustment,  the  wedges  l>eitig  forced  downward  by  a  special 
design  of  wedge  bolts. 
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In  most  of  the  designs  shown,  the  bottom  box  may  be  rotated  about 
the  shaft  for  removal  without  disturbing  the  shaft  further  than  to  jack 
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Fio.  429. — Girder  frame. 

it  up  slightly.  With  the  exception  of  Fig.  426,  there  is  no  provision  for 
changing  the  position  of  the  shaft  center,  the  wedges  being  only  to  take 
up  wear.  In  Fig.  426,  a  certain  amount  of  adjustment  of  the  shaft 
center  may  be  made  (the  line  showing  this  was  omitted  in  the  draw- 
ing).   In  some  bearings  a  vertical  adjustment  is  also  provided. 


Fio.  430. — Heavy-duty  frame. 

Figures  429  and  430  are  Nordberg  Corliss  engine  frames  of  the  girder 
and  heavy-duty  types  respectively. 


CHAPTER  XXX 

FLYWHEELS 

200.  Introduction. — Chapter  XVIII  was  devoted  to  the  determina- 
tion of  the  weight  of  wheel  required  to  keep  speed  or  displacement 
within  fixed  limits.  In  this  chapter  the  various  straining  actions  will  be 
discussed  with  a  view  to  determining  proper  dimensions  to  make  the 
wheel  safe  against  rupture. 

Notation. 

P  =  force  in  pounds  applied   at  radius  iJ,   producing  bending 
moment  in  arms. 
Pt  =  maximum  turning  eflFort  in  pounds. 
Pp  =  sum  of  components  of  force  F2,  normal  to  hub  division. 
Pr  =  resultant  of  forces  acting  on  shear  hub  bolts. 

w  =  weight  of  material  in  pounds  per  cubic  inch. 
Wb  =  weight  of  rim  in  pounds. 

C  =  centrifugal  force  of  rim  in  pounds. 

T  =  tension  in  rim  in  pounds. 
Fi  =  tension  in  one  arm  at  rim,  in  pounds. 
F%  =  tension  in  one  arm  at  hub,  in  pounds. 

8  =  stress  in  general  in  pounds  per  square  inch. 
St  =  stress  due  to  tension  in  rim. 
8wi  =  stress  in  arm  at  rim  due  to  centrifugal  force. 
Sr%  =  stress  in  arm  at  hub  due  to  centrifugal  force. 
8bb  =  bending  stress  in  rim. 
8ba  =  bending  stress  in  arm  at  hub 
Sb  =  combined  stress  in  rim. 
Sa  =  combined  stress  in  arm  at  hub. 
81  ^  tensile  stress  in  link,  or  in  hub  bolts;  or  in  rim  bolts  at  root  of 

thread. 
8a  ="  shearing  stress  in  shear  hub  bolts. 
5c  =  compressive  stress. 
Td  ^  foroe  in  tons  per  inch  of  diameter  required  to  complete  forced 

fit. 

628 


624  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

Tdl  =  same  as  Td^  but  per  inch  of  diameter  per  inch  of  length. 
R  =  radius  in  feet,  of  center  of  rim. 
Ro  =  radius  in  feet,  of  outside  of  rim. 
D  =  outside  diameter  of  wheel  in  feet  (=  2Ro), 
ri  =  radius  in  feet,  of  inside  of  rim. 
r%  =  radius  in  feet,  of  outside  of  hub. 
L  =  length  of  arm  in  feet. 
a  =  length  of  crank  in  feet. 
Hr   and  hn    =  depth  and  breadth  of  rim  section  in  inches,  respectively. 
Hai  and  b^i  =  depth  and  breadth  of  arm  at  rim,  in  inches. 
hA%  and  b^2  =  depth  and  breadth  of  arm  at  hub,  in  inches. 
y  =  height  of  crown  in  inches. 
d  =  diameter  of  hub  in  inches. 

I  =  eflFective  length  of  hub  in  inches,  omitting  central  core. 
dr  =  diameter  of  rim  or  hub  bolts  at  root  of  thread. 
ds  =  diameter  of  hub  shear  bolts. 

la  =  minimum  length  of  shear  bolt  in  inches,  taking  total  force. 
m  =  mean  depth  of  key  seat  in  inches. 
Ar  =  area  of  rim  section  in  square  inches. 
Aa  =  mean  area  of  arm  section  in  square  inches. 
Aai  —  area  of  arm  section  at  rim. 
Aa2  =  area  of  arm  section  at  hub. 

AAi  =  area  of  arm  section  midway  between  rim  and  hub. 
At  =  area  of  total  link  section  at  one  joint,  in  square  inches,  or  of  rim 

or  hub  bolts  at  root  of  thread. 
Ac  =  total  link  area  at  one  joint  taking  compression. 
Zr  =  modulus  of  section  of  rim. 
Zai  =  modulus  of  section  of  arm  at  rim. 
Za2  =  modulus  of  section  of  arm  at  hub. 
/  =  moment  of  inertia  of  section. 
c  =  distance  of  extreme  fiber  from  neutral  axis. 
Ma  =  bending  moment  on  one  arm. 
N  =  number  of  arms  in  wheel. 

Nv  =  virtual  number  of  arms  assumed  to  carry  entire  load, 
n  =  number  of  hub  bolts  or  rim  bolts  at  one  joint. 
V  =  velocity  in  feet  per  minute. 

t  =  time  in  seconds  required  to  bring  wheel  to  rest  with  a  constant 
force  P  applied  at  rim  center. 
kn  =  ratio  of  width  to  depth  of  rim. 
kA  =  ratio  of  width  to  depth  of  arm 
fjL  ^  coefficient  of  friction. 
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201.  Hoop  Stress. — It  is  shown  in  works  on  mechanics  that  unit 
radial  pressure  applied  to  an  indefinitely  thin  circular  ring  has  the  same 
effect  on  the  section  of  the  ring  as  the  same  unit  pressure  acting  normal 
to  a  diameter.  Then  if  the  total  centrifugal  force  of  such  a  ring  with  a 
radius  of  R  ft.  is  C,  the  unit  force  is: 

C 
2tR 

The  force  normal  to  a  diameter  tending  to  rupture  the  ring  is  then: 
The  hoop  tension  is  one-half  of  this,  or: 

^  =  I  (1) 

and  if  the  area  of  the  section  is  A^,  the  hoop  stress  is: 

If  V  is  the  velocity  of  the  hoop  in  ft.  per  min. : 

3600g/e         150sr  ^^ 

Then  from  (2) : 

'^^  =  9650  ^^^ 

Flywheels  are  usually  of  cast  iron,  for  which  w  =  0.26;  then: 

^"^  "  37;000  -  ^^^ 

From  this  the  stress  may  be  determined  or  the  allowable  rim  velocity 
found. 

An  old  rule  for  the  maximum  velocity  of  cast  iron  flywheel  rims  is  **a 
mile  a  minute,"  and  this  is  pretty  generally  followed  today,  although 
6000  feet  per  min.  is  sometimes  allowed.  If  F  is  5280,  (5)  gives:  St  = 
752  lb.  This  is  a  low  stress,  but  in  case  of  overspeeding  from  any  cause, 
(5)  shows  that  the  stress  for  a  given  wheel  increases  as  the  square  of  the 
rotative  speed,  and  the  factor  of  safety  should  properly  be  based  upon  the 
speed.  The  velocity  V  is  usually  taken  at  the  outside  of  the  rim,  but  may 
be  taken  at  the  center  of  depth,  at  radius  R. 

The  foregoing  formulas  apply  only  to  very  thin  rings,  but  are  used  for 
flywheel  rims  of  the  usual  radial  thickness,  assuming  a  uniform  stress  dis- 
tributed over  the  section.  That  the  error  increases  greatly  as  the  ratio 
of  the  rim  thickness  to  wheel  diameter  increases  may  be  seen  in  the  follow- 
ing chapter,  but  it  may  be  safely  neglected  in  flywheel  design. 
40 
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The  formulas  apply  also  to  unrestrained  rings  which  maintain  a  cir- 
cular form  at  all  speeds.  This  is  not  the  condition  of  the  fl3rwheely  the 
arms  modifying  the  stress  relations  to  a  considerable  extent.  Prof. 
Unwin,  in  his  Machine  Design,  gives  a  rather  elaborate  analysis  of  the 
stresses  produced  by  simple  rotation,  taking  account  of  the  influence  of 
the  arms,  upon  the  assumption  that  the  arms  extend  from  the  wheel 
center  to  the  center  of  the  rim  section. 

A  number  of  approximate  analyses  have  been  given  with  a  view  to 
simpUfication;  they  usually  depend  upon  some  constant  which  is  deter- 
mined by  guess,  or  by  comparison  with  Unwin's  analysis  for  a  given 
condition. 

Several  years  ago  the  author  substituted  more  readily  usable  terms  in 
Unwin's  formulas,  making  tables  of  the  more  unwieldy  quantities,  and 
taking  variable  angles  at  values  which  give  maximum  stresses.  Then  a 
factor  was  introduced  to  make  some  allowance  for  actual  arm  length 
upon  the  supposition  that  relatively  short  arms  stretch  less  and  produce 
higher  stresses.  With  these  changes,  the  Unwin  formulas  are  more 
easily  appUed  than  most  of  the  approximate  methods,  with  the  probable 
advantage  of  greater  accuracy.  These  formulas  are  given  in  the  next 
paragraph.  No  allowance  for  bending  of  the  arms  is  included  in  this 
analysis,  but  this  will  be  treated  in  paragraphs  which  follow. 

202.  Unwin's  Formulas. — All  values  in  Unwin's  analysis  depend  upon 
the  arm  tension,  and  this  will  be  given  first;  as  determined  by  the  assump- 
tions made: 

p  ^ wAaAhV^  ,^v 

2275{NAy,  +  2irAi,)  ^^^ 

This  is  Unwinds  value,  and  is  at  the  outer,  or  rim  end  of  the  arm.  In 
this  formula,  w  is  the  weight  per  cu.  in.,  A^  the  mean  arm  area  and  An  the 
area  of  rim  section — both  in  sq.  in.  A^  is  the  number  of  arms,  equally 
spaced,  and  V  the  rim  velocity  in  ft.  per  min.  Let  subscript  1  refer  to 
the  under  side  of  the  rim  at  radius  ri,  and  2  to  the  outside  of  the  rim  at 
radius  r2;  let  3  refer  to  a  section  midway  between,  at  a  radius: 

ri  +  r2 

2 

These  radii  are  all  in  feet.     Then  the  mean  area  of  the  arm  is,  very  closely : 

.  AaI   +  Aa2   +   AaZ  /-v 

A  A  = 3 (7) 

An  arbitrary  modification  may  now  be  made  by  multiplying  (6)  by  a 
factor: 


4 
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where  R  is  the  radius  of  the  wheel  in  feet  (to  center  of  rim,  ac- 
cording to  Unwin),  and  L  is  the  arm  length  in  feet  (from  hub  to  rim). 
Then  where  the  arm  joins  the  rim : 


2^^)4l  ^^^ 


2275(iV4^  + 
The  stress  at  this  point  is: 

S,x  =  ^  (9) 

The  tension  at  the  hub  due  to  centrifugal  force  of  an  arm,  assuming 
the  center  of  gravity  at  the  center  of  the  arm  length,  is: 

„    ^  wAaLV^    ri  +  r2 

^       9656  je^  '      2 
The  total  tension  at  the  hub  is: 


Fi=Fi+FA  = 


wA^V* 


[NAa  +  2t4«\L  ^       S.5R     J       ^^^ 


2275  IN  A  A  + 
The  stress  at  the  hub  is: 

S«  =  P-  (11) 

■"■At 

Tbe  maximum  hoop  tension  in  the  rim  is  at  the  arm,  and  is: 

_,      wAkV*      Ft      .180  .,_. 

^=    9650"  -  2  '°*  IV"  ^^2> 

The  hoop  stress  is: 

St  =-^  (13) 

180 
The  values  of  cot  -^  are  given  in  Table  96  for  different  number  of  arms. 

■ 

Table  96 


N 

4 

6 

8 

10 

3 .  078 

12 

^  180 
cot  ^ 

1.000 

1.732 

2.414 

3 .  732 

The  maximum  bending  stress  in  the  rim  is  at  the  arm,  on  the  under 

side,  and  is: 

„         6FiR  rN  .  180-1  ,... 

where  Zb  is  the  modulus  of  section  of  the  rim.     The  values  of  the  quan- 
tities in  brackets  are  given  in  Table  97. 


628  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

Table  97 


N 


i\ 


8  I  10 


N         ^180 
cot  -rr 

T  N 


I 
0.273       i       0.177 


0.132  0.105 


By  comparing  (4)  with  (12)  and  (13)  it  may  be  seen  that  the  m 
hoop  stress  is  reduced  by  the  arms.  However,  the  bending  8tr< 
he  added  to  obtain  the  maximum  rim  stress;  or, 

Sit  ^  St  -^  Sbr 

In  like  manner  the  maximum  arm  stress  is  given  by: 

Sa   =  Srt  +  Sua 

Sba  is  the  bending  stress  in  the  arm  at  the  hub  and  is  given  by  (2' 
derived  later. 

Should  it  be  desired  to  use  Unwinds  equations  as  originall 
.  the  factor  \/R/L  may  be  omitted  in  (8)  and  (10). 

203.  Forces  Producing  Bending  Stresses  in  Arms. — The  m 
bending  moment  on  the  arms  will  either  be  due  to  the  maximum 
eifort  on  the  crank,  or  to  the  inertia  of  the  wheel  when  the  crank  is 
center.  It  is  not  likely  that  these  will  work  together,  as  they  wo 
to  offset  each  other.  This  combined  effect  might  be  felt  in  the  t< 
gear  on  the  shaft,  or  on  the  shaft  itself  if  the  wheel  is  between  tl 
and  the  gear. 

Let  Pt  be  the  maximum  turning  effort  on  the  crank  in  lb.  ai 
crank  radius  in  feet.     The  maximum  force  applied  at  radius  Ro 

^  Pra 

Ko 
If  a  heavy  rim  is  brought  to  rest  in  t  seconds  by  an  assumed 
force  P  applied  at  radius  R,  the  force  required  is: 

^  WnV  ^  W,V 

eogt     idsot 

The  value  from  (17)  is  caused  by  belt  or  ropes  and  acts  in  a  direc 
posite  to  rotation;  while  the  force  in  (18)  is  overcoming  a  resis 
gear  or  generator  and  acts  in  the  direction  of  rotation.  In  (Vt 
the  outside  radius  of  the  wheel.  In  (18),  V  may  be  taken  as  the 
at  radius  R. 

The  results  of  Formulas  (17)  and  (18)  depend  upon  the  value  i 
for  <,  and  the  number  of  arms  assumed  to  carry  the  load.  The  v 
may  be  taken  as  about  3,  although  this  is  not  based  upon  any  actt 
It  checks  fairly  well  with  heavy  wheels  used  for  rolling  mills  a 
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machinery.    The  number  of  eflfective  arms  is  discussed  in  the  next 

•aph. 
204.  Number  of  Arms  Carrying  Load. — There  have  been  various  ideas 
to  the  maximum  load  carried  by  one  arm,  or  virtually,  the  number  of 

assumed  to  carry  the  entire  load.  It  is  certain  there  is  no  exact 
ition  to  the  problem.  The  nominal  stresses  allowed  by  the  Lewis  gear 
)th  formula  are  high.    In  using  this  formula  for  large  cast  gears  some 

ago,  the  author  devised  a  formula  for  allowable  stress  in  which  two 
ferent  constants  were  used,  one  for  the  arms  being  25  per  cent,  greater 

that  for  the  teeth.    For  use  with  these  formulas  a  method  of  deter- 
Wnining  the  number  of  arms  was  devised,  assuming  that  the  arm  opposite 
tooth  engaged  was  idle,  and  the  load  taken  by  the  other  arms  increas- 
in  direct  proportion  as  they  approached  the  teeth  which  were  in  mesh, 
fithout  taking  space  for  the  derivation,  the  virtual  number  of  arms  tak- 
the  entire  load,  according  to  this  assumption  is: 

(19) 


^"=4  +  2 


""^rius  may  be  used  for  gears  when  the  allowable  stress  in  arms  and  teeth  is 
rly  the  same  for  the  same  material.     Some  authorities  assume  the  rim 


i;  i 


r 


stiff  that  the  load  is  distributed 
iBqaally  among  the  arms.  The 
Iftictual  condition  is  no  doubt 
acmiewhere  between  these  ex- 
tremes. 

Formula  (19)  was  modified 
for  flywheels  as  follows: 

(1)  For  belt  or  rope  wheels 
when  the  value  given  by  (17)  is 
greater  than  that  of  (18),  multi- 
ply (19)  by  2. 

(2)  For  belt  or  rope  wheels 
when  (17)  gives  a  smaller  value 
than    (18),    multiply    (19)    by 

(3)  For  flywheels  used  for  regulation  only,  A^v  =iV  —  1.  Then  use 
(18). 

These  rules  must  be  used  with  judgment,  as  it  is  not  claimed  that  they 
are  applicable  to  all  cases. 

905.  Bending  Moment  in  Arms. — Assume  an  arm  hinged  at  the  under 
tide  of  the  rim  at  radius  ri ;  and  at  the  outside  of  the  hub  at  radius  rj  as 
shown  by  diagram  in  Fig.  431.     If  the  rim  revolves  while  the  hub  remains 
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stationary,  so  that  the  rim  end  of  the  arm  moves  throu^  a  very  smaLII 
angle  6  from  its  original  position  relative  to  the  hub,  it  moves  throu^  th^ 
angle  a  from  its  original  position  relative  to  the  rim.     From  Fig.  431 : 

a  +  e  +  <t>^  180  ^6  +  4> 
or, 

a  +  6  =  6 
and 

«  =  180  -  (a  +  e). 

From  the  properties  of  triangles: 

r2_  ^     ri_  ^  r, ri  ^     ri 

sin  a      sin  <t>      sin  [180  —  {a  +  d)]       sin  (a  +  ^)       sin  5* 

For  the  very  small  angles  involved : 

a  __  sin  a  _  r% 


(^<i] 


(21) 


sm  5       fi 

If  the  rim  and  hub  are  rigid,  the  bending  moments  at  the  two  ends 
the  arm  are  proportional  to  these  angles;  then  for  equal  bending  stress, 
the  two  ends: 

Zjii  _  a  _  rt 

Za2        5       ri 

where  Za  is  the  modulus  of  section  of  the  arm.  If  the  arm  sections  at  the 
two  ends  are  similar  and  Ha  is  the  depth  of  section  in  inches  in  the  di- 
rection of  motion : 

h 

h 
Table  98  shows  this  relation. 


of 
at 


^2  ^  3  In 
hAi      \r2 


(22) 


Table  98 

ri/rj 

1.500 

1.750 

2.000 

2.500 

3.000 

4.000 

5.000 

6.000 

JiAi/h  A\ 

1.145 

1.205 

1.260 

1.358 

1.442 

1.587 

1.710 

1.820 

A  rule  sometimes  used  for  wheel  arms  is  to  make  the  section  modulus 
at  the  hub  twice  that  at  the  rim,  and  this  usually  gives  a  well-appearing 
design.  With  these  proportions,  when  bending  only  is  considered  and 
when  ri/r2  is  greater  than  2 — which  is  nearly  always  the  case — the  rim 
end  is  stronger  than  the  hub  end.  It  is  always  safe  to  take  ZaiIzax  as  1.5, 
the  rninimum  value  of  Table  98,  and  this  gives  a  good  appearance. 

It  is  obvious  that  there  is  a  point  of  contra-flexure  at  which  the  bend- 
ing moment  is  zero,  and  that  this  moves  out  toward  the  rim  as  the  ratio 
a/ 5,  and  therefore  rj/ri  is  made  smaller.  The  fact  that  the  rim  is  not 
rigid,  and  that  the  arm  is  more  flexible  toward  the  rim  due  to  the  reduced 
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depth,  makes  it  apparent  that  the  point  of  zero  bending  moment  is  still 
nearer  the  rim  than  (20)  indicates.  It  is  therefore  obviously  safe  to  as- 
simie  the  arm  as  a  cantilever  loaded  at  the  end,  which  may  be  considered 
as  at  the  inside  of  the  rim  at  radius  ri.  The  modulus  of  section  may  be 
taken  at  the  radius  rj,  which  is  at  the  outside  of  the  hub.  The  moment 
arm  may  be  taken  to  the  rim  center  for  (18)  and  to  the  outside  for  (17). 
The  bending  moment,  taking  P  from  (17)  or  (18)  is  then: 

M^  =  12(R  -  ra)  ^  (23) 

The  maximum  value  of  P/Nv  must  be  used.    For  a  heavy  rim  with  belt 
try  both  (17)  and  (18).     For  heavy-rimmed  balance  wheel  (18)  is  used. 
The  values  of  P  and  Nv  may  be  found  from  Pars.  203  and  204  respec- 
tively, and  R  in  (23)  taken  as  i2,  Rq  or  ri  as  desired. 
For  the  arm  at  the  hub: 

SbaZa2  =  Ma  (24) 

From  this  either  Sba  or  Za2  may  be  determined.     Values  of  Za2  will  be 
given  in  Par.  207. 

206.  Working  Stresses. — A  flywheel  may  be  considered  as  subject  to 
repeated  loads  which  never  have  as  great  a  range  as  from  zero  to  full  load ; 
or  if  reversed,  the  percentage  of  maximum  load  is  small,  and  cast  iron  is 
much  strongerin  compression  as  explained  in  Par.  159,  Chap.XXI.  Safety 
decreases,  however,  as  speed  increases,  so  if  a  repeat  factor  is  taken  at  a 
comparatively  low  speed,  the  stress  at  this  speed  may  be  considered  the 
maximum  limit.  The  factor  may  then  be  increased,  or  the  allowable 
stress  decreased  gradually  up  to  the  maximum  allowable  speed. 

For  cast  iron,  which  is  most  commonly  used,  let  the  minimum  factor 
be  5;  if  the  ultimate  strength  is  taken  as  16,000  lb.,  this  makes  S  equal  to 
3200.    Let  the  velocity  at  stress  3200  be  1000  ft.  per  min.  and  assume  the 
stress  to  vary  as  the  cube  root  of  the  velocity  inversely. 
Then : 

This  is  an  entirely  empirical  formula  and  may  be  taken  as  the-  maximum 
limit  of  allowable  stress  in  rim  or  arms  for  velocities  at  either  center  or 
outside  of  rim  from  1000  to  6000  ft.  per  min.  where  the  materia  is  cast 
iron.  Subtracting  from  this  the  hoop  stress  given  by  (13),  or  approxi- 
mately and  safely  by  (5),  leaves  the  allowable  bending  stress  in  the  rim 
which  limits  the  value  found  by  (14) .  Subtracting  the  value  given  by  (1 1) 
from  that  of  (25)  gives  the  allowable  bending  stress  in  the  arm  near  the  hub. 
The  rim  section  is  determined  by  consideration  of  weight,  size  of  belt, 
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or  the  size  and  number  of  ropes.  In  determining  arm  dimensions  thoe 
are  various  empirical  formulas,  but  they  are  not  suitable  for  general 
application.  If  a  number  of  assumptions  are  made  in  (10),  a  simple 
formula  may  be  derived  which  will  assist  in  determining  arm  dimensioii8, 
and  if  desired,  these  may  be  more  carefully  checked.  Then  let  Aa/A^  = 
0.25,  R/L  =  1.25,  L  =  0.8/?  and  n  +  r^  =  1.125/?.  If  Za2  =  2z^i  for 
similar  sections,  ^1^2  =  1  >29 Aa.  For  cast  iron,  w  =  0.26. 
Then : 

o  F2    r     45 


87,500LAr  +  25 


+  1 


] 


and 

To  facilitate  calculation  Table  99  is  given. 

Table  99 


(26) 


(27) 


V 

v: 

s 

Ft 

•' 

.V-6 

.V-8 

iV-10 

.V-12 

4000 

2015 

448 

435 

!          415 

405 

4500 

1940 

570 

550 

525 

510 

5000 

1870 

700 

680 

650 

630 

5280 

1840 

785 

760 

725 

705 

5500 

1810 

850 

820 

i          785 

765 

6000 

1760 

1050 

980 

940 

910 

It  is  convenient  and  safe  to  take  V  at  the  outside  of  the  rim  in  finding 
S  and  Sf2'  It  is  probably  safer  not  to  design  wheels  for  a  velocity  much 
less  than  4000  ft.  per  min.  even  though  they  are  to  run  slower  than  this; 
this  is  especially  applicable  to  large  wheels. 

207,  Rim  and  Arm  Sections. — The  form  of  rim  section  is  determined 
by  the  service  required.  The  faces  of  belt  wheels  are  crowned  as  shown 
in  Fig.  437,  which  is  made  for  four  belts  of  different  widths.  There  is  no 
fixed  rule  for  the  height  of  the  crown,  although  formulas  are  sometimes 
given — more  usuall}^  for  small  shop  pulleys.  A  formula  given  in  Leut- 
wiler's  Machine  Design  and  credited  to  Mr.  C.  G.  Barth  is: 


2^. 


y  =  32 


(28^ 


where  bn  is  width  of  face  and  y  the  height  of  crown  in  inches. 

Formulas  for  the  ratio  of  wheel  fac(^  to  belt  width  are  given  for  small 
pulleys,  but  are  generally  unsatisfactory  for  large  wheels.     From  yi  to 
13^2  in.  may  be  allowed,  depending  upon  the  size  of  the  wheel  and  condi- 
tion of  service. 
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There  are  a  number  of  deeigos  of  grooves  used  on  rope  wheels,  but 
they  are  usually  in  agreement  on  the  angle  of  groov3,  which  is  45  degrees. 
7'he  sides  against  which  the  rope  bears  are  usually  straight,  but  sometimes 
the  sides  are  curved ;  it  is  claimed  for  the  latter  that  the  rope  is  more  apt  to 
turn  in  the  groove,  causing  more  even  wear  and  prolonging  its  life.  The 
multiple  system  is  mostly  used  for  main  drives  and  is  therefore  of  most  in- 
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Merest  to  engine  designers  Figure  432  shows  a  groove  known  as  the 
Engineers'  Standard,  designed  by  the  Jones  and  Laughlin  Co.  Table 
loo  gives  dimensions  for  ropes  of  different  size . 


Table 

100 

d 

■         :        "               '                 '              -               •         1        ' 

y< 

2'H8 

M 

1?< 

'M. 

H 

X 

H 

;i 

2'M. 

Vi 

IK 

IK. 

n 

y* 

h. 

1 

3J< 

% 

m 

IK 

1 

'K. 

K 

IW 

3M 

% 

2 

lit 

IH 

'X. 

«. 

IK 

4 

% 

2H 

IK 

IK 

1 

« 

!« 

3« 

K 

2H 

l«. 

i>i 

IK 

'K. 

1« 

3M. 

% 

2)i 

I'K. 

IK 

>K 

« 

w. 

3« 

% 

2H 

i'?r« 

'H 

I'/f. 

J« 

1 

3H. 

« 

2?4 

2K 

2 

.H 

1 

In  the  G.  V.  Cresson  Co.  catal<^ue  of  1907,  their  standard  for  the 
American,  or  continuous  system  has  a  groove  angle  of  45  degrees,  while 
for  the  English,  or  multiple  system  the  angle  is  30  degrees.  The  groove 
for  the  multiple  system  is  shown  in  Fig.  433.  The  ratio  of  the  tension 
oa  the  tight  side  to  that  on  the  loose  side  is  greater  than  when  the 
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angle  is  45  degrees;  the  power  transmitted  would  therefore  be  greater 
for  the  same  maximum  tension.  With  the  curved  groove,  an  old  rope, 
well  fitted  to  thd  groove  would  settle  deeper  in  the  groove  where  the 
angle  is  greater,  while  a  new  rope  will  ride  the  groove  at  a  smaller  angle, 
thus  tending  to  divide  the  work.  The  author  used  a  groove  much  like 
the  Cresson  standard  for  a  number  of  years,  and  so  far  as  he  knows 
it  has  always  been  entirely  satisfactory,  and  especially  well  adapted  to 
heavy  work  and  large  overloads. 

As  the  rims  of  belt  and  rope  wheels  are  relatively  thin,  flanges,  and 
sometimes  ribs  are  used  to  increase  strength,  as  shown  in  Fig.  437. 
The  modulus  of  section  is  for  a  section  similar  to  a  T;  in  taking: 

ZR^i  (29) 

c 

c  must  be  taken  from  the  neutral  axis  to  the  edge  of  the  ribs — toward 
the  wheel  Center.  The  section  should  be  taken  near  the  arm,  as  the 
maximum  bending  moment  is  at  this  point.  The  modulus  of  section  of 
a  rope  wheel  rim  may  be  found  by  the  graphical  method  of  Appendix  1 . 
The  section  between  two  rope  centers  may  be  taken,  the  value  of  Zr  being 
for  the  sum  of  these  sections. 

Heavy  flywheels  usually  have  a  section  so  nearly  rectangular  that  the 
section  modulus  may  be  that  of  a  rectangle;  or, 

zr=  — g—  (30) 

The  weight  of  the  rim  is  determined  by  one  of  the  methods  of  Chap, 

XVIII. 

If  thisislF»: 


2t  X  12RbRhHW  =  Wh. 


Ubii  =  knhit 


hn  = 


Wn 


;R  "  \24iraLft  ^^^^ 


24irwbB^ 

R  may  be  taken  to  give  a  certain  velocity;  then  the  outside  diameter  is: 

D  =  2Je  +  A«  (31) 

If  D  is  to  have  a  certain  value,  R  may  be  assumed,  a  tentative  value 
of  hji  found,  and  adjustment  made  by  trial  and  error.  In  using  (30a), 
some  standard  value  of  kjt  may  be  taken,  Halsey  preferring  %.  To 
check  the  weight  when  adjustments  are  made: 

Wh  =  t(12D  -  A«)M«u?  (32) 
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For  cast  iron  wheels,  w  =  0.26,  and  (30a)  becomes: 

. / 

If  k=%: 

In  some  very  heavy  rims,  when  the  diameter  is  limited  by  a  gear 
shaft,  as  was  the  case  with  Fig.  436,  a  more  efficient  wheel  is  obtained  by 
making  6^  greater  than  Aa,  so  long  as  the  latter  is  large  enough  to  prop- 
erly accommodate  the  links. 

Id  determining  the  thickness  of  belt  wheel  rims,  the  first  form  of 
(30a)  may  be  used,  6«  having  been  determined  from  the  required  belt 
width;  R  may  be  taken  as  the  outside  radius.  The  value  of  hs  so  found 
would  give  less  than  the  required  weight,  and  crowning  reduces  this  still 
more  by  reducing  the  radius  to  the  center  of  gravity;  but  the  addition 
of  ribs  and  flanges  will  probably  compensate  for  this.  If  greater  accuracy 
is  desired,  the  weight  may  be  carefully  calculated  after  the  section  is 
designed.  In  finding  the  moment  of  inertia  of  the  section  it  is  best  to 
ne^ect  the  crown,  using  only  the  thickness  ha  found  from  (30a),  and 
the  ribs  and  flanges.  The  depth  of  rim  flanges  in  inches  may  be  made 
about  0.3D,  where  D  is  outside  diameter  in  feet.  The  thickness  of  the 
flange  may  be  about  0.2  times  the  depth  of  the  flange  if  this  is  not  greater 
than  the  rim  thickness. 

Ann  sections  are  usually  approximate  ellipses  drawn  by  circular  arcs. 
A  theoretically  exact  section  modulus  may  be  found  graphically  by  the 
method  of  Appendix  1.    It  is  usually  sufficiently  accurate  to  assume  an 
ellipse  and  this  simplifies  calculation.    It  will  be  assumed  in  this  discus- 
sion that: 

Za2  =  1'5zai  (35) 

Also  let  the  sections  taken  along  the  arm  be  assumed  similar.     Then  if 
bA  =  kAhAl 

'^'  =  ^2^  =      32      =  ^-^  "^32  -  ^^^^ 

From  this:  

hAi  =  >^^iyji-^=  0.875/1^,  (37) 

Then: 

A^t    I^^  =   0.785k^k^t  (38) 


fc.a  =  «^-i^-^*  =  0.9375A^, 
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And: 

A.lso  * 

A^i  =  0.765i4^,  l4fl) 

To  find  the  mean  area: 

2 
and: 

Aaz  =  0,737k^h\2 

Then  from  (7),  the  mean  area  is: 

A^  =  OJOlkAAi"  (41) 

A  good  arm  proportion  is  when  A;^  =  0.5;  then  the  following  special 
formulas  may  be  obtained : 
At  hub: 

Za2  =  0.0492/1^2  (42) 

At  hub: 

At  rim: 

The  mean  area  is : 

A^  =  0.353  A^x  2  (45) 

Equating  (42)  with  the  bending  moment  given  by  (23)  gives: 

A.4.  =  2.73  {ff-*  (46^: 

Sba  may  be  obtained  from  (27). 

208.  Hubs. — The  analysis  of  hubs  given  in  Par.  3,  Chap.  XXVII 
may  be  used  for  wheel  hubs  and  will  not  be  repeated.  The  result  given 
by  (24)  of  that  chapter,  making  the  outside  hub  diameter  twice  the 
bore,  is  quite  common  practice.  With  this  ratio,  combining  (21)  aixi 
(22)  of  Chap.  XXVII,  gives: 

1250 

where  Tdl  is  tons  per  inch  of  diameter  per  inch  of  length  required  to  com- 
plete the  fit  if  the  hub  were  forced  on,  *S  the  stress  and  fi  the  coefficient 
of  friction.  This  formula  will  be  used  in  connection  with  the  discussion 
of  hub  holts. 

If  /  is  the  effective  length  of  fit  on  the  shaft  and  To  is  tons  per  inch 
of  diameter: 

Tn=  Tntl  (48) 


il^2  =  0.392A^,  (43) 

A^i  =  0.392*2^1  (44) 


T..  =  .'t^  (47: 
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To  simplify  equations,  especially  when  I  is  not  well. known,  Td  is  some- 
times used;  when  I  is  later  determined,  S  may  be  checked  by  (47). 
209.  Hub  Bolts. — Let  it  be  assumed  that  the  bolts  are  to  hold  the 
hub  to  the  shaft  with  a  pressure  equivalent  to  a  forced  fit  requiring  To 
tons  per  inch  of  diameter  to  complete.     Then  if  d  is  the  diameter  of  the 
fit>y  dr  the  diameter  of  the  bolt  at  root  of  thread,  Si  the  bolt  stress  and  n 

the  number  of  bolts: 

Tdr^nSi       2000TDd 


TfX 


dr  =  28.5 -v/ — r» 
\  fifiSi 


(49) 


Taking  rx>  =  5,  M  =  0.25,  n  =  4  and  Si  =  10,000: 

dr  =  Omiy/d  (50) 

T71ie  bolts  may  be  selected  from  the  bolt  table  in  Appendix  2. 

The  resultant  of  the  force  F^  acts  on  the  hub  bolts  and  reduces  the 
v^alue  of  Td;  this  resultant  is: 


Pr  =  FiX  sin  e 


(51) 


'^vhere  0  is  the  angle  made  by  the  arm  with  the  diameter  at  right  angles 
ivith  the  bolts     Table  101  gives  values  of  S  sin  6. 


Table  101 

N 

G 

2.000 

8 

10 

2  sin  0 

2.704 

3.240 

Ttx 


TK. 


in  reality  the  equation  is: 

Tdr^nSi       „  _  2000TDd 
_ j^^ 

4  TfJL 

value  of  Td  is  then : 

^^"2000dL  4  ^"1 


(52) 


Formula  (52)  may  be  used  as  a  check,  in  which  To  must  be  a  positive 

^^-•^^uitity  capable  of  holding  the  wheel  firmly  to  the  shaft.     The  original 

-ue  of  Td  used  in  (49)  should  be  used  for  determining  stress  in  (47) 

(48),  as  the  eflFect  of  the  arms  does  not  reduce  the  hub  stress. 

Hub  bolts  are  usually  steel  bolts  having  a  nut  on  each  end  (commonly 

^^^iled  studs). 
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Shear  bolts  are  sometimes  used  in  large  wheels,  the  hubs  being  forced 
on  the  shaft.  Such  a  construction  is  shown  in  Figs.  436  and  437.  This 
style  of  fastening  cannot  be  designed  satisfactorily  without  drawing  to 
scale,  and  may  require  more  than  one  trial.  An  algebraic  solution  is 
clumsy  and  hable  to  error;  therefore  a  simi-graphic  method  is  easier  and 
better. 

Figure  434  shows  a  diagram  for  one  arm.  The  force  P/Nv  at  the  rim 
causes  a  direct  force  equally  divided  among  the  three  bolts,  and  acting 
in  the  same  direction,  parallel  to  P.  The  force  Ft  may  be  obtained  from 
(10)  and  the  resultant  of  these  two  forces  found  graphically  as  shown. 
Unless  X  is  much  greater  than  y^  the  bolt  for  which  the  diagram  is  drawn 
receives  the  maximum  load.  The  force  Pr  acting  on  this  bolt  may  be 
found  as  follows: 


<> 


.jf... 


Fio.  434. 


Equating  moments  about  the  geometrical  center  of  the  bolts: 


Also: 


PxX  +  2Pry  ^-j^-'Im 


X         y 


or: 


Pt  = 


Substituting  gives: 


Pv    = 


PjX 

y 

PIm 


Ny 


(f + ^y) 


(53) 


This  may  be  combined  graphically  with  the  resultant  already  found. 
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giving  the  final  resultant  Pr.    This  is  resisted  by  the  bolt  in  double  shear. 
Then: 


A "~    ^« 


Or: 


ds  =  0.8;^  (54) 


The  length  of  fit  in  either  hub  or  arm  must  be: 

'^  =  &  (^^) 

This  construction  requires  a  driving  fit  of  turned  bolts  in  reamed  holes. 

As  with  the  arms,  the  maximum  assumed  stress  is  probably  seldom 
reached,  so  whether  the  stress  is  repeated  or  reversed,  it  is  probably 
through  a  small  range  and  of  an  intensity  much  less  than  the  maximmn. 
A  factor  of  safety  of  3  may  be  assimaed,  which,  if  the  elastic  limit  in 
shear  is  taken  as  29,000  as  in  Table  73,  Chap.  XXI,  gives  Sa  =  10,000, 
nearly.  Sc  may  be  taken  as  12,000,  but  with  the  usual  construction  this 
will  not  be  reached.    Shear  bolts  are  also  usually  stud  bolts. 

210.  Rim  Bolts  and  /Links. — These  must  hold  the  rim  tension  T 
given  by  (12),  or  more  simply  and  safely,  by  (1);  then: 

^r  =  £  (56) 

where  Af'  is  the  total  area  of  the  link  sections,  or  the  area  of  bolts  at 
root  of  thread.  .  It  may  also  be  taken  as  the  bearing  area  of  the  link  head 
in  which  case  Si  =  Sc,  the  compressive  stress. 
Neglecting  the  effect  of  arms: 

^''  "  9650Si  ^^^^ 

As  the  stress  distribution  in  links  is  probably  not  uniform,  it  is  safer  to 
use  a  low  stress.  If  this  is  taken  as  5000  and  the  rim  is  cast  iron,  (57) 
becomes: 

^''  ^  186,000,000  ^^^^ 

The  link  may  be  proportioned  for  the  maximum  speed,  or  when  V  =  5280, 
and  the  dimensions  retained  for  all  speeds;  then: 

At  =  0.15il«  (58a) 

With  /  links,  the  bearing  pressure  may  be  twice  as  great  as  the  tensile 
stress  just  assumed;  the  area  for  this  is  then: 

Ac=^^  =  0.075A«  (59) 
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It  must  be  remembered  that  (58)  and  (59)  give  the  area  of  both  links  at 
any  section.    In  providing  for  Ac,  allowance  must  be  made  for  clearance 
in  the  link  pocket,  as  the  projection  at  the  link  ends  will  not  bear  on  the 
surface  nearest  the  Unk  due  to  this  clearance. 
For  rim  bolts: 


JLt  — 


vdr^n 


where  n  is  the  number  of  bolts  and  dr  the  diameter  at  root  of  thread. 
Then  (57)  becomes: 

V     L..A 

(60) 


"^^  "  87\ 


wA/t 


Sin 


For  a  cast  iron  wheel  with  a  rim  velocity  of  5280  ft.  per  min.,  if 
*Si  =  7000: 


\  n 


(61) 
>  n 

If  Si  =  10,000:  _ 

(62) 


=  0.31. /4« 
\  n 


Bolts  may  be  selected  from  Appendix  2.    As  with  the  hub  bolts,  stud 
bolts  are  generally  used,  having  a  nut  at  each  end. 

211.  Keys. — Standard  keys  are  often  used,  a  given  width  of  key 
always  being  used  with  a  given  shaft  diameter.  While  such  keys  are 
usually  ample  they  may  be  much  stronger  than  necessary  and  weaken 
the  shaft  unnecessarily.  It  is  always  well  to  check  a  key  in  engine  work. 
With  notation  already  used  in  this  chapter,  taking  m  as  the  mean  depth 
of  the  key  way  in  either  shaft  or  hub,  the  equation  of  moments  gives: 

Sctnl  2  =  12P.  |. 
From  which: 

The  hub  is  sometimes  cored  for  a  part  of  its  length,  through  which 
the  key  does  not  bear,  therefore  I  must  be  taken  as  the  actual  bearing 
length.    Sc  may  be  taken  as  about  10,000  lb. 

212.  Methods  of  ConstructioQ. — Wheels  are  commonly  made  in  one 
of  the  following  ways: 

1.  Cast  in  Otic  Piece. — Small  wheels  are  made  in  this  way.  Some- 
times the  hub  is  split  to  relieve  shrinkage  strains;  after  boring  to  a  snug 
fit  it  is  clamped  to  the  shaft  by  the  hub  bolts. 
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2.  Cast  in  One  Piece  and  Split  Apart, — This  method  is  sometimes  used 
with  small  and  medium-sized  wheels.  It  cannot  be  considered  very  good 
engineering.  Arms  sometimes  part  from  the  rim  when  the  wheel  is 
split,  which  leads  one  to  believe  that  large  internal  stress  may  exist. 

3.  Cast  in  Halves  with  Planed  Joints. — This  is  a  good  construction  if 
properly  designed  and  cast,  and  is  used  for  large  wheels.  Figure  435  is  an 
example  of  this  design.  For  belt  and  rope  wheels  it  is  probably  better 
to  have  the  split  at  the  arms,  making  a  double  arm.  Such  wheels  are 
much  less  apt  to  be  broken  in  transportation,  and  are  no  doubt  stronger 
when  in  use. 

4.  With  One  or  Two  Arms  Cast  with  a  Segment  of  the  Rim. — ^This  type 
usually  has  the  arms  fastened  to  the  hub  with  shear  bolts.  A  design 
with  one  arm  cast  with  a  segment  is  shown  in  Fig.  436. 

5.  BuiU  up  from  Separate  Hubs,  Arms  and  Rim  Segments. — Such  a 
wheel  is  shown  in  Fig.  437.  It  is  likely  that  this  construction  gives  a  mini- 
mum of  internal  stress  when  properly  machined.  It  also  permits  ease  of 
shipment. 

A  series  of  oft-quoted  experiments  were  made  by  Prof.  Benjamin  on 
very  small  wheels  of  different  design  to  determine  their  relative  strengths, 
in  which  the  one-piece  wheel  proved  strongest.  It  does  not  seem  as  if 
this  applies  to  large  wheels,  and  it  is  very  doubtful  if  the  wheel  of  Fig.  437 
would  be  as  strong  cast  in  one  piece  as  it  is  at  present,  even  though  the 
feat  were  practicable  and  shipment  possible. 

The  relative  area  of  arm  and  rim  section  should  doubtless  be  in- 
fluenced by  the  mode  of  construction.  With  a  wheel  made  by  method  (4), 
and  even  more  by  (5),  the  arm  section  may  be  as  much  smaller  than  the 
rim  as  desired  if  computation  shows  it  strong  enough.  With  the  other 
miethods  this  is  not  so,  due  to  internal  stress. 

While  cast  iron  is  the  most  common  material  for  wheels,  semi-steel  and 
sometimes  steel  castings  are  used.  If  the  latter  were  more  common,  report 
of  flywheel  "explosions'*  would  be  more  uncommon.  Special  wheels  are 
built  up  of  steel  plates,  and  some  are  wound  with  steel  wire. 

A  wheel  was  built  by  the  Mesta  Machine  Co.  a  few  years  ago  for  a  rim 
velocity  of  10,000  ft.  per  min.  Neglecting  arm  influence,  the  hoop  stress 
from  (5)  would  be  2700  lb.  The  wheel  was  cast  from  air-furnace  iron  with 
a  tensile  strength  of  30,000  lb. 

213.  Application  of  Formulas. — The  weight  of  a  wheel  for  a  20  by  48 
in.  Corliss  engine  was  determined  in  Chap.  XVIII.  It  was  to  run  100 
r.p.m.  and  the  rim  weighed  20,500  lb.  With  an  outside  diameter  of  16 
feet,  the  formulas  of  Par.  207  gives  a  section  15  in.  deep  and  10  in.  wide. 
The  latter  measurement  gives  a  weight  a  little  in  excess,  and  will  be 

41 
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modified  slightly  in  the  finished  design  as  shown  in  Fig.  435.  The  shaft 
bore  of  16  in.  was  determined  in  Chap.  XXVIII,  and  the  outside  diam- 
eter of  the  hub  is  32  in.  The  length  of  hub  was  taken  as  18  in.  This 
might  perhaps  be  24  in.,  but  18  will  be  used.  The  number  of  arms  will 
be  taken  as  8. 

From  the  above  data,  as  many  additional  data  will  be  taken  as  possi- 
ble, and  are: 

R  =  7.37;    L  =  5.42;    n  =  6.75;    r,  =  1.33;     V  =  4620;    t  =  3. 
From  (19),  Case  3:    A^k  =  7.     i4«  =  150,  and  from  (30),  Za  =  375. 

From  (18): 


From  (23) : 
From  (25) : 

From  (26) : 
From  (27) : 
Ff om  (46) : 


From  (42) : 
From  (43) : 
From  (37): 
P>om  (44): 
From  (45): 
From  (8) : 


p      20,500  X  4620       ,..^» 
^'       1930X3       -IMOOlb. 


M.  =  L2_2^6:04^.XA6,400  ^  ^^^^^ 


32,000 
^  =  <^^  =  1820  lb. 


Sn  =  573  lb. 
Sba  =  1247  lb, 

»-.- 2.73^1^-14  in. 

Zai  =  136. 

Aa*  =  76.5. 

hAi  =  12.26  in. 

Aj,i  =  58.7. 

Aa  =  69. 


Fi  =  — ^h^^^^;^^^^.^;^^-y/^2  =  20,600  lb. 


0.26  X  69  X  150  X  4620' 

2275(552  +  940) 

From  (9) : 

_  20,600  _ 

^^  -  Ts.r  -  ^^' 
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From  (10)  : 


^2  = 


0.26  X  69 


X  4620^  r  150       5.42  X  8.081  _  _  ^^  „ 


2275 

> 

From  (11),  the  actual  value  of  Sr2  is: 

5„  =  ?|^  =  428  lb. 
From  (12): 

''o;^6X.^X4620_.  _  20,600X2.414  ^  ^^^^  _  ^^^^  ^  ^^^^^  ^^ 

From  (13): 

S,  =  61^  =  408  lb. 

From  (14): 

c          6  X  20,600  X  7.37  X  0.132       ^^_  „ 
obr  = «=rK =  320  lb. 

From  (24),  the  actual  value  of  Sba  is: 

S..  =  ^  =  1260  lb. 

This  is  slightly  greater  than  the  assumed  value. 
From  (15),  the  total  rim  stress  is: 

««  =  408  +  320  =  728  lb. 

From  (16),  the  total  arm  stress  is. 

Sj,  =  428  +  1260  =  1688  lb. 

This  is  about  87  per  cent,  of  the  allowed  stress  from  (25). 

Hvb  BoUs. 
From  (50): 

dr  =  0.637\/i6  =  2.55  in. 

The  nearest  safe  standard  bolt  diameter  from  the  bolt  table  of  Appendix  2 
is  3  in.    The  actual  diameter  at  root  of  thread  is  2.629  in. 
From  (51)  and  Table  101 :  , 

Pp  =  32,800  X  2.704  =  89,000  lb. 

From  (52)  the  eflfective  value  of  T^  is: 

This  is  tons  per  inch  of  diameter.     The  total  force  is: 

16  X  2.975  =  47.5  tons, 
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which  far  exceeds  the  weight  of  the  wheel,  and  would  therefore  hold  it  if 

the  shaft  were  vertical. 

From  (48) : 

2  975 
Tdl  =    \ty     =  0.248  tons  per  in.  of  diameter  per  in.  of  length. 

From  (47),  the  hub  stress  due  to  this  force  is: 

5  =   IB^,-^  =  1248  lb. 

U.^0 

It  must  be  assumed  that  the  total  hub  stress  is  4000  lb.,  the  value  used  in 
determining  hub  thickness,  the  difference  being  due  to  Pp. 

Rim  Links. — Assuming  the  links  to  take  the  entire  load,  (58)  gives: 

_  150  X  4620^  _ 
''       186,000,000 

The  area  of  one  link  section  is  8.6  sq.  in.  and  the  section  may  be  made 
23^  by  3^  in.  As  the  bearing  pressure  is  twice  as  great,  the  head  may 
be  5^  in.  wide;  allowing  \i  in.  on  each  side  for  clearance,  the  head  width 
may  be  63^  in.  wide.    This  reduces  the  rim  section  by  the  area: 

2  X  6.75  X  2.25  =  30.3  sq.  in. 

The  original  rim  area  has  been  assumed  as  150  sq.  in.,  but  is  really  about 
135  sq.  in.  The  actual  hoop  stress  is  then  about  30  per  cent,  greater 
than  the  computed  hoop  stress,  but  the  bending  stress  is  affected  but 
little  as  the  metal  is  removed  from  the  center.  The  bending  moment 
midway  between  the  arms  is  one-half  as  great  as  at  the  arms.  The 
bending  stress  may  be  assumed  as  about  0.6Sbr,  or  190  lb.;  the  hoop 
stress  may  be  taken  as  30  per  cent,  greater  than  St,  or  530  lb.,  the  sum 
being  720  lb.,  which  is  practically  the  same  as  Sr  previously  found. 

If  there  were  two  rim  bolts,  and  they  were  assumed  to  carry  the  entire 
load,  their  diameter  would  be  3  in.  In  this  type  of  wheel  the  bolts  are 
used  for  convenience  of  construction,  so  they  may  be  made  smaller  than 
this,  perhaps  2  in.  in  diameter. 

Keys. — It  has  been  assumed  that  the  hub  is  cored  out  at  the  middle 
third  of  its  length,  giving  an  effective  length  of  12  in.  If  a  single  key  is 
used,  (63)  gives  for  the  mean  depth  of  keyway: 

_  12  X  16,400  X  16  _  1  ^  . 
"^  "■  10;000  X12  X  16         ^^  ^^• 

This  may  be  made  1^  in.  and  the  width  of  the  key  3J^  in.  If  two  keys 
spaced  90  degrees  apart  are  used,  they  may  be  half  as  large,  or,  as  the 
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author  has  usually  done,  they  may  be  made  from  ^  to  ^  as  large — say 
IK  deep  by  2>i  in.  wide. 

Total  WeigM.—The  weight  of  the  wheel  is  approximately  32,675  lb. 
Before  this  example  was  computed,  Table  62,  Chap.  XVIII  wascomputed, 
giving  33,000  lb.  as  the  weight;  this  is  1.6  times  the  rim  weight. 

Figure  435  is  a  scale  drawing  of  a  portion  of  the  wheel,  showing  con- 
struction. The  method  of  gradually  enlarging  the  arm  as  it  joins  the  rim 
has  been  used  by  the  author  on  many  heavy  wheels,  although  not  original 
with  him.    Holes  (not  shown)  are  cored  in  the  rim  are  for  jacking  the 


wheel  around  for  the  purpose  of  valve  setting  or  to  get  the  crank  from 
dead  center.    They  are  spaced  about  6  in.  center  to  center. 

314.  Designs  from  Practice. — Figure  436  shows  a  wheel  built  by  the 
Base  Foundry  &  Machine  Co.  It  is  18H  ft.  in  diameter  and  weighs 
140,000  lb.  It  runs  75  r.p.m.,  giving  a  rim  speed  of  only  4350  ft.  per  min. 
It  was  built  for  a  geared  rolling  mill  drive  and  its  diameter  was  limited  by 
the  countershaft  carrying  the  gear.  To  increase  its  efficiency,  the  rim 
was  made  wide.  It  is  an  example  of  an  arm  and  rim  section  being  oast 
together,  the  arm  being  fastened  to  the  hub  by  shear  bolts.  Both  links 
and  bolts  are  used  at  the  rim,  the  former  being  designed  to  carry  the 
entire  load. 
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Fio.  436. — BsM-CorlisB  roltinB-mill 
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Figure  437  shows  another  Bass  wheel.  It  is  a  double  wheel,  24  ft.  in 
diameter  with  a  10  ft.  face  crowned  for  four  belts.  It  is  a  good  example  of 
a  built-up  wheel,  each  arm  and  segment  being  cast  separately.  The  wheel 
weighs  about  200,000  lb.  and  runs  80  r.p.m.,  giving  a  rim  speed  of  6000  ft. 
per  min.  The  wheel  is  driven  by  a  28  and  56  by  60  in.  cross-compound 
Corliss  engine.  The  bearings  are  18  by  36  in.  and  the  shaft,  made  of 
crucible  steel  by  the  fluid  compressed  process,  has  a  hole  8  in.  in  diam- 
eter through  its  entire  length. 

Reference 
Halsey's  handbook  for  machiae  designers. 


CHAPTER  XXXI 

TURBINE  WHEELS 

Notation. 

d  =  diameter  of  wheel  bore  in  inches. 
Do  =  diameter  of  disc  in  inches  measured  to  center  of  gravity  of  rim 

and  blades. 
To  =  radius  of  same  =  Do/2. 
r  =  radius  in  inches  at  any  point. 
to  —  thickness  of  disc  at  radius  ro» 
t  =  thickness  of  disc  at  radius  r. 
Wr  =  weight  of  rim  in  pounds. 
Wb  =  weight  of  blades,  shrouding,  etc.  in  pounds. 
W  =  weight  of  rim,  blades,  etc.  carried  by  disc. 
P  =  load  per  inch  of  periphery  due  to  W, 
F  =  tangential  force  in  pounds  at  any  radius,  due  to  transmission 

of  power. 
E  =  modulus  of  elasticity. 
S  =  stress  in  general,  in  pounds  per  square  inch. 

50  =  assumed  tangential  stress  where  disc  and  rim  join. 

Sb  =  equivalent  simple  tangential  stress  where  disc  and  rim  join. 

51  =  limiting  tangential  stress  in  rim,  giving  same  strain  as  So  in  disc. 
Sc  =  radial  stress  where  disc  joins  rim,  due  to  centrifugal  force  of  W. 
Sd  =  shearing  stress  produced  by  F  at  any  radius  r  at  which  F  is 

calculated. 
Sh  =  hoop  stress  in  thin  revolving  ring  of  diameter  Do* 
St  =  total  tangential  stress  at  any  radius  r. 
Sr  =  total  radial  stress  at  any  radius  r. 
fw  =  tangential  force  due  to  jet  velocity. 
fy  =  axial  force  due  to  jet  velocity. 
M  =  bending  moment  on  blades. 
Z  =  modulus  of  section  of  blades. 

n  =  number  of  blades  receiving  steam  at  one  time.     Also  exponent. 
I  =  moment  arm  of  blade  in  inches. 
m  =  the  reciprocal  of  Poisson's  ratio. 
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N  =  revolutions  per  luiiiutc. 

V  =  velocity  in  feet  per  second. 

a  =  area  in  square  inchos, 
H  =  horsepower  developed  in  blading  of  wheel. 

q  =  fraction  of  the  rim  carried  by  itself. 


216.  In  all  impulse  turbines  the  blades  are  carried  upon  disc  wheels 
which  must  be  designed  so  that  the  maximum  stress  will  not  exceed 
certain  limits  at  the  intended  speed  of  rotation. 

The  hoop  stress  in  a  revolving  ring  is  given  by  Formula  (4),  Chap. 
XXX.  Taking  the  diameter  in  inches  at  the  center  of  gravity  of  rim 
and  blades,  the  formula  may  be  written  for  steel: 


10/  Vioo/ 


For  rim  velocities  ordinarily  used  for  flywheels,  the  value  of  Sa  is 
not  excessive,  but  a  velocity  of  500  ft.  per  sec.,  not  uncommon  in  turbine 
operation,  gives:  Sa  =  26,500.  This  does  not  include  the  effect  of  the 
blades,  which,  when  the  radial  thickness  of  the  rim  is  small  compared  to 
the  diameter,  may  be  found  by  dividing  the  centrifugal  force  of  the 
blades  by  2ira,  where  a  is  the  area  of  the  rim  section  in  sq.  in.  If  we 
consider  a  ring  with  an  axial  thickness  to,  and  Sc  the  radial  stress  due  to 
some  external  load  such  as  the  blades,  the  resulting  tangential  stress  is: 

SctpDo 
2a 
This  is  only  strictly  true  if 
the  radial  thickness  of  the 
ring  is  very  small  relative  to 
Do,  but  as  stated  in  Cht^). 
XXX,  may  be  assumed  cor- 
rect for  usual  flywheel  pro- 
portions. 

Assume  for  example  that 
Sc  =  16,000,  To  ■=  1,  and 
Do/2a  =  5.  Then  for  a  rim  velocity  of  500  ft.  per  sec.,  the  tangential 
stress  due  to  rim  load  would  be  80,000  lb. 

It  is  obviouB  that  such  a  stress  is  too  great,  and  the  radial  thickness 
of  the  ring  must  be  increased.  The  strength  does  not  increase,  however, 
in  [H'oportion  to  the  added  area,  and  the  axial  thickness  must  often  be  in- 
creased toward  the  center  of  the  wheel  as  shown  in  Fig.  438. 

The  thickness  to  is  determined  from  the  radial  load  due  to  blading  ajid 
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rim.     The  thickness  at  any  other  radius,  for  discs  having  a  central  hole, 
is  commonly  found  from  the  exponential  equation: 


to 


= (?)■ 


(2) 


The  principal  stresses  produced  by  the  centrifugal  force  of  the  blading 
and  by  the  rotation  of  the  disc  itself  are  radial  and  tangential,  the  latter 
being  the  most  important.  The  effect  of  forcing  the  wheel  upon  the 
shaft  may  probably  be  safely  neglected.  This  produces  an  initial  stress, 
probably  nearly  static,  and  not  increased  by  rotation;  on  the  other 
hand,  it  probably  decreases  the  range  of  stress  due  to  starting  and 
stopping. 

Then  the  radial  stress  due  to  rim  loading  varies  from  Sc  at  the  radius 
'"o  to  zero  at  the  surface  of  the  bore;  and  due  to  the  disc  itself  it  increases 
^rom  zero  at  radius  r©  to  a  maximum,  and  back  to  zero  at  the  bore.  The 
t^angential  stress  is  always  greater  than  zero  and  is  best  shown  by  the 
chart  of  Fig.  440. 

Probably  no  exact  mathematical  analysis  has  been  devised  for  the  case 

^f  the  rotating  disc;  those  which  are  used  are  greatly  involved  and  the 

formulas   are   awkward   and   cumbersome,   necessitating  extensive  use 

^f  trial  and  error.     After  a  vain  attempt  at  simplification  it  was  decided 

to  vise  a  set  of  curves,  the  values  of  which  were  derived  from  another  set 

of   curves  in  Martin's  excellent  work.     The  mathematical  treatment  of 

th^  subject  may  be  found  in  treatises  on  the  steam 

turlbine   by   Stodola   and  Jude,   and  in  Morley's 

Strength  of  Materials. 

216.  It  may  be  assumed  that  the  blades,  and  a 
portion  of  the  shaded  area  of  the  rim  in  Fig.  439, 
must  be  carried  by  the  disc,  involving  one  or  more 
trial  calculations,  or,  safely,  the  weight  of  the  entire 
rim  maybe  included.     In  either  case  the  rim  weight 
will  be  denoted  by  Wr  and  the  weight  of  blades, 
shrouding,  spacers,  etc.  by  Wb-     Taking  Vq  at  the 
center  of  gravity  of  rim  and  blades  is  entirely 
arbitrary,  but  safe.     It  may  be  taken  at  the  thin- 
nest section  of  the  disc  where  it  joins  the  rim. 

Were  the  rim  revolving  free  it  would  have  the 
stress  Sh,  and  a  correspondingly  great  tangential 
strain;  but  the  strain  in  the  rim  must  equal  that  in  the  disc  at  the  point 
of  attachment,  and  the  stress  will  therefore  be  reduced  to  *Sl.  The  radial 
stress  in  the  rim  may  be  considered  as  zero,  but  in  the  disc  it  has  the  value 


FiQ.  439. 
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Sc     If  So  is  the  assumed  tangential  stress  at  this  point,  the  simi^'^e 
equivalent  stress  from  Formula  (6),  Chap.  XXI  is: 

E  =  ^o 

m 

For  equal  strains  in  rim  and  disc: 


E  '^  E  "  E\^''      ml 


where  m  is  the  reciprocal  of  Poisson's  ratio. 
Then: 

Sc 


m 
When  So  is  finally  determined  (it  will  equal  Sr), 

m  =  -F o-  C^) 

or  —  Ol 

This  may  be  used  as  a  check  by  comparing  with  values  of  m  in  Table 
79,  Ghap.  XXI. 

If  So  =  Sc  and  m  =  3^,  Sl  =  0.7S. 
The  fraction  of  the  rim  carried  by  itself  under  stress  Sl  is: 

^  Sl  ^  OTSo 
Sh        Sh 
The  remainder,  1  —  9,  must  be  carried  by  the  disc.     Substituting  t^t^e 
value  of  Sh  from  (1)  gives: 

(^V  (JLV 

\io/   Vioo/ 

Then  the  entire  extraneous  weight  carried  by  the  disc  is: 

TF  =  (1  -  q)W^  +  Ws  (^) 

From  the  first  statement  of  Formula  (3),  Chap.  XXX,  the  load  p>«r 
inch  of  periphery  is  found  to  be: 

P=K(JLV 
22  \ioo/  ' 

The  required  thickness  at  radius  r©  is  then : 

^~  22Sc\m)  ^ 

And  from  (2) : 

at  any  radius  r. 

The  total  tangential  stress  at  any  radius  is: 

St  =  kTSff  +  CtSc  ^*) 
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d  the  total  radial  stress; 

Sh  =  knS„  +  Ci,Sc  (10) 

ere,  as  given  by  (1) : 

Stress  St  is  generally  the  greater  and  is  usually  a  maximum  at  the  bore; 
t  in  some  cases  it  is  well  to  try  for  greater  values  of  r/ro,  especially 
larger  values  of  n. 

An  inspection  of  the  general  stress  equations  makes  it  clear  that  for 
lilar  discs  the  stress  varies  directly  as  the  square  of  the  peripheral  ve- 
ity  (or,  as  Do^N^) ;  then  the  factors  frr,  Cr,  fc«  and  Cr  are  suitable  for 
r  disc,  and  are  given  in  Figs.  440  and  441  for  three  ratios  of  d  to  Z>o, 
I  for  various  ratios  of  r  to  r©.  Values  of  k  and  c  were  taken  from 
rtin's  curves  for  n  =  0,  1  and  2,  and  a  smooth  curve  drawn  between 
3e  points  for  several  values  of  r/ro]  other  values  maybe  found  by  inter- 
3.tion.  It  is  probable  that  as  great  accuracy  as  the  problem  demands, 
as  is  consistent  with  the  practical  accuracy  of  the  analysis,  may  be 
ained  by  the  use  of  these  curves. 

In  applying  the  equations  and  the  curves,  solve  for  (5),  (6),  (7)  and 
),  and  decide  upon  suitable  values  of  So  and  Sc.  Take  a  trial  value  of 
ielect  kr  and  Ct  at  the  bore  and  solve  for  St  in  (9).  This  should  usu- 
"-  be  equal  to  aSc,  and  different  values  of  n  should  be  tried  until  the 
it  value  of  St  is  found.  It  may  be  safe  to  check  the  value  when  r/ro 
l9;  then  m  may  be  checked  by  (4),  which  will  be  nearly  as  assumed  if 
for  r/ro  =  1  is  practically  equal  to  So. 

If  all  is  satisfactory,  determine  enough  values  of  t  from  (8)  to  outline 
t  wheel  section. 

For  a  disc  without  a  central  hole,  such  as  the  wheel  of  the  DeLaval 
iple  impulse  turbine,  the  formula  is: 

t  =  t^^c  ^loo)  [("To)  "  (lo)  ]  (12) 

ere  e  =  2.718,  the  base  of  the  Naperian  system  of  logarithms.     Then 

nay  be  found  from  (7)  as  before. 

The  stress  is  assumed  to  be  uniform  throughout  the  wheel,  the  tan-. 

itial  and  radial  stresses  being  equal.    Jude  says  the  reasoning  upon 

ich  Formula  (12)  is  based  is  open  to  grave  doubt;  however,  practical 

ilts  are  obtained  by  its  use. 

If  holes  are  bored  in  a  disc  for  the  purpose  of  equalizing  pressure  on 

two  sides,  it  may  be  assumed  that  the  stress  at  the  radius  at  which  the 
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holes  are  bored  is  increased  in  the  same  ratio  that  the  circumferential 
section  is  decreased. 

If  the  rim  is  wide,  as  when  two  or  more  rows  of  blades  are  carried,  it 
is  probable  that  the  stress  at  the  edges  is  greater  than  Sl,  though  still  less 
than  Sh'  An  extreme  case  is  the  drum  of  a  reaction  turbine  with  web 
connections  to  the  spindle.  The  axial  length  between  the  webs  or  sets 
of  arms  may  be  so  great  as  to  receive  practically  no  support  therefrom, 
the  stress  being  nearly  equal  to  Su  due  to  the  rotation  of  the  drum  itself. 
To  this  must  be  added  the  stress  due  to  the  centrifugal  force  of  the  blad- 
ing, which  may  be  found  by  dividing  the  centrifugal  force  by  2ira,  as 
previously  stated.  The  area  a  may  be  taken  as  the  product  of  the  thick- 
ness of  the  drum  and  the  distance  from  center  to  center  of  the  two  adja- 
cent rows  of  moving  blades.  As  the  rim  velocity  of  the  drum  type  is 
usually  less  than  360  ft.  per  sec,  there  is  little  difficulty  in  keeping  the 
stresses  within  practical  limits. 

217.  Material  for  turbine  wheels  may  range  from  ordinary  open 
hearth  machinery  steel,  to  the  alloy  steels,  and  may  be  selected  from 
Tables  73  to  78,  Chap.  XXI.  Working  stress  may  be  determined  by- 
selecting  a  factor  of  safety  from  Par.  159,  Chap.  XXI,  when  the  nature 
of  the  loading  is  determined. 

Changing  the  notation  of  Formula  (141),  Chap.  VI,  and  taking  the  dis- 
tance from  the  center  to  where  the  load  is  applied  in  inches  instead    of 

feet,  gives: 

FrN 

63,000 

or, 

63,000  £f 

where  F  is  the  force  in  lb.  at  any  radius,  required  to  transmit  H  a,t  N 
r.p.m.     A  shearing  stress  Sd  is  produced  over  the  area, 

a  =  2Tfrt 

or, 

F  __  10,000  H 

It  will  be  found  that  Sd  is  insignificant  compared  to  St,  so  that  the 
live  load  due  to  driving  may  be  neglected.  The  stresses  due  to  rotation 
may  be  practically  considered  as  static  stresses  and  a  standard  factor  of 
safety  of  2  employed.  Due  to  possible  slight  vibration,  a  factor  of  judg- 
ment of  from  1.15  to  1.35  may  be  employed,  an  average  giving  a  total 
factor  of  2.5.     In  an  example  of  disc  design  given  by  Martin,  a  working 
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stress  of  16,000  is  assumed  for  mild  steel;  a  factor  of  2.5  gives  an  elastic 
limit  of  40,000  lb.,  which  seems  reasonable. 

For  high-speed  wheels  the  use  of  high  stresses  is  necessary,  and  it  may 
be  possible  that  the  theory  of  rotating  discs  is  more  accurate  with  high 
stresses;  at  any  rate  low  values  of  stress  in  the  formulas  result  in  absurd 
dimensions  which  are  never  found  in  practice.  There  can  be  little  doubt 
that  in  a  rapidly  increasing  thickness  of  metal  the  stress  distribution  is 
not  that  indicated  by  any  theory  that  has  any  semblance  of  simplicity. 
However,  judged  by  the  usual  standards  of  machine  design,  the  methods 
used  to  determine  the  dimensions  of  steam  tur- 
bine parts  must  be  satisfactory  when  it  is  con- 
sidered that  proportionate  to  the  period  of  its 
practical  appUcation,  no  other  type  of  prime 
mover  has  probably  had  so  few  accidents. 

218.  Blading  Des^. — The  process  of  de- 
termining blade  angles  and  lengths  was  discussed 
in  Chap.  XV.  The  determination  of  width  is 
rather  arbitrary  and  depends  upon  the  length. 
The  matter  of  angles  and  width  being  fixed,  the 
radius  and  location  of  center  may  be  found. 
The  known  quantities  in  Fig.  442  are  the  angles 
A  and  B,  and  the  width  a  +  6.  It  is  seen  from  the  figure  that:  a  =  R 
cos  Af  and  6  =  jB  cos  B.    Then : 

a  _  cos  A 
b       cos  B 


Fio.  442. 


or, 


Then: 


a  =  b 


COSil 

cos  B 


cos  A 


L         cos  Bj 


Or: 


6  = 


a  +  b 


1  + 


cos -4 
cos  B 


(15) 


And: 


R  = 


cos  B 


(16) 


The  blade  pitch  and  form  of  the  back  depend  upon  the  radius  r. 
As  stat^  in  Chap.  XV,  as  large  a  pitch  as  practicable  probably  tends  to 
i^uce  friction,  and  this  is  obtained  by  making  r  small.     In  impulse 
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blading  the  center  of  radius  r  usually  lies  within  the  blade  section,  some- 
times on  the  curve  of  radius  R,  In  Fig.  443,  p  is  the  maximum  pitch 
which  will — at  least  theoretically — direct  the  discharge  steam  at  the 
angle  B  relative  to  the  blade.     It  may  be  easily  shown  that: 


P 

X 


cos 


A  +B 


Or; 


cos  B 


A  +  B 
cos       A — 


p  =  X 


cos  B 


(17) 


Fio.  443. 


Good  result*  will  usually  be  obtained  when  x  =  R;  then: 


cos 


A  +  B 


6- cos 


A  +  B 


p  =  R 


cos  B 


cos^  B 


a  +  b 


2  cos  B'  cos  — ?r-  - 


(18) 


Formula  (18)  may  be  used  to  find  the  pitch  tentatively.  If  all  spaces 
are  to  be  equal  a  slight  change  may  be  necessary.  There  is  no  definite 
rule  for  spacing  and  it  is  probable  that  more  or  less  latitude  is  permissible. 
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Strength  of  Blades. — Formula  (24),  Chap.  XV,  gives  the  tangential 
force  fw  which  must  be  divided  among  the  blades  taking  steam  at 
one  time.  For  full  peripheral  admission  this  would  be  all  the  blades  on 
a  wheel.  Formula  (25)  Chap.  XV,  gives  the  axial  force  /f,  this  being 
usually  small.  If  I  is  the  distance  from  the  center  of  the  blade  to  the 
weakest  section  in  inches,  and  n  is  the  number  of  blades  receiving  steam, 
the  bending  moment  is: 

M  =f    l  (19) 

n 

where  /  refers  to  either  fw  or  fp.     If  Z  is  the  section  modulus  of  the  section 

considered  and  S  is  the  stress : 

M 

S  =  |-  (20) 

Should  the  section  be  irregular,  as  the  blade  section,  Z  may  be  found 
by  the  graphical  method  given  in  Appendix  1.  Stress  of  the  same 
sign  (either  tensile  or  compressive)  may  be  determined  by  (20)  at  point 
of  maximum  stress  by  using  both  fw  and  /i»,  which  act  at  right  angles  to 
each  other;  the  sum  will  be  the  maximum  stress. 

Reducing  Sc  by  making  fo  greater,  reduces  the  value  of  n,  but  the  ratio. 


(?)" 


will  give  greater  values  of  /  at  all  values  of  r,  so  that  nothing  is  gained. 

If  certain  values  of  t  are  desired  at  hub  and  rim,  n  may  be  found  from 
(8),  Sc  from  (7)  and  St  from  (9).  Factor  of  safety  and  material  may 
then  be  chosen.  Unless  an  elaborate  mathematical  analysis  is  used,  it  is 
probably  safer  to  cause  intermediate  values  of  <  to  lie  on  the  curve  plotted 
from  (8).  This  is  one  of  the  cases  where  the  addition  of  metal  may  be  a 
source  of  weakness  rather  than  strength. 

219.  Application  of  Formulas. — Assume  a  wheel  similar  to  Fig.  444. 
Let  the  weight  of  the  blades  be  35  lb.  {Wb)  and  the  total  weight  of  the  rim 
74  lb.  (Wm).  Also  let  N  =  5000,  Do  =  25.125  in.  and  Vo  =  12.562  in. 
Let  the  material  be  nickel  steel  with  an  elastic  limit  of  50,000  lb.;  then 
with  a  factor  of  safety  of  2.5,  So  =  Sc  =  20,000.  1  hen  from  (5),  q  = 
0.445.     From  (6),  T^  =  76  and  from  (7),  to  =  0.73. 

Assume  that  d  =  0.2Z)o.  From  (1),  Sh  =  31,500.  By  several  trials, 
solving  for  stress  at  diameter  d,  n  was  taken  as  1.5.  Then  (9)  and  the 
charts  give: 

St  =  (0.355  X  31,500)  +  (0.425  X  20,000)  =  19,700. 

For  r/ro  =  0.9,  St  =  17,510  and  for  r/ro  =  1,  Sr  =  18,380.  At  the 
outside  of  the  hub  where  r/ro  =  0.24,  Sy  =  18,400.     As  the  hub  strength- 
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eoB  the  disc  in  this  region,  n  might  have  been  less.  The  thickness  at  the 
hub  where  r  =  3.5  in.  is  given  by  (8),  and  is  3.68  in.  Values  of  (  for 
various  sections  may  be  found  by  (8)  and  the  curve  drawn. 

Taking  So  =  Sr,  and  St  =  0.7  So,  (4)  gives:  m  =  3.63.  This  is  some 
larger  than  the  value  assumed,  and  the  value  of  Sl  was  based  upon  the 
other  value,  but  the  resiUt  is  probably  as  nearly  correct  as  the  method  in 
general. 

220.  Design  from  Practice. — Wheels  are  made  of  various  form^,  from 
a  diac  of  uniform  thicknesa  to  the  disc  of  uniform  strength  of  the  DeLaval 


Dwtoil  of/fi'm  Section  B'B 

Ro.  444. — Southwuk-RBteftu  turbine  wheel. 


Class  A  turbine.  The  latter  is  designed  by  Formulas  (7)  and  (12).  A 
disc  of  uniform  thickness  is  expressed  by  (2)  when  n  =  0.  In  some  cases 
to  is  found  from  (7);  then  (  at  the  hub  from  (8),  so  that  St  from  (9)  is 
within  limits;  then  a  straight  line  connects  these  two  dimensions,  making 
a  disc  easy  to  machine. 

Figure  444  is  a  wheel  des^ned  to  run  5000  r.p.m.  by  the  Southwark 
Foundry  and  Machine  Co.,  Philadelphia,  Pa.  The  curve  of  this  wheel 
does  not  check  with  (8) ;  an  approximation  was  probably  made  to  simplify 
construction. 
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Fig.  445.— DeLaval  Clws  C  turbine  wheel  fasMiUDS. 


if 


'yO-'?g?» 


Fia.  446. — DeLaval  tnulti-ataBe  turbine  wbeel  faateniiiB. 
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Figure  445  shows  the  method  of  attaching  the  wheel  of  the  DeLaval 
velocity-stage  turbine  to  the  shaft.  Each  wheel  is  held  by  a  Woodruff 
key,  and  the  wheels  are  spaced  and  centered  by  rings.     All  are  held  against 


Kiu.  447. — Kerr  turbinp  wheel  fusieninit' 


Rim  oF  Curtis  turbine  wheel. 


a  shoulder  on  the  shaft  by  a  nut.  Fig.  446  shows  the  method  of  attaching 
the  wheels  of  the  DeLaval  pressure-stage  turbine  to  the  shaft.  Tapered 
sleeves  are  keyed  to  the  shaft,  the  wheels  being  drawn  onto  these  by  a  nut. 


Fio.  449.— Ridgway  turbine  bladins. 

The   labyrinth    packing   between    the    diaphragms   and  wheel  is  also 
shown. 

Figure  447  shows  the  method  of  fastening  the  disc  to  the  turbine  shaft 
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used  on  the  Ker:  EcoBomy  turbine  of  the  smaller  sizes.  The  hubs  are 
prevented  from  turtiing  bj-  dowels.  The  discs  are  of  uniform  thickneBS. 
In  the  larger  sizea  the  wheels  are  made  in  one  piece  and  held  to  the  shaft 
by  keys. 

A  section  of  the  rim  of  a  Curtis  turbine  wheel,  built  by  the  General 
Electric  Co.,  is  shown  in  Fig.  448.  This  is  a  2-velocity  stage  wheel  used 
in  the  first  pressure  stage.  The  blades  shown  are  drop-forged  with  dis- 
tance piece  integral  with  blade.  A  projection  on  the  blade  passes  through 
a  shroud  ring  and  is  riveted.  This  strengthens  the  blading  and  forms 
one  side  of  the  steam  passage  through  the  blades. 


h         r 

Fto.  450. —  KidKX'By  turbine  blade. 

The  method  of  fastening  the  blading  of  the  Ridgway-Rateau-Snioot 
turbine  is  shown  in  Fig.  449,  and  a  detail  of  the  blade  in  Fig.  450.  In  the 
Ridgway  blades  no  fillers  or  shrouds  are  used,  as  these  are  formed  by  the 
blades  themselves.  These  blades  are  machined  all  over  and  usually 
made  of  monel  metal.  An  advantage  of  the  bulb-end  type  of  blades  is 
that  in  case  of  accident  to  any  of  the  blades,  any  one  may  be  removed 
without  disturbing  the  rest. 
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CHAPTER  XXXII 

TURBINE  SHAFTS 

Notation. 

d  =  diameter  of  shaft  in  inches. 
di  =  inside  diameter  of  hollow'  shaft, 
da  =  diameter  of  journal. 
I  =  length  in  inches  from  center  to  center  of  bearings. 
X  =  distance  to  any  point  on  shaft  in  inches;  used  in  derivation  of 

formulas. 
a  =  length  of  section  of  shaft  to  be  taken  as  isolated  load  =  q-Ax. 
Ax  ==  actual  measurement  in  inches  on  bending  moment  diagram, 
corresponding  to  a. 

h  =  pole  distance  in  inches  onvector  diagram  for  bending  moments. 

k  =  same  for  deflection  diagram. 

z  =  actual   measurement   in   inches   corresponding  to    bending 

moment  on  diagram. 
y  =  same  for  deflection. 
p  =  weight  scale  =  pounds  per  inch. 
q  =  distance  scale  =  inches  per  inch. 
m  =  units  of  z-Ax/d^  per  inch. 
8  =  actual  deflection  in  inches  under  any  load. 
W  =  weight  of  isolated  load  in  pounds. 
w  =  weight  per  inch  of  length. 
S  =  shearing  stress  in  journal  due  to  torque. 
E  =  modulus  of  elasticity. 
/  =  moment  of  inertia  of  shaft  section. 
M  =  bending  moment  at  any  point. 
Mm  =  mean  bending  moment  in  length  a  of  shaft,  or  in  length  Ax 
of  diagram. 
A^  =  normal  r.p.m.  of  turbine. 
Nc  =  r.p.m.  at  critical  speed. 
CO  =  angular  velocity  at  critical  speed,  in  radians. 
V  =  linear  velocity  in  feet  per  second  of  isolated  load  W  revolv- 
ing at  radius  8. 
H  =  horsepower. 
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221.  Nature  of  the  Problem. — The  rotative  speed  of  the  reciprocatim 

engine  shaft  is  usually  so  low  that  vibration  needs  little  or  no  conatdera 
lion.  In  small  gasoline  engines  with  very  bigh  rotative  speed  the  s 
is  so  well  supported  by  bearings  that  vibration  is  not  usually  tonsideret 
With  the  shaft  of  the  reaction  turbine  the  drum  construction  is  such  that 
the  required  stiffness  is  attaiiuKl  easily  for  the  speeds  at  which  this  type 
is  operated.  For  the  multi-stage  impulse  turbine  with  disc  wheels,  the 
shaft  receives  comparatively  little  stiffening  from  the  hubs— and  this  is 
neglected  in  calculation — so  that  the  shaft  must  maintain  stability  by  its 
own  stiffness.     It  must  not  run  at  a  speed  anywhere  near  ita  critical 

The  determination  of  the  shaft  diameter  ia  therefore  an  entirely  diff^n 
int  problem  from  that  of  the  engine  shaft,  the  latter  being  one  of  bending, 
and  twisting.  These  are  both  insignificant  in  the  turbine  shaft  except  at 
or  near  a  certain  speed — the  critical  speed. 

For  preliminary  calculations  it  is  convenient  to  have  some  formula  to 
assist  in  fixing  dimensions;  then  these  may  be  checked  by  the  methods  a 
the  following  paragraphs. 

If  the  shaft  be  assumed  to  transmit  power,  the  smallest  diameter 
which  may  be  taken  at  the  journal,  will  be  given  by  the  formula: 


^75^^ 


(15 

where  fJ  is  the  horsepower,  S  the  shearing  stress  and  N  the  r.p.m,  Tb 
stress  5  must  be  taken  low — 2000  to  2500 — ^to  give  practical  results 
Length  of  bearing  may  be  determined  from  Par.  62,  Chap,  XI,  and  any 
necessary  compromises  made. 

The  shaft  between  the  bearings  is  larger,  sometimes  having  a  number 
of  different  diameters  increasing  toward  the  center. 

A  tentative  determination  of  an  equivalent  straight-sided  shaft  may 
be  made  by  assuming  a  uniform  load  composed  of  all  the  wheels  and  a 
shaft  of  a  greater  diameter  than  that  given  by  (1);  then  by  the  general 
principles  of  Par,  222  the  following  formula  may  be  derived: 

1850     iEJ       1850     \WTl  „, 

where  E  is  the  modulus  of  elasticity,  /  the  moment  of  inertia,  w>  the  load 
per  in.  of  length  including  shaft,  W  the  total  weight  in  lb.  and  I  the 
length  of  shaft  in  inches  between  bearing  centers.  For  a  soOd  shafi 
tftkii^  E  =  30,000,000: 


Nc  =  2,250,000  ( 


hd  shaftj 

J 
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Nc  should  be  much  greater  or  much  less  than  the  actual  shaft  speed,  N. 
By  assuming  the  number  of  r.p.m.,  (2)  may  be  written: 

"  -  ISO  ^*-  n/t  .<« 


.  Or  from  (3) 


As  actual  conditions  are  usually  not  so  favorable  to  stiffness,  the 
actual  critical  speed  will  probably  be  less  than  that  given  by  (2)  or  (3). 

A  good  deal  of  information  about  the  principles  underlying  critical 
speed  may  be  found  in  Morley's  Strength  of  Materials,  to  which  the  author 
is  largely  indebted  for  the  ideas  of  the  next  two  paragraphs.  An  abso- 
lutely correct  solution  is  probably  impossible  from  the  practical  stand- 
point, due  to  various  influences  which  may  not  easily  be  taken  into 
account,  but  a  method  will  be  given  which  is  accurate  in  principle  to 
within  narrow  limits;  if  this  is  carefully  applied,  practical  results  may  be 
expected. 

222.  Critical  Speed. — If  a  body  is  acted  upon  by  a  periodic  force 
having  the  same  frequency  as  the  natural  vibration  of  the  body,  the  total  _j 
energy  will  be  increased  at  each  application,  increasing  the  strain  energy^ 
and  therefore  the  stress.  If  this  continues  until  the  elastic  Umit  of  ther^ 
material  is  reached,  distortion  of  the  body  will  result.  The  frequency^ 
causing  this  is  called  the  critical  frequency. 

When  a  body  vibrates,  the  energy  is  of  two  kinds,  kinetic  and  poten 

tial,  their  sum  being  constant.     In  the  mean  position  the  velocity  is  asE 
maximum  and  the  energy  is  all  kinetic;  at  the  extremes  it  is  all  potential. 

The  motion  of  natural  vibration  is  simple  harmonic,  and  therefoi 
displacements  may  be  treated  as  projections  on  the  plane  of  vibration,  or 
a  body  revolving  with  a  constant  angular  velocity. 

Assume  the  body  in  question  to  be  a  turbine  shaft,  deflected  under  i1 
own  weight  and  that  of  the  disc  wheels;  with  carefully  balanced  shaft 
this  weight  may  be  considered  as  the  periodic  force,  the  period  being  tha' 
of  rotation.     The  force  acts  in  but  one  direction,  but  the  rotation  of  thi 
shaft  presents  opposite  sides  alternately  to  the  force,  producing  the  sam- 
effect  as  forced  vibration.     If  the  rotative  speed  is  the  same  as  the 
ral  period  of  vibration  it  is  called  the  critical  speed;  then  the  potentii 
energy  required  to  force  the  shaft  to  its  deflected  position  is  equal  to  th»-_ 
kinetic  energy  of  the  entire  mass,  should  its  axis  whirl  on  a  surface 
revolution  developed  by  the  center  of  the  deflected  shaft,  the  speed 
whirling  being  the  critical  speed. 
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If  the  S3rstem  is  not  in  perfect  balance  there  is  a  tendency  to  whirl  at 
ctU  speeds  below  the  critical  speed,  the  latter  probably  being  lower  on 
ttiis  account.  As  the  speed  is  increased  beyond  this  point  the  tendency 
to  whirl  is  reduced,  and  the  shaft  tends  to  revolve  around  the  axis  of 
Kvavity  of  the  system. 

It  is  more  convenient,  and  sufficiently  accurate  for  practical  purposes 
'^o  assume  each  wheel  or  portion  of  shaft  as  an  isolated  load.  Let  these 
'^Jads  be  Wi,  W^,  etc.,  and  the  deflections  under  the  loads  61,  8t,  etc.  re- 
<*|)ectively.  These  deflections  are  radii  of  the  circles  the  loads  are  as- 
ttQmed  to  revolve  upon  at  the  instant  the  critical  speed  is  reached.  The 
t3K>tential  energy  of  these  loads  in  ft.-lb.  is: 

The  kinetic  energy  is : 


( 


^1«r2) 


2g  }      "  \       2g 


900  X  288? 
Equating;  (6)  and  (7)  gives: 


2889 

(WS^)  (7) 


tWc« 


tWc»         „  ,„....  1 


2(Tr«»)  =  J,2(TF5) 


900X288flr     '        '       24 


From  which: 


.V.  =  187.8  yj^-j^l^^  (8) 

If  in  (8),  load  w  per  unit  length  were  used  in  place  of  TT,  the  expres- 
sion would  be: 

Nc  =  lS7.sfj-dx  -^  £B^'dx, 

Then  from  the  equation  of  the  elastic  curve,  if  the  value  of  6  in  terms 
of  X  be  substituted,  the  result  for  a  shaft  of  uniform  section,  with  uni- 
form load,  and  for  ends  supported,  would  be  given  by  Formula  (2). 

223.  Deflection. — Before  Formula  (8)  can  be  applied  it  is  necessary  to 
determine  the  deflection  under  each  load  W;  this  may  best  l>e  done  graphi- 
cally. The  underlying  principles  of  what  follows  are  thoroughly  treated 
in  Morley's  Strength  of  Materials,  but  an  attempt  will  be  made  to  ex- 
plain their  practical  use  in  such  a  way  that  they  may  be  applied  if  this 
fundamental  knowledge  is  lacking. 
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The  general  equation  of  the  elastic  curve,  when  the  curvature  is  slight, 


is  * 

d*y      M 


(9) 


dx*      EI 
Integrating  gives: 

dx^j  -wr^  (!<*> 

This  gives  the  slope  at  a  certain  point  in  the  deflection  curve;  another 
integration  gives  ?/,  the  deflection  from  some  reference  point. 
Another  fundamental  beam  equation  is: 

-^-y^  (11) 

where  M  is  the  bending  moment  in  in.-lb.  and  w  is  the  load  per  inch  of 
length.     Integrating  (11)  gives: 

-^  =  J  w'dx  (12) 

This  gives  the  slope  at  a  certain  point  of  the  bending  moment  curve, 
and  another  integration  gives  the  bending  moment  when  certain  condi- 
tions are  known.  Comparing  (9)  and  (10)  with  (11)  and  (12),  it  is  obvi- 
ous that  if  a  graphical  method  may  be  used  to  find  M  when  the  load 
curve  (curve  of  t^)  is  known,  the  same  method  may  be  used  to  find  y 
when  the  curve  of  M/EI  is  known. 

If  the  bending  moment  due  to  a  continuous  load — whether  uniform  or 
varying — is  to  be  found  graphically  it  is  divided  up  into  sections,  each  one 
of  which  is  assumed  equivalent  to  an  isolated  load  located  at  the  center  of 
gravity  of  the  section  of  continuous  load.  Let  W  be  one  of  these  equiva- 
lent isolated  loads  between  X2  and  Xi]  then: 

W  =  ^I'wdz  (13) 

the  quantity  in  the  integral  sign  being  the  area  of  the  load  curve  between 
Xt  and  Xi. 

Likewise  the  quantity: 

JM'dx 

is  the  area  of  the  bending  moment  curve  between  Xt  and  Xi.  If  Mm  is 
the  mean  height  of  this  area  and  a  the  length  to  certain  scales, 

MMa        r  M    ,  ^^.. 
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Then  from  (10),  (12),  (13)  and  (14),  if  W  is  used  for  plotting  the  bend- 
ing moment  curve, 

may  be  used  for  plotting  the  curve  of  deflection. 

An  important  matter  is  the  fixing  of  the  scales,  which  may  be  taken 
as  follows: 

Let  1  in.  =  p  lb.     ( =  p  units  of  W). 

Let  1  in.  =  qin.     (of  measurement  along  shaft). 

Before  determining  other  scales  the  bending  moment  diagram  will 
be  plotted  in  Fig.  451.  The  loads,  TFi,  TF2,  etc.,  may  vary  in  amount  and 
be  distributed  in  any  way.    Lay  these  loads  to  any  convenient  scale 


Fio.  451. 

along  the  vertical  line  consecutively  as  shown  in  Fig.  451B.  Take  a  pole 
at  any  point  0,  drawing  rays  1,  2,  3,  etc.,  to  join  the  loads  as  shown. 
Starting  at  any  point  at  the  left  reaction,  draw  Unk  1  parallel  to  ray  1 
until  it  cuts  the  load  W;  draw  link  2  parallel  to  ray  2,  and  so  on  until 
the  right  reaction  is  reached.  Connect  the  two  ends.  A  line  drawn 
from  pole  0  parallel  to  this  determines  the  reactions,  which  may  be 
used  in  determining  bearing  pressures. 

The  measurement  2  on  A  is  distance,  so  the  scale  q  must  be  appUed 
to  it;  the  measurement  h  is  on  the  force  diagram  and  scale  p  must  be  used. 
Let  the  quantities  h  and  z  be  actual  inches  on  the  diagram.  Then  the 
bending  moment  at  any  point  at  which  z  is  measured  is: 


in  which  pqh  is  a  constant. 


M  =  pqhz 


(15) 
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In  (14),  E  is  cODStAQt;  /  may  be  constaot,  or  in  stepped  shafte  it 
varies.  It  will  be  treated  as  variable  in  order  to  be  more  general.  To 
simplify  explanation  it  will  first  be  assumed  that  the  wbeel  is  located  at 
the  center  of  each  step,  the  lengths  of  wiiicb  are  Oi,  Ot,  etc.  Id  this  case 
the  weight  of  the  wheel  and  the  step  are  equal  to  W.  The  moment  dia- 
gram in  Fig.  452  was  drawn  as  in  Fig.  451.  The  quantity  in  (14),  which 
is  analogous  to  W  may  be  reduced  to  constants  and  variables;  the  latter 
only  need  be  plotted.    Taking  the  value  of  M  from  (15)  : 


B /   "       EI       ~    E    \1~) 


(16) 


The  quantity  Ax  is  in  actual  inches  on  the  diagram.     In  (16)  the 
((uantities  in  brackets  are  variable.     For  solid  shafts: 
,        rd* 


where  d  is  the  diameter  of  the  shaft  in  inches.  Should  the  shaft  be  hol- 
low, d*  may  be  replaced  by  d*  — rf,*,  where  di  is  the  inside  diameter.  Ai 
most  shafts  are  solid,  (16)  becomes: 


EI 


fh  /2^Ax\ 


(17) 


The  quantity  in  brackets  may  be  plotted.     As  the  product  z-Ax  is 
small,  it  may  be  better  to  include  part  of  the  constants  in  the  brackets  in 
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some  cases,  especially  if  d  is  large.  With  a  shaft  of  uniform  diameter 
between  bearings,  d  is  constant  and  may  be  taken  out  of  the  brackets. 
When  it  is  decided  what  shall  be  plotted,  the  quantities  may  be  laid 
oflF  in  succession  as  shown  in  Fig.  452C ;  a  pole  may  be  located  at  any  point 
as  shown,  the  rays  drawn  and  the  corresponding  links  laid  off  parallel 
to  them  on  B.  The  quantities  y  and  k  are  in  actual  inches  on  the  dia- 
grams; the  former  must  be  multiplied  by  the  distance  scale  q  and  the 
latter  by  the  scale  for  the  quantity  plotted;  or: 

1  m.  =  m  umts  of  —j- 

d* 

In  addition  to  this  the  constants  of  (17)  must  be  used,  as  the  entire 
quantity: 

must  be  used  to  determine  the  deflection  8.     The  vertical  intercepts  of 
Fig.  452B  are  prop)ortional  to  the  deflection;  then: 

8=^^^y  =  Ky  (18) 

Should  the  wheels  have  offset  hubs,  and  not  be  located  at  the  centers  of 
the  stepSy  separate  moment  diagrams  may  be  drawn,  one  for  the  shaft 
and  one  for  the  wheels,  taking  the  loads  at  the  center  of  gravity  of  wheel 
and  step  in  each  case.  Should  the  steps  be  long  they  may  be  divided  into 
two  or  more  loads.  These  two  diagrams  may  be  combined ;  then  dividing 
into  suitable  lengths,  each  one  of  which  covers  a  portion  of  the  shaft  of 
constant  diameter,  the  deflection  curve  may  be  plotted  and  the  deflection 
under  each  load  found.  The  shaft  steps  and  wheels  may  be  kept  separate 
if  desired  in  determining  2)(W^6)  and  2(Tr60. 

The  deflection  curve  may  be  drawn  more  correctly  by  an  inscribed 
curve  touching  the  sides  of  Fig.  452B. 

The  dimensions  h  and  k  should  be  chosen  5*0  that  the  moment  and  de- 
flection curves  will  not  be  too  flat,  as  it  is  easier  to  draw  a  deeper  dia- 
gram accurately. 

224.  Application  of  Formulas. — As  an  example  a  13-stage  turbine  has 
been  taken.  The  data  was  partly  assumed  and  not  very  accurate. 
The  diagrams  were  similar  to  Figs.  451  and  452  and  will  not  be  repeated. 
In  plotting  the  deflection  curve,  a  was  taken  instead  of  Ax;  this  re- 
moved one  q  from  the  constant  in  (18).  The  scales  were:  g  =  6;  p  = 
300;  m  =  0.04.  Also:  A  =  3  and  A:  =  3.  From  (18),  K  =  0.00264. 
The  length  from  center  to  center  of  bearing  is  67  in.  and  the  total 
weight  1860  lb.    The  remainder  of  the  data  is  placed  in  Table  102. 
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Table  102 


No. 

w 

a 

d 

t 

a* 

• 

V 

1 

Wi 

Wt* 

1 

80 

10.80 

4.30 

1.42 

0.0440 

1.44 

0.0038 

0.304 

0.00116 

2 

170 

5.12 

4.40 

2.49 

0.0220 

2.20 

0.0056 

0.950 

0.00532 

3 

100 

2.80 

5.30 

3.40 

0.0117 

2.57 

0.0068 

0.680 

0.00463 

4 

100 

2.97 

5.52 

3.33 

0.0106 

2.74 

0.0072 

0.720 

0.00520 

5 

145 

2.97 

5.67 

3.64 

0.0104 

2.92 

0.0077 

1.120 

0.00863 

6 

145 

2.97 

5.80 

3.83 

0.0100 

3.02 

0.0079 

1.145 

0.00905 

7 

145 

2.97 

5.93 

3.94 

0.0094 

3.10 

0.0082 

1.188 

0.001^5 

8 

145 

2.97 

5.93 

3.96 

0.0095 

3.12 

0.0084 

1.220 

0.01025 

9 

145 

3.24 

5.80 

3.90 

0.0112 

3.11 

0.0083 

1.205 

0.01000 

10 

175 

3.91 

5.40 

3.73 

0.0172 

3.04 

0.0080 

1.400 

0.01120 

11 

200 

4.60 

5.27 

3.43 

0.0204 

2.86 

0.0075 

1.500 

0.01125 

12 

250 

5.40 

4.85 

2.82 

0.0275 

2.48 

0.0065 

1.622 

0.01060 

13 

80 

10.80 

4.30 

1.52 

1 

0.0480 

1.48 

0.0039 

0.312 

0.00111 

Taking  Z{Wd)  and  S(TF62),  Formula  (8)  gives  for  the  critical  speed: 

'ft    /^ 

•^VbToi 


Nc  =  187. 


.363 


.0982 


=  2180. 


If  an  equivalent  diameter  of  5}^i  in.  be  assumed  for  a  straight  shaft, 
and  the  total  weight  taken  as  a  uniform  load,  (3)  gives:  Nc  =  2800. 

The  determination  of  Nc  by  either  (8)  or  (3)  should  be  greatly  diflferent 
from  the  actual  turbine  speed  for  safety — probably  at  least  100  per  cent, 
greater,  or  50  per  cent,  as  great.  It  is  practically  impossible  to  consider 
all  factors  which  enter  into  the  problem,  but  with  due  allowance  the 
method  may  be  considered  safe  if  the  shaft  is  taken  as  a  beam  supported 
at  the  ends,  and  only  loads  between  supports  be  considered. 

Jude  says  that  ''the  chief  concern  is  whether  the  critical  speed  is 
(€.g.)  300  or  3000  r.p.m.;  not  whether  it  is  300  or  310." 

Martin  says  it  is  not  unconunon  to  run  turbines  of  the  disc  type  above 
the  critical  speed.  "In  that  case,  however,  the  efficiency  of  the  turbine 
may  be  expected  to  diminish  with  time,  since  on  every  occasion  on  which 
the  turbine  is  started  up  or  stopped,  the  rotor  has  to  pass  through  its 
critical  speed  and  the  consequent  vibration  gradually  enlarges  the  fine 
clearances  used  where  the  shaft  passes  through  the  high-pressure 
diaphragms." 

Jude  further  says:  *'  It  is  found  that  if  the  speed  be  increased  quickly, 
so  that  the  critical  velocity  is  of  only  passing  influence,  the  whirl  quiets 
down — so  much  so,  in  fact,  that  the  stability  of  the  system  is  in  general 
greater  than  at  speeds  below  the  critical."     He  also  states  that  the  normal 
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speed  should  be  as  remote  from  the  critical  speed  as  possible,  and  that 
properly  it  should  be  above  rather  than  below. 

In  the  single-stage  DeLaval  turbine  the  speed  is  far  above  the  critical 
speed ;  concerning  the  multi-stage  turbine,  however,  it  is  said  in  Catalogue 
D:  "The  use  in  a  multi-stage  turbine  of  a  shaft  running  above  or  near 
its  critical  speed  is  an  error,  not  only  on  the  grounds  of  safety  and  freedom 
from  vibration,  but  also  because  any  whipping  or  eccentric  rotation  of  the 
shaft  will  require  enlarged  clearances  where  the  shaft  passes  through  the 
diaphragms.  In  other  words,  the  leakage  areas  will  need  to  be  consider- 
ably increased.  It  therefore  follows  that  the  total  leakage  is  reduced  by 
using  a  shaft  sufficiently  large  and  stiff  to  suppress  such  vibration  entirely, 
thereby  permitting  the  radial  clearance  to  be  correspondingly  reduced, 
although  the  larger  shaft  has  a  greater  circumference.'' 

The  use  of  material  for  wheels  which  permit  the  use  of  high  stresses 
will  both  lighten  the  hub  and  shorten  the  fit,  making  possible  a  shorter 
shaft.  A  straight  shaft  is  stiffer  than  a  stepped  shaft  of  the  same  diam- 
eter at  center,  so  if  some  method  of  mounting  wheels  be  used  which 
permits  a  straight  shaft,  it  will  increase  the  critical  speed. 

For  turbines  of  the  drum  type  the  shafts  are  stiffened  by  the  dnmi,  and 
the  critical  speed  is  probably  never  reached.  But  high  speeds  are  not 
possible  with  this  type  as  may  be  seen  from  Chap.  XXXI. 
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CHAPTER  XXXIII 
TURBINE  CASINGS  AND  DETAILS 

226.  There  is  very  little  calculation  involved  in  the  design  of  casings, 
which  are  practically  the  frames  of  turbines;  therefore  this  chapter  will 
be  comprised  of  illustrations  and  descriptions  of  some  of  the  details  of 
several  makes  of  turbine. 

One  of  the  principal  problems  in  connection  with  casings  is  to  provide 
suitable  clearances  for  imeven  expansion  of  casing  and  rotor.  This  be- 
comes more  of  a  problem  in  large  turbines,  so  it  has  been  customary  to 
divide  the  turbine  into  high-pressure  and  low-pressure  elements,  some- 
times on  separate  shafts,  forming  cross-compound  turbines,  and  some- 
times on  the  same  shaft  as  tandem-compoimd  turbines.  Recently  very 
large  turbines  have  been  placed  in  a  single  casing.  An  accident  to  such  a 
turbine,  doubtless  due  to  expansion,  is  described  in  Power,  March  19, 
1918. 

Some  idea  of  turbine  casings  may  be  obtained  from  the  illustrations 
of  Chap.  IV,  and  these  may  supplement  those  of  this  chapter.  But  few 
dimensioned  drawings  are  given;  the  treatment  is  therefore  more  quali- 
tative than  quantitative.  In  some  cases  assembly  drawings  are  given, 
the  relations  of  the  parts  being  better  seen  from  these.  No  special  order 
is  adhered  to,  the  parts  of  a  given  make  being  given  together. 

226.  DeLaval  Turbine. — A  general  view  of  the  casing  of  the  Class  B 
turbine  is  shown  in  Fig.  453.     The  lettered  parts  are  known  as: 

A.  Wheel  case. 

B.  Wheel  case  cover. 

C.  Turbine  wheel. 

D.  Inner  packing  bushing  bracket. 

E.  Inner  packing  bushing. 

F.  Outer  packing  bushing  bracket. 

G.  Outer  packing  bushing. 
H.  Outer  bearing  bracket. 
A".  Insulating  cover. 

L.  Exhaust  flange. 
M,  Governor. 
V.  Turbine  shaft. 

Figure  454  shows  a  partial  s(*ction  of  a  velocity-stage  Class  C  turbine. 
The  steel  retaining  ring  completely  covers  the  wheels  and  serves  to  protect 
the  cast  iron  casing  in  case  of  accident  to  the  wheels. 
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Figure  455  shows  the  nozzles  for  this  turbine,  A  being  for  the  high- 
pressure  condensing  turbine,  therefore  having  a  great  divergence;  B  being 


<n  oF  DeLaiat  Class  C  turbine. 


for  low-pressure  condensing,  or  high-pressure  Doncondensing  turbines, 
has  less  divergence. 
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Fia.  457. — Radial  and  thrust  beariug  ul  DeLaval  Clua  C  turbin*. 


678 


DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 


Figure  456  sbows  a  sectional  elevation  of  the  outboard  bearing  bracket 
and  flexible  coupling  of  the  Class  C  turbine.  The  bearings  are  ring-oiling; 
they  are  entirely  separate  from  the  stuffing  boxes,  bo  that  no  steam  or 
water  can  reach  them  or  enter  the  oil  reservoir. 

Figure  457  shows  the  combined  radial  and  thrust  bearing  and  governor 
drive  of  the  DeLaval  velooity-atage  turbine. 

Figure  458  shows  the  steel  retaining  rings  of  the  DeLaval  pressure- 
stage  turbine. 


Fio.  400. — CleamiMi  of  Hidgway  turbine. 

The  carbon  packing  at  the  low-pressure  end  of  the  Del*val  p 
stage  turbine  is  shown  in  Fig.  459.  Provision  is  made  for  introducing 
live  steam  at  a  reduced  pressure  between  the  second  and  third  rings,  so 
that  any  leaki^e  into  the  turbine  will  be  of  steam  and  not  of  air.  The 
labyrinth  packing  between  the  diaphragms  and  hubs  of  the  wheels  is 
shown  in  Fig.  446,  Chap.  XXXI. 

227.  Ridgway  Turbine. — Figure  460  shows  sections  of  the  first  four 
stages  of  a  Ridgway  turbine.  This  shows  the  comparatively  large  blade 
clearances  used  in  these  turbines.  The  clearance  A  is  J^g  in.  or  more; 
B  is  !^  in.  or  more,  and  C  is  J^  in.  or  more. 


CHAPTER  XXXIV 

GENERAL  ARRANGEMENTS  AND  FOTJNDATIONS 

Notation. 

h  =  depth  of  foundation  in  feet. 
d  =  diameter  of  foundation  bolts  in  inches. 
Ds  =  diameter   of   standard   steam   engine   cylinder   in    in.    (see 

Chapters  XII  and  XIII). 
Wp  =  weight  of  foundation  in  pounds. 
Wb  =  weight  of  engine  in  pounds. 
V  ==  volume  of  foimdation  in  cubic  feet. 
N  =  revolutions  per  minute. 

228.  General  Arrangements. — For  ordinary  standard  engines  general 
arrangement  drawings  are  not  usually  required.  For  special  work  or  for 
some  special  arrangement  of  piping  they  are  required.  In  any  case, 
especially  with  large  engines  of  the  cross-compound,  twin  or  duplex  types, 
such  drawings  are  a  useful  check  and  are  valuable  for  the  erecting  engineer. 

A  simple  layout  of  a  Bass-Corliss  engine  is  shown  in  Fig.  461.  The 
engine  is  a  26  and  54  by  48  in.  cross-compoimd,  provided  with  a  rope  wheel. 
The  wheel  is  in  four  parts,  each  having  its  own  hub  and  arms  and  bolted 
together  at  the  flanges  Two  wheels  carry  eight  2  in.  ropes  each  and  the 
others  each  carry  nine  l^i  iH.  ropes. 

The  receiver  and  piping  are  under  the  floor,  and  so  arranged  that  the 
connecting  rod  of  either  engine  may  be  disconnected  and  the  other  engine 
continued  in  operation.  Should  the  low-pressure  engine  carry  the  load, 
live  steam  which  has  been  passed  through  a  reducing  valve  is  admitted  to 
the  receiver.  Engines  so  built  by  the  Bass  Foimdry  and  Machine  Co. 
are  heavier  than  the  ordinary  compound  engine;  the  long-range  cut-off 
gear  is  used  so  that  one  engine  may  carry  the  normal  load  continuously 
with  a  reasonable  overload  in  case  of  accident  to  the  other  side.  This  is 
desirable  in  plants  with  few  engines — perhaps  only  one — in  which  an  acci- 
dent requiring  a  complete  shut-down  would  be  serious. 

229.  Foundations  are  provided  to  seciu'e  the  engine  and  to  absorb 
vibration.  The  mass  required  for  the  latter  depends  upon  a  number  of 
factors,  but  aside  from  cost,  it  is  better  to  have  too  great  thsku  too  small 
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a  mass.  In  fact,  greater  cost  in  building  the  foundation  may  sometimes 
prevent  far  greater  cost  in  corrections  made  necessary  by  excessive 
vibration. 

A  formula  for  extreme  foundation  depth  devised  by  the  author  some 
years  ago  for  Corliss  engines  is: 


h  =^'  +  3 
4 


(1) 


^ 


eQLq 


^^ 


;S 


a 


Fio.  461. — General  airangement  of  Bass-Corliss  engine. 

where  h  is  the  depth  in  feet  and  Ds  the  diameter  of  the  standard  cylinder 
used  in  Chaps.  XII  and  XIII.  This  formula  is  entirely  empirical  and  in- 
tended for  ordinary  conditions  of  soil,  etc.  It  has  been  used  for  many 
large  Corliss  engines  and  so  far  as  is  known  has  proved  satisfactory. 
This  may  be  due  to  the  fact  that  the  proportions  are  rather  massive,  but 
concrete  is  comparatively  cheap. 


GENERAL  ARRANGEMENTS  AND  FOUNDATIONS 


681 


A  formula  of  a  more  scientific  form  is  given  by  E.  W.  Roberts  in  his 
Gas  Engine  Handbook,  which,  with  change  of  notation  is: 


Wf  =  KWg  VN 


(2) 


Wp  is  the  required  weight  of  foundation  in  lb.,  Wb  the  weight  of  the  engine 
and  N  the  r.p.m.  The  value  of  K  in  the  seventh  edition  of  the  handbook 
is  0.35. 

After  consulting  with  ten  leading  builders  of  stationary  gas  engines  in 
this  country,  Mr.  Roberts  calculated  values  of  K  from  their  data  for 
various  types  of  engines.  These  values,  with  much  other  valuable 
matter  relating  to  foimdations  was  published  in  The  Gas  Engine  for 
September,  1916.    The  volume  in  cu.  ft.  of  a  concrete  foundation  is: 


V  =  kWE  VN 


(3) 


Mr.  Roberts  does  not  consider  these  investigations  final,  but  at  present 
they  are  the  best  effort  that  has  been  made  toward  the  solution  of  the  in- 
ternal-combustion-engine foundation  problem.  The  values  of  K  and  k 
proposed  by  him  are  given  in  Table  103. 


Table  103 


Type  of  engine 

K 

k 

4-cvliiider  vertical  sas  eninne 

0.130 
0.150 
0.175 
0.177 
0.320 
0.190 
0.300 
0.240 
0.230 
0.225 
0.230 

0.000975 

3-cylinder  vertical  eas  ensine 

0.001130 

2-cy Under  vertical  gas  engine 

0.001310 

4-cylinder  vertical  Diesel  engine 

0.001330 

Simcle-Ksrank.  double-actinir  tandem 

0.002400 

Twin-crank,  double-actine  tandem 

0.001430 

Single-cylinder,  horizontal  semi- Diesel 

2-cylinder,  horizontal  semi- Diesel 

3-cvlinder.  horizontal  semi- Diesel 

0.002250 
0.001800 
0.001730 

4-cvlinder.  horizontal  semi- Diesel 

0.001690 

2-cvcle  horizontal  semi-Diesel 

0.001730 

MaieriaL — Foundations  were  formerly  made  of  brick  but  concrete  is 
now  mostly  used.  A  mixture  of  1  part  of  fresh  Portland  cement,  3  parts 
of  sharp  clean  sand  and  5  parts  of  gravel  or  crushed  stone  is  commonly 
used.  In  some  cases  a  1,  2,  4  mixture  is  used ;  this  is  stronger  and  may  be 
better  under  certain  conditions. 

BoUs  and  Washers, — The  determination  of  the  size  of  foundation  bolts 
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is  arbitrary;  however,  if  too 
trouble.     For  Corliss  engines 


small  they  break,  causing  a  great  deal  of 
the  author  devised  the  formula: 


^-16+2 


(4) 


^4<-p--4^4 


>w            t< 

F 

1 

• 
« 

O 

/ 

\ 

_i 


Fio.  462. 


formulas  apply;  the  notation 
of  the  bolt  as  before. 


where  d  is  the  bolt  diameter  in  inches 
and  Ds  the  diameter  of  the  standard 
cylinder  as  before.  The  number  of  bolts 
properly  influences  the  diameter,  but  in 
(4)  it  is  assumed  that  the  usual  number 
and  arrangement  of  bolts  are  used. 
Square  nuts  are  used  on  the  lower  ends 
of  the  bolts  as  these  have  a  greater  dis- 
tance across  comers,  and  do  not  require 
such  small  clearances  in  the  lugs  of  the 
washer.  Hexagon  nuts  are  used  at  the 
upper  end  as  they  reqinre  less  space 
and  are  more  easily  handled  with  a 
wrench. 

A  simple  foimdation  washer  is  shown 

in    Fig.    462,    for    which   the  following 

is  given  on  the  figure  and  d  is  the  diameter 


C  =  M  +  1H    O^d  +  H      H  = 


G 


1.M  +  ^5  to  1  i) 
The  dimensions  are  given  in  Table  104.     Sometimes  the  lugs  whic 


D  = 


2 


Table  104 


d,  in. 

B.in. 

C,  in. 

O.  in. 

K,in. 

F,  in. 

0.  in. 

JSr,  in. 

1 

m 

7H 

1% 

y* 

3?^ 

m 

H 

m  ■ 

IH 

9 

2H 

H 

4H 

iK 

H 

m 

1% 

iOH 

2% 

1 

4?i 

2 

1 

IH 

2H 

12 

ZH 

IH 

6H 

2H 

m 

2 

2% 

13K 

ZM 

ly* 

6 

2H 

IH 

2K 

2H 

15 

4 

IH 

m 

2H 

IX 

2M 

3 

16K 

4% 

iH 

7% 

3 

IH 

2?i 

m 

18 

4H 

\H 

8 

3H 

IH 

3 

3H 

i9H 

5K 

m 

8?i 

ZH 

IH 

3K 

3Ji- 

21 

5H 

m 

9H 

zy* 

IH 

3H 

4H 

22H 

ay* 

2 

lOH 

4 

2 

ZH 

4« 

24 

6?i 

2H 

11 

4K 

2H 
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hold  the  nut  are  made  deeper  and  are  connected,  forming  a  pocket.  Then 
should  a  bolt  break  at  the  thread  at  the  upper  end  it  may  be  unscrewed 
from  the  lower  nut  and  replaced.  However,  should  it  break  well  down  in 
the  foundation,  the  pocket  would  be  a  detriment  as  will  be  shown 
presently. 

Construction. — Foimdation  plans  are  furnished  by  the  engine  builder. 
In  some  instances  drawings  are  furnished  of  wooden  templets  which  are 
located  over  the  foimdation  and  hold  the  bolts  in  position  while  the  foimda- 
tion is  under  construction.  The  foundation  should  be  below  the  frost 
line  if  exposed,  but  they  are  often  in  a  basement.  In  small  foundations 
the  bolts  and  washers  are  sometimes  embedded  in  the  concrete;  but  it  is 
better  practice  to  have  the  bolt  in  a  pipe,  or  in  a  box  formed  by  four 
boards.  This  box  is  smaller  at  the  bottom  than  at  the  top  and  may  be 
removed  after  the  foundation  is  finished  if  desired.  The  pipe  or  box 
allows  the  bolt  to  be  moved  in  any  direction  to  allow  for  discrepancies 
in  the  engine  bed  holes. 

In  large  foundations  the  washers  are  placed  in  pockets.    Tunnels, 
through  which  a  man  may  crawl,  lead  to  these  pockets.    Such  a  founda- 
tion by  the  Bass  Foundry  and  Machine  Co.  is  shown  in  Fig.  463.     This 
was  built  of  brick  for  a  22  by  42  in.  Corliss  engine  designed  to  run  100 
^p.m.    The  depth  was  made  according  to  (1),  and  the  foundation  bolts 
of  the  frame  by  (4).    The  boxes  for  the  bolts  are  not  shown,  but  a  note 
on  the  drawing  calls  for  holes  through  brickwork  4  in.  square.    Should 
a  bolt  break  the  lower  end  will  drop  down  in  the  pocket  in  the  brickwork 
if  no  pocket  is  used  on  the  washer.    The  nut  may  then  be  unscrewed  by  a 
ttxan  in  the  tunnel,  and  an  ingenious  mill-wright  or  engineer  will  find  some 
'tieans  of  removing  it.     By  removing  the  washer  a  small  chain  may 
t^^  let  down  from  the  top  and  fastened  around  the  thread  at  the  lower 
exxd. 

Grouting. — ^A  certain  amount  of  space — commonly  1  in. — ^is  left  be- 
^•'^reen  the  top  of  the  foundation  and  the  engine  frame  for  grouting.  The 
^^»::igine  is  supported  on  wedges  by  means  of  which  it  may  be  raised  or 
*^^^wered  until  it  is  properly  leveled;  then  the  grouting  is  poured  in.  This 
•"*^^ay  be  one  of  several  substances.  Sulphur  has  been  used  for  small 
^xigines;  and  for  heavy  mill  engines,  iron  and  steel  turnings  are  rusted 
"t^Dgether  with  sal-ammoniac.  Cement  is  now  the  most  common  sub- 
^^ance  used.  When  this  is  well  set,  the  wedges  are  removed  and  the 
"■^Tits  on  the  foundation  bolts  tightened. 

The  Soil. — Ketchem,  in  his  Structural  Engineers*  Handbook,  gives 
t.lie  following  values  of  maximum  allowable  pressure  on  the  soil  in  tons 
per  sq.  ft. : 
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Ordinary  clay,  and  dry  sand  mixed  with  clay 2 

Dry  sand  and  dry  clay 3 

Hard  clay  and  firm,  close  sand 4 

Firm,  coarse  sand  and  gravel 5 

Shale  rock 8 

Hard  rock 20 

All  inferior  soils  such  as  loam 1 

While  rock  is  an  ideal  foundation  bed  in  many  ways,  vibration  may  be 
transmitted  through  it  to  the  walls  of  the  building.  It  has  been  advised 
to  make  a  pocket  in  the  rock,  in  which  a  layer  of  sand  is  placed  before 
starting  the  foimdation  footings. 

Vibration  may  be  transmitted  through  poor  spongy  soil,  and  if  the 

plant  is  in  a  residence  district  this  may  be  very  objectionable.    Increasing 

the  weight  of  the  foundation  will  help,  but  this  will  not  always  suffice. 

Balancing  the  engine  seems  to  be  the  best  remedy  for  this;  in  fact,  much 

lighter  foundations  may  be  used  with  well-balanced  engines  in  any  case. 

Horizontal  vibration  is  usually  the  most  troublesome.     In  a  horizontal 

engine  this  may  be  remedied  largely  by  balancing  all  of  the  reciprocating 

parts.     In  a  vertical  engine  the  revolving  parts  only  should  be  balanced; 

but  there  remains  the  vibration  due  to  the  turning  effort  which  can  not  be 

balanced.  * 

It  has  usually  been  considered  bad  practice  to  build  an  engine  founda- 
tion in  contact  with  the  walls  of  the  building;  but  Roberts,  in  the  article 
referred  to,  tells  of  a  consulting  engineer  in  Chicago  who  does  this,  his 
idea  being  to  increase  the  mass  that  must  be  set  in  motion  by  the  unbal- 
anced forces  of  the  engine.     He  further  claimed  that  the  results  were 
entirely  satisfactory. 

The  opposite  practice  of  isolating  the  foundation  by  a  bed  of  sand  has 
already  been  referred  to.  Roberts  tells  of  the  use  of  cork  for  this  pur- 
pose, and  a  cork  sheeting  is  being  used  in  this  coimtry.  A  concrete  pit 
with  a  heavy  bottom  is  first  made;  the  sides  and  walls  are  lined  with  this 
sheet  cork;  then  into  this  the  foundation  proper  is  poured. 

The  following  foundation  specification  was  furnished  by  the  Buckeye 
Engine  Co.  for  a  153-^  by  18  in.  vertical  steam  engine.  The  depth  is  4  ft., 
and  about  15  in.  margin  is  left  around  the  bed  casting.  There  are  eight 
1%  in.  bolts  and  the  allowance  for  grouting  is  1  in. 

SPECIFICATION  FOR  FOUNDATION 

Build  the  foundation  of  a  good  concrete  mixture  as  follows:  5  parts 
clean  gravel  or  broken  stone;  3  parts  clean  sharp  sand,  and  1  part  of 
good  grade  Portland  cement.     Mix  thoroughly  and  ram  in.    In  building, 
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leave  room  around  each  bolt  hole  so  that  bolts  can  be  moved  }^i  in.  in  any 
direction.  This  is  best  done  by  placing  a  pipe  or  a  wooden  box  around 
bolts,  which  can  be  taken  out  after  foundation  is  finished,  or  lifted  up  as 
the  building  of  the  foundation  progresses.  The  drawings  represent  a 
sufficient  amount  of  masonry  to  give  the  proper  weight,  but  it  must  be  on 
solid  ground.  If  sufficiently  solid  groimd  is  not  obtained  at  the  depth 
shown  by  drawing,  the  excavation  must  be  continued  deeper;  the  width 
must  also  be  increased.  The  additional  depth  is  to  be  filled  with  the 
same  concrete  mixture.  In  many  cases  however,  sufficient  solidity  may 
be  had  by  a  thorough  ramming  of  the  ground. 

The  copings  can  be  made  of  the  same  material  or  cut  stone,  and  the 
whole  should  have  at  least  two  weeks  to  set  before  engine  is  placed. 
Observe  closely  the  drawing  of  '* templet'*  for  placing  foundation  bolts. 

References 

American  foundation  practice  The  Gas  Engine,  Sept.,  Idl6. 

Exhaust  vibration The  Gas  Engine^  Oct.,  1916. 


CHAPTER  XXXV 
DESIGN  METHODS 

230.  Personal  efficiency  is  one  of  the  first  requisites  of  the  designing 
engineer.  Many  men  are  able  to  promote  the  business  of  others  to  per- 
fection but  are  exceedingly  negligent  of  their  own.  A  designer  should 
have  a  well-organized  system  of  his  own  whether  the  concern  by  whom  he 
is  employed  has  such  a  system  or  not.  He  must  be  orderly,  consistent 
and  thorough,  and  must  not  take  things  for  granted.  His  own  records 
should  be  well  kept  as  well  as  those  he  keeps  for  the  company.  He  should 
have  note  and  data  books  for  different  phases  of  his  work.  He  should 
have  the  best  handbooks  and  design  manuals  and  be  familiar  with  them. 
His  working  formulas  should  be  well  selected. 

His  drafting  instrimients  should  be  kept  in  good  condition,  and  al- 
though he  attains  to  a  position  in  which  he  is  required  to  do  little  or  no 
drafting,  he  should  never  feel  above  working  over  the  board  occasionally, 
for  unless  he  has  traversed  this  path  he  is  hardly  fit  to  direct  the  efforts  of 
those  who  do  this  kind  of  work. 

The  designing  engineer  should  never  get  beyond  study.  He  should 
keep  abreast  of  the  times  in  his  special  work  and  should  strive  to  broaden 
out  some.  Technical  periodicals  help  in  this,  as  does  also  membership  in 
an  engineering  society — ^notably  one  of  the  national  societies  such  as  the 
American  Society  of  Mechanical  Engineers.  He  should  be  ready  to  lead 
in  thought  as  far  as  he  is  permitted  to  do  so  and  must  not  simply  drift 
along  in  the  regular  routine  of  the  office. 

He  should  use  a  good  slide  rule  such  as  the  Log  Log  Duplex;  he  can 
then  do  more  work  with  less  fatigue  and  therefore  of  improved  quality. 

Some  firms  require  important  calculations  to  be  kept  in  note  books 
which  are  the  property  of  the  company.  This  is  good  practice,  and  if 
required  should  be  attended  to  conscientiously.  If  not  required  it  is 
well  for  the  designer  to  keep  such  data  himself. 

If  in  charge  of  the  department  and  responsible  for  shop  orders,  parts 
most  needed  or  requiring  the  most  time  to  obtain  should  be  ordered  first ; 
this  mcludes  large  or  difficult  castings,  large  forgings,  and  sometimes  steel 
castings.  It  is  sometimes  difficult  to  do  this  as  some  of  these  parts 
are  logically  the  last  to  be  designed,  but  with  proper  system  in  designing 
this  can  usually  be  managed,  so  that  the  work  may  be  started  before  the 
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design  is  complete.  This  is  not  the  most  desirable  practice  from  the  de- 
signer's standpoint,  but  the  writer  is  sure  that  it  may  often  be  done  to 
great  advantage. 

Printed  lists  are  usually  furnished  for  the  parts  built  by  different 
departments.  If  this  is  not  done,  a  list  may  easily  be  made  on  tracing 
cloth  with  spots  blocked  for  drawing  or  sketch  nimibers.  In  this  way 
nothing  will  be  overlooked.  A  list  of  Corliss  engine  parts  prepared  for  the 
forge  shop  is  given  in  Table  105.  Space  is  left  for  the  machine  shop  draw- 
ing showing  the  finished  part  as  a  matter  of  convenience  to  the  office. 


Table  105. — The  Bass  Foundry  and  Machine  Company,  Engineering 

Department 

Subject  FoRGiNGR  Order 

Answering  Smith-shop  Fort  Wayne,  Ind 


Name  of  part 


Drawing 

I        No. 


Sketch 
No. 


Plecc« 


Crank  shaft 

Connecting  rod 

Eccentric  rod 

Reach  rod 

Piston  rod 

Valve  stems 

Crank  pin 

Crosshead  pin 

Crosshead  key 

Hook  bolts,  main  bearing 

T-head  bolts,  main  bearing 

Hook  bolts,  outer  bearing 

T-head  bolts,  outer  bearing 

Extension  bed  links 

Girder  bolts 

Fljrwheel  hub  bolts 

Flywheel  rim  bolts 

Fl3rwheel  links  bolts 

Flywheel  keys 

Rope  wheel  hub  bolts 

Rope  wheel  rim  bolts 

Rope  wheel  tie  rods 

Rope  wheel  keys 

Gear  bolts 

Gear  links 

Gear  keys 

Carrier  shaft 

Foundation  bolts 

Eccentric  strap  bolts 

Conn,  rod  wedge  bolts 
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The  smith  shop  sketch  numbers,  number  of  pieces  and  the  date  of  order 
are  also  given.  A  dupUcate  copy  should  be  kept  in  the  office,  and  when  a 
piece  is  ordered,  this  may  be  signed  by  the  smith  shop  clerk  when  the 
sketch  is  delivered.    Similar  lists  may  be  made  for  other  departments. 

Standards. — Much  work  in  heat  engine  design  may  be  standardized, 
and  this  has  been  shown  through  the  chapters  on  machine  design.  The 
application  of  standard  tables  to  other  pressures  and  to  compound  engines 
is  explained  in  Chaps.  XII  and  XIII.     The  main  dimensions  may  be  in- 


Table  106. — Standard  Engines 


Name  of  Part 


Drawing  No. 


Cylinder 

Girder 

Guide  barrel — No. 

Main  bearing — No. 

Outer  bearing 

Cylinder  heads 

Cylinder  foot 

Piston 

Crosshead 

Crank  


VTrist  plate 
Carrier .... 


dJenter  foot 
^^kscentric  . 


"Valves 

^Bonnets 

"Valve  gear 

Dashpots 

Helease  rig 
Carrier  pin  stub 
Valve  gear  pin  stub 
Governor 

Connecting  rod.. . . 

Eccen.  &  reach  rods 

Piston  rod 

Valve  diagram  .... 

44 


Arm 

Disk 
I  Single 
I  Double 
I  Single 
1  Double 

Single 
Double 


Size  of  engine 

Class  of  engine 

Main  bearing — diam ,  length. 

Di  = 


Crosshead 


Screw  &  Locknut. 
Taper  fit  &  key . . 


Solid 
Strap 
Single 
Double 

Single 
Double 


Cent,  of  cyL  to  cent,  of  shaft  =  . . . . 
Cent,  of  eng.  to  bottom  of  castings 

Remarks: 
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eluded  in  one  table  for  engines  designed  for  a  standard  pressure,  making 
it  convenient  in  furnishing  data  for  specifications.  Horsepower  tables 
may  also  be  computed,  but  such  calculations  are  so  quickly  made  with  a 
slide  rule  that  this  may  be  of  little  use. 

As  soon  as  an  engine  of  any  size  has  been  standardized  it  is  of  great 
convenience  to  enter  the  drawing  numbers  in  a  blank  similar  to  Table  106, 
which  was  prepared  for  Corliss  engines.  This  greatly  facilitates  getting 
orders  into  the  shop. 

In  furnishing  data  to  salesmen  for  work  not  included  in  standard 
tables,  the  blank  shown  in  Table  107  has  been  found  useful. 

Tablb  107 

Subject  Order 

Answering 

Fort  Wa>Tie,  Ind. 
Maximum 
Steam  pressure lbs.  R.p.m. 


Regular Piston  speed 

Minimum 

Economical  horsepower  with cut-off  in  h.p.  cyl 

Maximum  horsepower  with cut-off  in  h.p.  cyl 

Run  over  or  under Belt  forward  or  back 

Diam.  of  wheel Width  of  face  for  belt 

No.  of  ropes Diam Weight  of  wheel lbs. 

Main  bearing Outer  bearing Counter  shaft  bearing 

Main  shaft  diam swelled  to 

Count,  shaft  diam swelled  to 

Guide  barrel Bed 

Diam.  steam  inlet  to  cyl.  h.p l.p „         .    .         f  H.p 

Diam.  steam  outlet  to  cyl.  h.p l.p I  L.p 

Diam.  piston  rod  \  r     Crosshead  pin  I  •       ,/ Crank  pin  |  •  ' 

^  I  L.p I  Length '^     I  Length .... 

Connecting  rod  diam.  at  neck At  center 

Arranged  so  that  h.p.  or  l.p.  engine  may  run  alone  and  carry  whole  load 

Further  data : 

Partial-assembly  Sketches. — Sketches  of  groups  of  parts  are  of  great 
convenience  in  design.  They  are  also  helpful  in  checking  existing  design, 
as  any  interference  or  other  discrepancy  is  readily  seen.  These  may  be 
made  on  tracing  cloth  and  a  set  of  blueprints  blocked  for  inserting  di- 
mensions used  for  each  case.  These  may  be  kept  on  file  for  reference. 
If  certain  dimensions  are  not  required  a  dash  may  be  used.  These 
sketches,  with  the  standard  tables  previously  referred  to  are  useful  in 
getting  out  large  castings — such  as  the  frame — ^much  sooner  than  can  be 
done  by  the  ordinary  process  of  design.    Figs.  464  and  465  are  part  of  a 
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Bet  of  such  sketches  used  by  the  author  m  Corliss  engine  design.     They 
are  self-explanatory.  , 

The  above  suggestions  are  given  as  a  few  examples  of  how  work  may 
not  only  be  expedited,  but  the  liabiUty  of  erfor  lessened.  A  good  system 
will  be  found  in  a  large  number  of  places,  but  if  not,  the  suggestions  may 
be  helpful.  The  lists  given  are  more  applicable  to  smaller  plants,  but 
the  same  principle  will  apply  to  plants  of  any  size. 

If  data  is  looked  up  for  a  given  problem,  it  is  well  to  put  it  in  a  data 
book  in  good  form  for  future  reference.  The  same  may  be  said  of 
formulas  derived,  care  being  taken  to  give  all  notation  in  the  proper 
units.  They  are  then  readily  available  should  such  problems  again 
arise. 

Many  other  ways  will  suggest  themselves  if  one  starts  to  systemize, 
but  all  system  should  be  as  simple  as  possible  so  that  it  may  not  become 
a  burden. 


APPENDIX  1 
MOMENT  OF  INERTIA  OF  DRKEGULAR  SECTIONS 

A  graphical  method  of  finding  the  moment  of  inertia  is  given  in  Mor- 
ley'a  "Strength  of  Materials,"  with  a  full  explanation  of  the  theory.  The 
method  will  be  briefly  described  here  without  proof. 

In  Fig.  466,  the  outside  irregular  line  bounds  the  section  of  area  A, 
whose  moment  of  inertia  is  required.  Draw  any  axis  XX  below  the 
figure  normal  to  the  plane  of  bending  (parallel  to  the  neutral  axis); 
also  draw  line  SS  any  distance  above  the  figure.  Across  the  figure  at 
any  point  draw  line  PQ  parallel  to  XX.     Where  line  PQ  cuts  the  outline 


of  area  A,  erect  perpendiculars  PN  and  QM  as  shown.  Connect  points 
N  and  M  to  any  point  0  in  line  XX.  Lines  NO  and  MO  cut  line  PQ 
at  P)  and  Qi,  and  these  are  points  in  an  interior  area  .^j.  By  drawing 
a  number  of  lines  PQ,  enough  points  may  be  foimd  through  which  to 
draw  the  curve  enclosing  area  A\. 

By  erecting  perpendiculars  from  Pi  and  Qi  and  connecting  points  Ni 
and  Ml  with  0,  points  Pt  and  Qi  are  found,  locating  points  in  a  third 
area  At. 

Having  found  the  three  areas,  and  knowing  the  distance  d  between 
lines  SS  and  XX,  we  may  proceed  as  follows:  The  distance  of  the 
center  of  gravity  of  the  section  (of  area  A)  from  line  XX  is: 

Aid  .,, 

693 


694  DESIGN  AND  CONSTRUCTION  OF  HEAT  ENGINES 

The  moment  of  inertia  about  axis  XX  is: 

Ix  =  A^^  (2) 

And  about  neutral  axis  GG: 

Ig^Ix-  Ay^  (3) 

The  modulus  of  section  is: 

where  c  may  be  either  Ca  or  Cx;  if  the  elastic  limit  in  tension  and  com- 
pression is  the  same,  the  larger  value  of  c  must  be  used.  If  M  is  the  bend- 
ing moment  in  lb.  in.,  and  S  the  stress  in  lb.  per  sq.  in.: 

M  =  ^  (5) 

c 

and 

S-^  (6) 

^G 

The  areas  may  be  found  by  a  planimeter.  If  not  drawn  actual  size 
and  one  inch  on  the  drawing  represents  n  actual  inches,  d  must  be  multi- 
plied by  n,  and  all  areas  found  by  the  planimeter  by  n';  then  these 
values  may  be  used  in  the  formulas. 
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Absolute  pressure,  10 
Acceleration,  forces  due  to,  296 

of  reciprocating  parts,  297 
Klein's  method,  298 
Adiabatic  expansion  of  gas,  56,  59 

of  steam,  67 
Admission,  8 
Alloy  steel — see  steel. 
Aluminum,  474 
Angular  acceleration  of  connecting  rod, 

299 
Angular  advance,  411 
Angularity  of  connecting  rod,  415 
Area  of  ports,  402 
Automatic  cut-ofif  engine,  17,  139 
Axial  thrust,  225 


Bearings,  proportions,  115 

steam  turbine,  117 

thrust,  119 
Belt  forward  or  back,  15 
Bending  and  twisting,  combined,  481 
Bilgram  diagram,  417 
Blade  efficiency,  257 
Blades  of  steam  turbines,  24,  216,  217, 

218,  222,  255,  271,  277,  657 
Blading,  impulse — practical  notes  on,  228 
Blast-furnace  gas,  38 
Bleeder  turbine,  30 
Bolts  and  nuts,  XJ.  S.  Standard,  695 
Bolts,  strength  of,  695 
Brake  horsepower,  53,  98,  187 
Bruce- Macbeth  gas  engine,  43,  190 
Busch-Sulzer  Bros.  Diesel  engine,  45 


B 

Back  pressure,  11,  131 

Balancing,  334 

angle  engine,  341 
connecting  rod,  343 
four-crank  engine,  340 
multi-cylinder  engine,  338 
primary,  334 
reciprocating  parts,  336 
secondary,  337 
six-crank  engine,  342 
three-crank  engine,  340,  341 
turning  effort,  345 
two-crank  engine,  340 

Balance  weights,  346 

Basis  of  design,  493 

Bearing  cap  bolts,  619 

Bearing  wedge  bolts,  617 

Bearings,  clearance,  113 
eccentric,  120 
main,  617 
metal,  114 
oil  grooves,  113 


Cam  valve  gears,  448 

Capacity  curves  of  Continental  engines, 

49 
Cap  bolts,  619 
Card  factor,  135 
Camot's  cycle,  54 
Cast  iron,  469 
Center  of  gravity,  285 

of  irregular  section,  693 
Classification     of     internal-combustion 
engines,  32 

of  steam  engines,  13 

of  steam  turbines,  24 
Clearance,  79,  131,  202,  503 

in  bearings,  113 

in  internal-combustion  engines,  202 
Collars  for  shafts,  609 
Column  formulas,  485 
Combined  bending  and  twisting,  481 
Combined  indicator  and  inertia  diagrams, 

301,  303 
Combustion,  temperature  rise  due  to,  61 
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INDEX 


Ckimpound  steam  engines,  87,  152,  154 
condensing,  155 
cross-compound,  20 
tandem,  20 
Compound  turbines,  30 
a)mpres8ion,  11,  79,  131,  145,  194,  196, 
304 
efifect  upon  capacity  of  steam  engine, 

145 
efifect  upon  economy  of  steam  engine, 

79,  145 
efifect  upon  smoothness  of  operation, 

304 
in  internal-combustion  engines,  194 
Compression  pressure,  steam  engine,  10, 
131,  135 
*  internal-combustion  engine,  194 
Condensation,  cylinder,  81 
and  re-evaporation,  78 
afifected  by  compounding,  87 
cylinder  ratio,  88 
design  of  cylinder,  82 
range  of  pressure  and  temperature, 

85 
ratio  of  expansion,  85 
size  of  cylinder,  82 
speed,  81 
steam  jacket,  86 
superheated  steam,  90 
Condenser,  265 
Condensing  engine,  155 
Connecting  rod,  285,  343,  544 
body,  545 

center  of  percussion,  286 
ends,  552 

moment  of  inertia  of,  287 
properties  of,  285 
radius  of  gyration  of,  285 
wedge  bolts,  555 
Conservation  of  residual  velocity,  248 
Constant-pressure  cycle,  33,  58 
Constant-volume  cycle,  33,  55 
Continental  motors,  46 
Conventional  indicator  diagrams,  com- 
pound engine,  153 
internal-combustion  engine,  63,  201 
simple  steam  engine,  130 
Cooling  of  cylinder,  37,  41,  94 
Cooling  water,  94 


Coriiss  long-range  cut-ofiT,  432 
Corliss  valve  gear^  426 
Counterbore,  503 
Cranks,  572 
Crank  arm,  579 

efifort,  289 

hub,  582 

pin,  573,  589 
Crankshaft,  586 
Crosshead,  562 

pin,  563 

shoe,  565 
Critical  speed  of  turbine  shaft,  666 
Curve  of  fuel  consumption,  43,  45,  46 

of  steam  consumption,  22,  86 
Cushion  steam,  133 
Cut-ofif,  commercial,  129 

long  range,  432 

to  find  from  m.e.p.,  133 
Cycle,  Camot's,  54 

of  internal-combustion  engine,   32, 
54,  55,  58 

Rankine'd,  complete  expansion,  67 
incomplete  expansion,  68 

of  steam  engine,  3,  6 

of  steam  plant,  3 
Cylinder,  499 

condensation  in,  78,  81 

diameter,  compound  engine,  178 
intemal-Gombustion  engine,    187, 

189 
simple  steam  engine,  143 

efficiency,  internal-combustion    en- 
gine, 93 
steam  engine,  78 

feed,  133,  157 

heads,  504 

intemal-Gombustion  engine,  509 

lagging,  507 

lubrication,  122 

ratio  in  compound  engines,  88,  154, 
155,  157 

steam  engine,  508 

walls,  strength  of,  478,  499 


D 


Dashpots,  375,  459 
Dead  center,  8 
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DeLaVergne  oil  engine,  43 
Design  methods,  687 
Diagram  efficiency,  225,  226  256 
Diagram  factor,  33,  34,  40,  58,  192 
Dimensions  and   data  for   Continental 
engines,  46,  49 
for  Bruce- Macbeth  gas  engine,  44 
Double-ported  valves,  419 
Dry  saturated  steam,  66 


E 


Eccentrics,  408 

shifting  and  swinging,  420 
Economy,  70 

comparative,  76 

intemal-Gombustion  engine,  75 

prime  mover,  71 

steam  engine,  71 

steam  plant,  70 

steam  turbine,  71 
Efficiency,  brake,  185 

cylinder,  78 

Diesel  cycle,  59 

economic,  185 

hydraulic,  237 

mechanical,  54,  97»  185,  191,  192 

Otto  cycle,  56 

Rankine  cycle,  67,  68 

ratio  of  internal-combustion  engine, 
76 

thermal,  56,  59 

volumetric,  60,  189 
^ilectrical  horsepower,  63,  209 
^^ngine  classification,  13,  32 
Entropy  diagram,  57,  60,  236,  237,  245 
^intropy  of  steam,  67 
^^uivalent  eccentric,  440,  444 
^^xhaust  muffler,  41 
^^xpansion  of  steam,  9 


Flywheel,  350,  623 

arms,  bending  of,  628,  629 
virtual  number,  629 

constants,  354 

hubs,  636 

hub  bolts,  637 

hub  shear  bolts,  638 

methods  of  construction,  640 

rim  bolts  and  links,  639 

rim  and  arm  sections,  633 

strength  of,  623 

Unwinds  formulas  for,  626 

weight,  comparison  of  methods,  363 
displacement  method,  356 
velocity  method,  351 
Formation  of  steam  under  constant  pres- 
sure, 65 
Formulas,  selection  of,  475 
Forced  fits,  537 
Foundation,  679 

bolts  and  washers,  681 

construction,  683 

depth,  680 

grouting,  683 

material,  681 

specification,  685 

weight  and  volume,  681 
Four-cycle  engine,  35 
Frame,  611 

center-crank,  611 

reactions  on,  321 

side-crank,  613 

stresses  in,  611 
Friction,  104 

efifect  on  flow  of  steam,  68,  213 

laws  for  dry   and   lubricated   sur- 
faces, 104 
Friction  horsepower,  53,  98 
Fuel  consumption,  43,  45,  46,  193 
Fuel  nozzle,  456 


factor  of  judgment,  486 
factor  of  safety,  464,  493,  497 
titration  of  lubricating  oil,  122 

^Plat  plate  formulas,  501 

TIow  of  steam,  68 


G 


Gas  consumption — see  fuel  consumption 
Gas  engine,  33,  38 

cycles,  54 
Gas  velocity,  95,  407 
General  arrangements,  679 
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Governing,  compound  engines,  172 

Diesel  engines,  454 

hit-and-miss,  40,  196 

internal-combustion  engines,  40,  196, 
400,454 

Quality,  41,  196 

quantity,  41,  197 

steam  engines,  16,  138 

steam  turbines,  31,  267 
Governor,  367  ' 

centrifugal,  369,  377,  378,  390,  395 

conical,  371,  378 

dashpots,  375 

examples  from  practice,  387 

formulas,  centrifugal  governors,  377 
conical  governors,  378 
speed  fluctuation,  375 
speed  variation,  376 
spring  governors,  382 

gravity  balance,  387 

hunting,  386 

inertia,  371,  395 

isochronous,  370 

machine  design,  387 

practical  considerations,  386 

relay,  374,  396 

safety,  374,  400 

selection  of  constants  of  regulation, 
387 

speed  adjustment,  375 

spring,  371,  382,  387,  390,  395 

stable,  370 
Grease,  109 

cups,  112 
Guide,  pressure  on,  300 


H 


Heat  engine,  commercially  successful,  1 

important,  1 
Heat  factor,  73,  209,  237 

per  stage,  237 
Heating  value  of  fuel,  188,  196 

higher  and  lower,  196 
Heat  of  the  liquid,  66 
Heat  supplied  in  formation  of  steam,  66 
Heavy-oil  engine,  33,  39 
High  steam  pressure,  91 
Hit-and-miss  governing,  40,  196,  354 


Horsepower,  brake,  53,  187,  189 

compound  engine,  178 

electrical,  53,  209 

friction,  53 

limit  of,  144,  193 

indicated,  52,  141,  178,  187 

internal-combustion  engine,  186 
simple  formulas  for,  189 

locomotive,  144 

simple  steam  engine,  141 

steam  turbine,  208 
Hoop  stress,  625 
Hot  bulb  engine,  39 
Hot  plate  engine,  39 
Hubs,  582,  636 
Hub  bolts,  637,  638 
Hydraulic  efficiency,  237 


Ignition,  34,  453 
Impulse,  23 

turbine,  24,  26,  222,  268 
Indicated  horsepower,  52,  98,  141,  178, 
186 

compound  engine,  178 

internal-combustion  engine,  186 

simple  steam  engine,  141 
Indicator  diagrams,  51 

compound  engine,  153-173 

internal-combustion      engine,      34, 
43-46,  55-60,  197-204 

simple  steam  engine,  10-21,  128 
Inertia,  296 

diagrams,  297 

and  indicator  diagrams  combined, 
301 
Initial  condensation,  78 
Initial  pressure,  10 
Inlet  and  exhaust  passages,  503 
Intake  muffler,  42 
Internal-combustion  engine,  32,  185 

2-cylinder,  319 

3-cyIinder,  320 

4-cylinder,  321 

6-cyIinder,  322 

8-cylinder,  323 

12-cyUnder,  323 

2-cycle,  35,  37,  453 
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Intemal-conibustion  engine,  4-cycle,  33 

cycles,  32,  54 

data,  43,  191 

Diesel,  34 

gas,  38 

heavy-oil,  39 

hot  bulb,  or  plate,  39 

lightroil,  38 

starting,  41 
Irregular  section,  center  of  gravity  of,  693 

moment  of  inertia  of,  693 

modulus  of  section  of,  693 


Jacket  water,  37,  94 

practical  suggestions,  95 

K 

Keys,  for  cranks,  583 
for  flyivheels,  640 
Kilowatts,  209 


Lagging,  cylinder,  507 

Lap,  411 

Latent  heat  of  saturated  steam,  67 

Lead,  8,  411 

in  steam  turbines,  250 

variable,  445 
Light-oil  engines,  33,  38 
Limits  of  horsepower,  144,  193 
Lubricants,  107 

acid  test,  108 

cold  test,  108 

density,  108 

fire  test,  108 

flash  point,  108 

friction  test,  108 

grease,  109 

gumming  test,  108 

viscosity,  108 
Lubricating  systeqis,  109 

forced  feed  or  continuous,  109,  121 

individual,  109 

intermittent  feed,  109 

restricted  feed,  109 

splash  system,  110 


Lubricatioi},  cylinder,  123 
forced,  99 
syphon,  99 
and  pad,  99 

M 

Machine  design,  463 
Materials,  p^perties  of,  470 
Maximum  horsepower,  144,  193 
Maximum  strain  theory,  477 
Mcintosh  and   Seymour   Diesel  engine, 

45 
Mean  effective  pressure,  52 

compound  engine,  155,  158 

gas  and  oil  engines,  63, 186,  192,  19i> 

Rankine  cycle,  67 

simple  steam  engine,  130 
Mechanical  efficiency,  54,  97,  191,  192 
Mechanics,  283 

of  slider  crank,  283 
Mechanism  of  steam  engine,  5 
Methods  of  design,  687 
Modulus  of  section  of  irregular  section, 

694 
Moment  of  inertia  of  connecting  rod,  286 

of  irregular  section,  693 
Mufflers,  41,  42 


N 


Noncondensing  steam  engine,  20 
Nozzles,  fuel,  456 

and  other  passages,  210 
practical  notes  on,  219 

8team  turbine,  210,  219,  274-276 

O 

Operation  of  steam  engine,  6 
Oil  grooves,  113 
Oil  guards,  112 
Otto  cycle,  33 


Peabody's  direct  method,  238 
Piston,  515 

acceleration  of,  296,  298 
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Piston,  box,  516,  525,  526 

built-up,  524 

conical,  517,  526 

internal-combustion  engine,  529 

rings,  518 

rod,  530 
formulas,  531 

speed,  82,  83,  95,  143,  144,  191 

thrust,  compoimd  engine,  175 
internal-combustion  engine,  201 
simple  steam  engine,  140 

trunk,  527,  528 

velocity  of,  287 
Poisson's  ratio,  476 
Port  area,  402 
Power  of  heat  engines,  51 

internal-combustion  engine,  49,  186 

steam  eng^e,  208 

steam  turbine,  208 
Power  plant,  3 
Practical  cycles  using  gas,  54 
Pressed  fits,  537 
Pressure  and  temperature  of  saturated 

steam,  66 
Producer  gas,  38 
Properties  of  materials,  470 


Q 


Quality  governing,  41,  196 
Quantity  governing,  41,  197 


R 


Radius  of  gyration,  285,  286 
Rankine  cycle  for  complete  expansion, 
67 

for  incomplete  expansion,  68 
Rating  of  internal-combustion  engines, 
198 

of  steam  turbines,  267 
Ratio  of  expansion,  10,  85 
Ratio  of  stroke  to  cylinder  diameter,  82, 

95,  143,  192 
Reaction,  23 
Reaction  turbine,  27,  254,  279 

practical  notes  on,  260 
Receiver,  19 

influence  of,  159 


Reciprocating  engine — passing  not  im- 
minent, 2 
Rectangular  section  in  torsion,  484 
Rectangular  valve  diagram,   422,   425, 

457 
ReHBvaporation,  78 
Reheat  factor,  237 
Release,  11 

Releasing  gear,  434,  453 
Reversal  of  thrust,  304 
Reversing  gears,  439 

Doble,  448 

Hackworth,  446 

Internal-combustion  engine,  453 

Joy,  446 

Marshall,  446 

Stephenson,  440 

Walshaert,  443 
Right-hand  and  left-hand  engine,  14 
Rim  bolts  and  links,  639 
Rope  wheel  grooves,  633 
Run  over  or  under,  15 


S 


Saturated  steam,  66 
Self -oiling  bearing,  112 
Shaft,  568 

application  of  formulas,  605 

at  dead  center,  600 

at  maximum  turning  effort,  602 

center-crank,  587,  598 

collars,  609 

internal-combustion     engine,     596, 
598 

material,  589 

multi-throw,  589 

side-crank,  587,  590 

special  formulas  for,  604 

steam  engine,  590,  598 

steam  turbine,  664 
Shifting  eccentric,  420 
Shock,  468 

Shrouded  blades,  28,  257 
Side-crank  and  center-crank  shafts,  13 
Sight  feed,  111 
Simple  impulse  turbine,  24 
Simple  steam  engine,  18 
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Single-acting  and  double-acting  engines, 

13 
Sleeve  motor  gear,  456 
Slider  crank,  5,  283 

eflSciency  of,  292 
Speed,  81,  143,  191 

fluctuation  of,  351,  376 
Spring  governors — see  governors. 
Springs,  384,  452 
Standard  engines,  149,  179 
Standards,  689 

Starting  intemat-combustion  engines,  41 
Steam,  65 

flow  of,  68 

formation  of,  65 

high  pressure,  91 

jacket,  86 

passages,  266,  503 

superheated,  66,  90,  244 
Steam  consumption,  22,  144,  179,  208 

of  Rankine  cycle,  71,  72 
Steam  cycle,  3 
Steam  engine,  5,  127 

compound,  18,  152 

condensing,  20 

noncondensing,  20  '/ 

operation  of,  6 

simple,  18,  127 

uniflow,  21,  135 
Steam  turbine,  23,  206 

bearings,  117 

bleeder,  30 

casing  and  details,  674 

combinations,  29,  260 

compound,  30 

condensing,  31 

conservation  of  residual  velocity  in, 
248 

dimensions,  245 

double-flow,  29 

effect  of  condenser  on,  265 

elements  of,  24 

factors  influencing  operation  of,  264 

impulse-and-reaction,  30 

low-pressure,  30 

mixed-pressure,  30 

noncondensing,  31 

number  of  stages,  246 

pressure-stage  impulse,  26,  234,  268 


Steam    turbine,    pressure-velocity-stage 
impulse,  29,  249,  268 

reaction,  27,  254,  279 

repeated-flow,  29 

shaft,  664 

simple  impulse,  24,  222 

steam  passages  in,  266 

superheated  steam  in,  244 

unequal  wheel  diameters  in,  247 

velocityHsitage  impulse,  25,  229 
practical  notes  on,  231 

wheels,  649 
Steam  velocity,  403,  504 
Steel,  casting,  471 

chromium-vanadium,  474 

machinery,  471,  472 

nickel,  472 

nickel-chromium,  472 
Strength  of  materials,  470 
Stress,  repeated,  466 

reversed,  466 

static,  466 

suddenly-applied,  468 

working,  464 
Stroke  diagram,  140 
Strut  formula,  485 
Stuffing  box,  506 
Suddenly-applied  load,  468 
Superheated  steam,  66,  90,  244 
Swinging  eccentric,  420 


Temperature  rise  due  to  combustion,  61 

Terminal  drop,  88,  134 

Terminal  pressure,  10 

Three-port  engine,  37 

Throttling  engine,  16,  138 

Thrust  bearing,  119 

Thrust  of  piston,  140,  170,  201 

Thrust,  reversal  of,  304 

Torsion  of  rectangular  shaft,  484 

Total  heat  of  saturated  steam,  67 

Total  ratio  of  expansion,  19 

Trajectory,  250,  278 

Turbine,  bearings,  117 

bearing  temperature,  106 

blade  design,  657 
reaction,  216,  217 
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Turbine,  casings,  674 
details,  674 
horsepower,  72,  208 
kilowatts,  209 
shaft,  664 

critical  speed  of,  666 

nature  of  problem,  665 
wheels,  694 

application  of  formulas,  659 

material,  656 

radial  stress,  655 

tangential  stress,  654 
Turning  effort,  289,  310.  314 

diagram,     internal-combustion 
gine,  315,  319-322 

steam  engine,  311,  314 


U 


Uniflow  engine,  21,  135 

U.  8.  Standard  bolts  and  nuts,  695 

Unwin's  flywheel  formulas,  626 


Valve,  mixed-pressure,  398 

double-ported,  419 

operation,  8 

poppet,  405,  408,  459 

slide,  403 

springs,  452 

stems,  Corliss,  436 
slide  valve,  426 
Valve  diagram,  6 

Bilgram,  417 


Valve,  Corliss,  426 

long-range,  432 

rectangular,  422,  457 
Valve  gear,  401 

classification,  408 

cam,  448 

cam-and-eccentric,  438,  452 

Corliss,  426,  436 

details,  457 

high-speed  Corliss,  437 

internal-combustion  engine,  448 

Lents,  439 

Mcintosh  and  Seymour,  457 
en-  reversing — see  reversing  gears 

single-valve,  410 

sleeve  motor,  456 
Variable  lead,  445 
Velocity  diagrams,  222,  229,  254,  269, 

270,  278 
Velocity  due  to  reheating,  244 
Velocity  of  gas,  95,  407 

of  piston,  287 

of  steam,  403 

relative  and  absolute,  223 
Voli'jnetric  efficiency,  60,  189 

W 

Water  power,  inadequate,  1 

Water  rate — see  steam  consumption 

Wedge  bolts,  555,  617 

Wet  steam,  67 

Wheels,  engine,  350,  623 

turbine,  649 
Work  of  expansion  when  ptf*  =  constant, 
64,  128 


